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FOREWORD 


This manual provides basic electrical fundamentals for 
Army watercraft engineers. It provides watercraft personnel 
at all levels a basic overview of electrical fundamentals 
needed to accomplish maintenance on electrical components 
aboard US Army vessels. The words "he", "his", "crewman" 
and "men" are intended to include both the masculine апа 
the feminine genders. Any exceptions to these intentions will 
be so noted. ' . 


NOTE TO ARMY PERSONNEL | 
The advancement requirements outlined within this manual — 
do not apply to Army personnel, РИ e 





*This publication, together with FM 55-506-2, supersedes 
TM 55-506, 4 September 1963. 
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CHAPTER 1 


SAFETY 


In the performance of his normal duties, 
the technician is exposed to many potentially 
dangerous conditions and situations. Notraining 
manual, no set of rules or regulations, no list- 
ing of hazards can make working conditions 
completely safe. However, it is possible for the 
technician to complete a full career without 
Serious accident or injury. Attainment of this 
goal requires that he be aware of the main 
Sources of danger, and that he remain con- 
Stantly alert to those dangers. He must takethe 
proper precautions and practice the basic rules 
of safety. He must be safety conscious at all 
times, and this safety consciousness must be- 
come second nature to him. 

Much pertinent safety information is con- 
tained in Rate Training Manuals. Of particular 
worth is the Standard First Aid Training Course, 
NavPers 10081-B. In addition, directives con- 
cerning safety are published by all major com- 
mands on those specific hazards and procedures 
falling under the cognizance of those commands, 
The Chief of Naval Operations has issueda list- 
ing of specific safety precautions compiled by 
the Navy Department. This publication cross 
references safety directives by subject matter 
and by the identifying designation. 

The purpose of this chapter is to indicate 
some of the major hazards encountered in the 
normal working conditions of the technician, 
and to indicate some of the basic precautions 
that must be observed. Although many of these 
hazards and precautions are general and apply 
to all personnel, some of them are peculiar or 
especially applicable to personnel concerned 
with electrical and electronic maintenance. 

Most accidents which occur in noncombat 
operations can be prevented if the full coopera- 
tion of personnel is gained, and if care is exer- 
cised to eliminate unsafe acts and conditions. 
In the following paragraphs, some general safety 
rules are listed. These rules apply to personnel 


in all types of activities, and each individual 
should strictly observe the following precau- 
tions as applicable to his work or duty: 

1, Report any unsafe condition or any equip- 
ment or material which he considers to be un- 
safe. 

2. Warn others whom he believes to be en- 
dangered by known hazards or by failure to 
observe safety precautions. 

3. Wear or use available protective cloth- 
ing or equipment of the type approved for safe 
performance of his work or duty. 

4, Report any injury or evidence of impaired 
health occurring in the course of work or duty. 

б. Exercise, in the event of any unforseen 
hazardous occurrence, such reasonable caution 
as is appropriate to the situation, 


ELECTRICAL SAFETY PRECAUTIONS 


Safety precautions in this chapter are not 
intended to replace information givenininstruc- 
tions or maintenance manuals. If at any time 
there is doubt as to what steps and procedures 
to follow, consult the leading petty officer. 


EFFECTS OF ELECTRIC SHOCK 


The amount of current that may passthrough 
the body without danger depends onthe individual 
and the current quantity, type, path, and length 
of contact time. 

Body resistance varies from 1,000to 500,000 
ohms for unbroken, dry skin, (Resistance and its 
unit of measurement are discussed later in this 
manual.) Resistance is lowered by moisture and 
high voltage, and is highest with dry skin and low 
voltage. Breaks, cuts, or burns may lower body 
resistance. A current of 1 milliampere can be felt 
and will cause a person to avoid it. (The term 
milliampere is discussed later in this manual; 
however, for this discussion it is sufficient to 
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define milliampere as a very small amount of 
current or 1/1,000 of an ampere. Current as low 
as 5 milliamperes сап be dangerous. Ifthepalm 
of the hand makes contact with the conductor, a 
current of about 12 milliamperes will tend to 
cause the hand muscles to contract, freezing 
the body to the conductor. Such a shock may or 
may not cause serious damage, depending on 
the contact time and your physical condition, 
particularly the condition of your heart. A 
current of only 25 milliamperes has been known 
to be fatal; 100 milliamperes is likely tobe fatal. 

Due to the physiological and chemical nature 
of the human body, five times more direct 
current than alternating current is needed to 
freeze the same body to a conductor. Also, 60- 
hertz (cycles per second) alternating current is 
about the most dangerous frequency. This is 
normally used in residential, commercial, and 
industrial power. 

The damage from shock is also proportional 
to the number of vital organs transversed, 
especially the percentage of current that reaches 
the heart. 

Currents between 100 and 200 milliamperes 
are lethal. Ventricular fibrillation of the heart 
Occurs when the current through the body ap- 
proaches 100 milliamperes. Ventricular fibril- 
lation is the uncoordinated actions of the walls 
of the heart’s ventricles. This in turn causes 
the loss of the pumping action of the heart, 
This fibrillation will usually continue until some 
force is used to restore the coordinations of 
the heart’s actions. 

Severe burns and unconsciousness are also 
produced by currents of 200 milliamperes or 
higher. These currents usually do not cause 
death if the victim is given immediate atten- 
tion. The victim will usually respond if rendered 
resuscitation in the form of artificial respira- 
tion, This is due to the 200 milliamperes of 
current clamping the heart muscles which pre- 
vents the heart from going into ventricular 
fibrillation. 

When a person is rendered unconscious by a 
current passing through the body, it isimpossi- 
ble to tell how much current caused the uncon- 
sciousness. Artifical respiration must be applied 
immediately if breathing has stopped. 


GENERAL SAFETY PRECAUTIONS 
Because of the possibility of injury to per- 


sonnel, the danger of fire, and possible damage 
to material, all repair and maintenance workon 


electrical equipment should be performed only 
by duly authorized personnel. 

When any electrical equipment is to beover- 
hauled or repaired, the main supply switches or 
cutout switches in each circuit from which power 
could possibly be fed should be secured in the 
open position and tagged. The tag should read, 
“This circuit was ordered open for repairs and 
Shall not be closed except by direct order of....’’ 
(usually the person directly in charge of the re- 
pairs). After the work has been completed, the tag 
(or tags) should be removed by the same person. 

The covers of fuse boxes and junction boxes 
should be kept securely closed except when work 
is being done. Safety devices such as inter- 
locks, overload relays, and fuses should never 
be altered or disconnected except for replace- 
ments. Safety or protective devices should never 
be changed or modified in any way without 
specific authorization, 

The interlock switch is ordinarily wired in 
series with the power-line leads to the elec- 
tronic power supply unit, and is installed on the 
lid or door of the enclosure so as to break the 
circuit when the lid or door is opened. A true 
interlock switch is entirely automatic in action; 
it does not have to be manipulated by the opera- 
tor. Multiple interlock switches, connected in 
series, may be used for increased safety. One 
switch may be installed on the access door of a 
device, and another on the cover or the power- 
supply section. Complex interlock systems are 
provided when several separate circuits must 
be opened for safety. 

Because electrical and electronic equipment 
may have to be serviced without deenergizing 
the circuits, interlock switches are constructed 
so that they can be disabled by the technician. 
However, to minimize the danger of disabling 
them accidentally, they are generally located in 
such a manner that a certain amount of manipu- 
lation is necessary in order to disable them. 

Fuses should be removed and replaced only 
after the circuit has been deenergized. When a 
fuse blows, it should be replaced only witha fuse 
of the same current and voltage ratings. When 
possible, the circuit should be carefully checked 
before making the replacement, since the 
burned-out fuse is often the result of circuit fault. 


HIGH VOLTAGE 
SAFETY PRECAUTIONS 


It is human nature to become careless with 
routine procedures. To illustrate the results of 
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unsafe practices and {о reemphasize the need 
for good safety habits, particularly around high 
voltage or high | current circuits, consider the 
following incident, 


A technician was electrocuted while attempt- ` 


ing to bypass an interlock circuit in the vicinity 
of high voltages on a piece of electrical equip- 
ment., This was the direct result of violating a 
basic “safety practice and indirectly an individual 
lack of equipment knowledge. 

. Many pieces of electrical equipment employ 
voltages which are dangerous and may be fatal 
if contacted, Practical safety precautions have 
been incorporated into electrical systems; when 
the most basic rules of safety are ignored, the 
built-in protection becomes useless. 

The following rules are basic and should be 
followed at all timesby all personnel when work- 
ing with or near high voltage circuits: 

1. CONSIDER THE RESULT OF EACH ACT— 
there is absolutely no reason for an individual 
to take chances that will endanger his life or 
the lives of others. 

2. KEEP AWAY FROM LIVE CIRCUITS—do 
not change parts or make adjustments inside the 
equipment with high voltages on. 

3. DO NOT SERVICE ALONE—always serv- 
ice equipment in the presence of another person 
capable of rendering assistance of first aid in 
an emergency. 

‚4. DO NOT TAMPER WITH INTERLOCKS— 
do not depend on interlocks for protection; 
always shut down equipment. Never remove, 
short circuit, or tamper with interlocks except 
to repair the switch. 

5. DO NOT GROUND YOURSELF — make sure 
you are not grounded when adjusting equipment 
or „using measuring equipment. Use only one 
hand when servicing energized equipment. Keep 
the other hand behind you. 

6. Do not energize equipment if there is any 
evidence of water leakage; repair the leak and 
wipe up the water before energizing. 

These rules, teamed withthe ideathat voltage 
shows no favoritism and that personal caution 
is your greatest safeguard, may prevent serious 
injury or even death, 


WORKING ON ENERGIZED CIRCUITS 


Insofar as is practicable, repair work on 
energized circuits should not be undertaken, 
When repairs on operating equipment must be 
made because of emergency conditions, or when 
such repairs are considered to be essential, 


the work should be done only by experienced 
personnel, and if possible, under the super- 
vision of а senior petty officer of the assigned 
shop. Every known safety precaution should bé 
carefully observed, Ample light for good illu- 
mination should be provided; the worker should 
be insulated from ground with some suitable 
nonconducting material such as several layers 
of dry canvas, dry wood, or a rubber mat of 
approved construction. The worker should, if 
possible, use only one hand in accomplishing . 
the necessary repairs. Helpers should be sta- 
tioned near the main switch or the circuit 
breaker so that the equipment can be deener- 
gized immediately in сазе of emergency. A 
man qualified in first aid for electric shock 
should stand by during the entire period of the 
repair. | 


GROUNDING OF EQUIPMENT 


A poor safety ground, or one that is wired 
incorrectly, is more dangerous than no ground 
at all. The poor ground is dangerous because 
it does not offer full protection, while the user 
is lulled into a false sense of security. The 
incorrectly wired ground is a'hazard because 
one of the line wires and the safety ground are 
transposed, making the shell of the tool ‘‘hot’’ 
the instant the plug is connected. Thus the un- 
wary user is trapped, unless by pure chance 
the safety ground is connected to the grounded 
side of the line on a single-phase grounded 
System, or no grounds are present on an un- 
grounded System. In this instance the user again 
goes blithely along using the tool until he en- 
counters a receptacle which has its wires 
transposed or a ground appears on the system. 

Because there is no absolutely foolproof 
method of insuring that all tools are safely 
grounded (and because of the tendency of the 
average technician to ignore the use of the 
grounding wire), the old method of using a 
separate external grounding wire has been dis- 
continued. Instead, a 3-wire, standard, color- 
coded cord with a polarized plug anda ground 
pin is required. In this manner, the safety 
ground is made a part of the connecting cord 
and plug. Since the polarized plug can be con- 
nected only to a mating receptacle, the userhas 
no choice but to use the safety ground. 

All new tools, properly connected, use the 
green wire as the safety ground. This wire is 
attached to the metal case of the tool at one end 
and to the polarized grounding pin in the 
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connector at the other end. It normally carries 
no current, but is used only when the tool insu- 
lation fails, in which case it short circuits the 
electricity around the user to ground and pro- 
tects him from shock. The green lead must 
never be mixed with the black or white leads 
which are the true current-carrying conductors. 

Check the resistance ofthe grounding system 
with a low reading ohmmeter to be certain that 
the grounding is adequate (less than 1 ohm is 
acceptable). Ohmmeter and its use is discussed 
in chapter 15. Ifthe resistance indicates greater 
than 1 ohm, изе a separate ground strap. 

Some old installations are not equipped with 
receptacles that will accept the grounding plug. 
In this event, изе one of the following methods: 

1, Use an adapter fitting. 

2. Use the old type plug and bring the green 
ground wire out separately. 

3. Connect an independent safety ground line. 
When using the adapter, be sure to connect the 
ground lead extension to a good ground. (Do not 
use the center screw which holds the cover 
plate on the receptable.) Where the separate 
safety ground leads are externally connected to 
a ground, be certain to first connect the ground 
and then plug in the tool. Likewise, when dis- 
connecting the tool, first remove the line plug 
and then disconnect the safety ground. The safety 
ground is always connected first and removed 
last, 


BATTERY SAFETY PRECAUTIONS 


The principal hazard in connection with bat- 
teries is the danger of acid burns whenrefilling 
or when handling them. These burns canbe pre- 
vented by the proper use of eyeshields, rubber 
gloves, rubber aprons, and rubber boots with 
nonslip soles. Rubber boots and apron need be 
worn only when batteries are being refilled. It 
is а good practice, however, to wear the eye- 
Shield whenever working around batteries to 
prevent the possibility of acid burns ofthe eyes. 
Wood slat floorboards, if kept in good condition, 
are helpful in preventing slips and falls as well 
as electric shock from the high-voltage side of 
charging equipment, 

Another hazard is the danger of explosion 
due to.the ignition of hydrogen gas given off 
during battery charging operation. This is es- 
Pecially true where the accelerated charging 
method is used. Open flames or smoking is 
Prohibited in the battery charging room, and 
the charging rate should be held at a point 


that will prevent the rapid liberation of hydrogen 
gas. Manufacturers’ recommendations as to the 
charging rates for various size batteries should 
be closely followed and a shop exhaust system 
Should be used, 

Particular care should be taken by techni- 
cians to prevent, short circuits while batteries 
are being charged, tested, or handled. Hydrogen 
каз, which is accumulated while charging, is 
highly explosive and a spark from a shorted cir- 
cuit could easily ignite the gas, causing serious 
damage to personnel and equipment, 

Extreme caution should be exercised when 
installing and removing batteries. The nature 
of battery construction is such thatthebatteries 
are heavy for their size and are somewhat awk- 
ward to handle. These characteristics dictate 
the importance of using proper safety precau- 
tions. There is the possibility of acid causing 
damage to equipment or injury to personnel and 
the danger of an explosion that may be caused 
from the gas that is produced as the battery 
is charged. Follow the prescribed safety pre- 
cautions in working with batteries. 


PRECAUTIONS WITH CHEMICALS 


Volatile fluids are liquids which evaporate 
rapidly at relatively low temperatures. In this 
discussion, the term will be used to include 
pressurized gases escaping from their con- 
tainers. In safety considerations, two maintypes 
of fluids must be considered: First, those which 
result in explosive vapors; and second, those 
which are toxic. 


Explosive Vapors 


Fuels, alcohol, painting materials and sup- 
plies, insulating varnish, certain cleaning sup- 
plies, and many industrial gases produce poten- 
tially explosive vapors when allowed to accumu- 
late in closed spaces. The hazards relating to 
these materials are associated withthe FLASH- 
POINT of the liquid. This is the lowest tem- 
perature at which the liquid gives off vapor 
which accumulates near the surface in sufficient 
quantity to form a combustible mixture with air. 
Although liquid oxygen does not have a flash- 
point, the explosive effect is the same. Almost 
any material that will oxidize becomes highly 
explosive when in the presence of liquid oxygen. 

The flashpoint varies with specific mate- 
rials, Personnel working with volatile mate- 
rials should become faimilar with the charac- 
teristics of the particular materials with which 
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they are associated. They should know the flash- 
point andalsothe concentration which constitutes 
a combustible mixture. 

A general safety rule regarding explosive 
vapors is to always provide adequate ventila- 
tion so as to prevent accumulation of vapors, 
or to dispel accumulated vapors prior to operat- 
ing electrical equipment in that space. The 
presence or absence of an odor of gasoline or 
other flammable or explosive vapors is not a 
reliable indicator of flammability, since the 
ability to detect odors varies between observers. 


Toxic Vapors 


Some liquids, upon evaporating, produce 
vapors which are harmful to personnel, Carbon 
tetrachloride is an effective solvent, an excel- 
lent cleaning material, and an excellent fire 
extinguisher—but it produces vapors so toxic 
that its use for any purpose is specifically 
prohibited by Navy directives, Many other ma- 
terials are either prohibited or very rigidly 
limited for use. In most instances, the pre- 
cautions are listed on the container. These 
precautions must at all times be rigidly adhered 
to and enforced. Safe substitutable materials 
should be used whenever permissible. 

Safety considerations require that all person- 
nel make themselves familiar with the hazards 
involved in the use of all materials. Toxic 
materials and vapors may be easily detectable, 
or they may be almost completely undetectable; 
they may act very slowly, or they may act 
almost instantly; they may cause discomfort, 
temporary damage, permanent injury, or even 
death; they may or may not be explosive in 
addition to being toxic. Toxic vapors may pro- 
duce headache, dizziness, nausea, and ageneral 
feeling of illness. They may cause a gradual 
loss of interest, energy, or awareness, They 
may result in unconsciousness, They may 
cause temporary or permanent damage to the 
respiratory system, eyes, or skin, They may 
cause paralysis or death, Avoid prolonged ex- 
posure to vapors not known to be safe. 


CONFINED SPACES 


When personnel are working in confined 
Spaces, adequate ventilation must be provided. 
This includes oxygen for normal breathing, 
cooling to prevent heat exhaustion, air move- 
ment and exchange to prevent hazardous accu- 
mulations of vapors, and an additional or 


alternate source of ventilation for use in the 
event of emergency. When a worker is sent 
into a confined space for any reason, provisions 
should be made in advance for his rescue in 
the event of accident or emergency. These pro- 
visions include the use of safety lines for locat- 
ing the worker and for retrieving him from the 
space. Some means of communication must be 
established so that the conditions existing inside 
and outside the space may be made known to 
personnel concerned. A safety man must be 
provided to keep a constant check on the condi- 
tion of the space and the worker, and he must 
be prepared to sound the alarm for additional 
help or to render assistance to the worker in 
the confined space, as required. 

Fumes tend to collect in confined spaces, 
so the condition of the space should be checked 
prior to entry. The worker should also check 
conditions as he enters and monitor them during 
his stay. He should maintain constant communi- 
cation with his safety man and inform him of 
any abnormal conditions that may exist. 

Equipment used by personnel working in 
confined spaces is a matter of considerable 
importance. Enough light should be provided 
so that he can see clearly what he is doing. 
The light provided should be insulated so that 
it does not present a shock hazard (confined 
spaces are usually quite warm, and a safety 
light produces additional heat, so perspiration 
may become a serious problem). When possi- 
ble, explosion-proof equipment should be used 
in confined spaces, and protective clothing should 
be used if toxic fumes are known or suspected 
to exist within the space. 


PREVENTING ELECTRICAL FIRES 


General cleanliness of the work area and of 


.electrical apparatus is essential for the preven- 


tion of electrical fires. Oil, grease, and carbon 
dust can be ignited by electrical arcing, There- 
fore, electrical and electronic equipment should 
be kept absolutely clean and free of all such 
deposits, 

Wiping rags and other flammable waste ma- 
terial must always be placed in tightly closed 
metal containers, which must be emptied at the 
end of the day’s work. 

Containers holding paints, varnishes, clean- 
ers, Or any volatile solvents should be kept 
tightly closed when not in actual use. They must 
be stored in a separate building or in a fire- 
resisting room which is well-ventilated and 
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where théy will not be exposed to excessive 
heat or to the direct rays of the sun, 


FIRE FIGHTING 


In case of electrical fires, the following 
steps should be taken: 


1. Deeriergize the circuit. 
2. Call the Fire Department. 
' 3. Control or extinguish the fire, using the 
correct type of fire extinguisher. 
4, Report the fire to the appropriate au- 
thority. 


For combating electrical fires, use a CO2 
(carbon dioxide) fire extinguisher and direct it 
toward the base of the flame. Carbon tetra- 
chloride should never be used for firefighting 
Since it changes to phosgene (a poisonous gas) 
upon contact with hot metal, and even in open 
air this creates a hazardous condition, The 
application of water to electrical fires is 
dangérous; the foam-type fire extinguishers 
Should not be used since the foam is elec- 
trically conductive. 

In cases of.cable fires in which the inner 
layers of insulation or insulation covered by 
armor are burning, the only positive method 
of preventing the fire from running the length 
of the cable is to cut the cable and separate 
the two ends. All power to the cable should 
be secured and the cable should be cut with 
a wooden handled ax or insulated cable cutter. 
Keep clear of the ends after they have been cut. 

When selenium rectifiers (discussed later 
in this manual) burn out, fumes of selenium 
dioxide are liberated which cause an overpower- 
ing stench. The fumes are poisonous and should 
not be breathed. If a rectifier burns out, de- 
energize the equipment immediately and 
‚ ventilate the area, Allow the damaged rectifier 
to cool before attempting any repairs. If pos- 
Sible, move the equipment containing it out 
of doors. Do not touch or handle the defective 
rectifier while it is hot Since a skin burn might 
result, through which some of the selenium 
compound could be absorbed. 

Fires involving wood, paper, cloth, or ex- 
Plosives should be fought with water. Water 
works well on them. Therefore, advantage is 
taken of its inexpensiveness, availability, and 
Safety in handling. 

A steady stream of water does not work 
in extinguishing fires involving substances like 


oil, gasoline, Kerosene, or paint, because these 
substances will float on top of the water and 
keep right on burning. Also, a stream of water 
will scatter the burning liquid and spread the 
fire. For this reason, foam or fog must be 
used in fighting such fires. 


SAFETY PRECAUTIONS WHEN 
USING ELECTRICAL TOOLS 


As a general precaution, be sure that all 
tools used conform to Navy standards as to 
quality and type, and use them only for the 
purposes for which they were intended. АП 
tools in active use should be maintained in 
good repair, and all damaged or nonworking 
tools should be turned in for repair or replace- 
ment, 

When using a portable power drill, grasp 
it firmly during the operation to prevent it 
from bucking or breaking loose, thereby caus- 
ing injury to yourself or damage to the tool. 

Use only straight, undamaged, and properly 
sharpened drills. Tighten the drill securely in 
the chuck, using the key provided; never with 
wrenches or pliers. It is important that the 
dril be set straight and true in the chuck. 
The work should be firmly clamped and, if of 
metal a center punch should be used to score 
the material before the drilling operation is 
started. 

In selecting a screwdriver for electrical 
Work, be sure that it has a nonconducting handle. 
The screwdriver should not be used as a sub- 
stitute for a punch or a chisel, and care should 
be taken that one is selected of the proper 
size to fit the screw. 

When using a fuse puller, make certain that 
it is the proper type and size for the particular 
fuse being pulled. 

The soldering iron is a fire hazard and a 
potential source of burns. Always assume that a 
Soldering iron is hot; never rest the iron any- 
where but on a metal surface or rack provided 
for that purpose. Keep the iron holder in the 
open to minimize the danger of fire from ac- 
cumulated heat. Do not shake the ironto dispose 
of excess solder—a drop of hot solder may strike 
someone, or strike the equipment and cause a 
Short circuit. Hold small soldering jobs with 
pliers or clamps. 

When cleaning the iron, place the cleaning 
rag on a suitable surface and wipe the iron 
across it—do not hold the rag in the hand. 
Disconnect the iron when leaving the work, 
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even for a short time—the delay may be longer 
than planned, 


PORTABLE POWER TOOLS 


All portable power tools should be carefully 
inspected before being used to see that they are 
clean, well-oiled, and ina proper state of repair. 
The switches should operate normally, and the 
cords should be clean and free of defects. The 
case of all electrically driven tools should be 
grounded, Sparking portable electric tools should 
not be used inany place where flammable vapors, 
gases, liquids, or exposed explosives are 
present, 

Be sure that power cordsdo not come in con- 
tact with sharp objects. The cords should not be 
allowed to kink, nor be left where they might be 
run over. They should not be allowed to come 
in contact with oil, grease, hot surfaces, or 
chemicals; and when damaged, should be re- 
placed instead of being patched with tape. When 
unplugging power tools from receptacles, grasp 
the plug, not the cord. 


SHOP MACHINERY 


Daily electrical work requires the use of 
certain pieces of shop machinery, such as a 
power grinder or drill press. In addition to the 
general precautions on the use of tools, there 
are a few other precautions which should be 
observed when working with machinery. The 
most important ones are: 

1. Never operate a machine with a guard 
or cover removed, 

2, Never operate mechanical or powered 
equipment unless throroughly familiar with the 
controls. When in doubt, consult theappropriate 
instruction or ask someone who knows. 

3, Always make sure that everyone is clear 
before starting or operating mechanical equip- 
ment. 

4, Never try to clear jammed machinery 
without first cutting off the source of power. 

5, When hoisting heavy machinery (or equip- 
ment) by a chain fall, always keep everyone 
clear, and guide the hoist with lines attached to 
the equipment. 

6. Never plug in electric machinery without 
insuring that the source voltage is the same as 
that called for on the nameplate of the machine. 


ELECTRICAL HAZARDS 


Every person who works with electrical 
equipment should be constantly alert to the 


hazards of the equipment to which he may be 
exposed, and also be capable of rendering first 
aid to injured personnel. The installation, oper- 
ation, and maintenance of electrical equipment 
requires enforcement of a stern safety code. 
Carelessness on the part of the operator or the 
maintenance technician can result in seriousin- 
jury or death due to electric shock, falls, burns, 
flying objects, etc. After an accident has hap- 
pened, investigationalmost invariably shows that 
it could have been prevented by the exercising of 
simple safety precautions and procedures with 
which the personnel should have been familiar. 

Each man concerned with electrical equip- 
ment should make it his personal responsibility 
to read and become thoroughly familiar with 
the safety practices and procedures contained 
in applicable safety directives, manuals, and 
other publications, and in equipment technical 
manuals prior to performing work on elec- 
trical equipment. It is the individual's re- 
sponsibility to identify and eliminate unsafe 
conditions and unsafe acts which cause ac- 
cidents. 


SHOCK 


Electric shock is a jarring, shaking sensa- 
tion resulting from contact with electric cir- 
cuits or from the effects of lightning. The 
victim usually feels that he has received a 
sudden blow; if the voltage and resulting cur- 
rent is sufficiently high, the victim may be- 
come unconscious. Severe burns may appear 
on the skin at the place of contact; muscular 
spasm may occur, causing the victim to clasp 
the apparatus or wire which caused the shock 
and be unable to turn it loose. 

The following procedures is recommended 
for rescue and care of shock victims: 

1. Remove the victim from electrical con- 
tact at once, but do not endanger yourself. 
This can be accomplished by: (1) Throwing 
the switch if it is nearby; (2) cutting the cable 
or wires to the apparatus, using an ax with а 
wooden handle while taking care to protect your 
eyes from the flash when the wires are sev- 
ered; (3) using а dry stick, rope, belt, coat, 
blanket, or any other nonconductor of elec- 
tricity, to drag or push the victim to safety. 

2. Determine whether the victim is breath- 
ing. Keep him lying down in a comfortable 
position and loosen the clothing about his neck, 
chest, and abdomen so that he can breath 
freely. Protect him from exposure to cold, 
and watch him carefully. 
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3. Keep him from moving about. In this 
condition, the heart is very weak, and any sud- 
den muscular effort or activity on the part of 
the patient may result in heart failure. 


4, Do not give stimulants or opiates. Send ` 


for a medical officer at once and do not leave 
the patient until he has adequate medical care. 
5. If the victim is not breathing, it will be 


necessary to apply artificial respiration without ' 


delay, even though he may appear to be lifeless. 


DO NOT STOP ARTIFICIAL RESPIRATION 
UNTIL MEDICAL'AUTHORIT Y PRONOUNCES 
THE VICTIM BEYOND HELP. 


For complete coverage on administering 
artificial respiration and treating burns, refer 
to Standard First Aid Training Course, NavPers 
10081-B. 


BURNS AND WOUNDS 


In administering first aid for burns, the 
objectives are to relieve the pain, to make the 
patient as comfortable as possible, to prevent 
infection, and to guard against shock which often 
accompanies burns of a serious nature, Detailed 
information on the proper method for treating 
various types of burns is contained in the 
Standard First Aid Training Course. 

Any break in the skin is dangerous because 
it allows germs to enter the wound, Although 
infection may occur in any wound, it is of par- 
ticular danger in wounds which do not bleed 
Íreely, wounds in which torn tissue or skinfalls 
back into place and so prevents the entrance of 
air, and wounds which involve crushing of 
tissues. 

Minor wounds should be washed immediately 
with soap and clean water, dried, and painted 
with a mild, nonirritating antiseptic. Benzal- 
konium chloride tincture, which is now found in 
most Navy first aid kits, is a good antiseptic; 
it does not irritate the skin but it effectively 
destroys many of the microorganisms which 
cause infection, (Benzalkonium chloride is com- 
monly sold under the name of Zephiran or 


Zepherin chloride. ) Apply a dressing if neces- — 


sary. 

Larger wounds should be treated only by 
medical personnel, Merely cover the wound with 
a dry sterile compress and fasten the compress 
in place with a bandage, 

Since the saving of a person’s life often de- 
pends on prompt and correct first aidtreatment, 


all personnel should become thoroughly familiar 
with the material in the Standard First Aid 
Training Course. 


SAFETY PRECAUTIONS 


Take time to be safe when working on elec- 
trical circuits and equipment. Carefully study 
the schematics and wiring diagrams of the entire 
system, noting what circuits must be deenergized 
in addition to the main power supply. Remember 
that electrical equipments frequently have more 
than one source ‘of power. Be certain that ALL’ 
power sources are deenergized before servicing 
the equipment. Do not service any equipment 
with the ‘power on unless it is necessary. 

It must be borne in mind that deenergizing - 
main supply circuits by opening supply switches _ 
will not necessarily ‘‘kill’’ all circuits ina given 
piece of equipment. A source of danger that has 
often been neglected or ignored—sometimes 
with tragic results—is the inputs to electrical 
equipment from other sources, Such as syn- 
chros, remote control circuits, etc. For ex- 
ample, turning off the antenna safety switches 
will disable the antenna, but it may not turn 
off the antenna synchro voltages from other 
Sources. Moreover, the rescue of a victim. 
Shocked by the power input from a remote 
source is often hampered because of the time 
required to determine the source of power and 
turn it off. Therefore, turn off ALL power in- 
puts before working on equipment. 

Remember that the 120-volt power supply 
voltage is not low, relatively harmless voltage, 
but is the voltage that has caused more deaths 
in the Navy than any other. 

Do NOT work with high voltage circuits 
alone; have another person (safety observer), 


who is qualified in first aid for electrical shock, .__ 


present at all times. The man stationed nearby 
should also know the circuits and switches con- 
trolling the equipment, and should be given in- 
structions to pull the switch immediately ifany- 
thing unforeseen happens. 

Always be aware of thenearness of high volt- 
age lines or circuits. Use rubber gloves where 
applicable, and stand on approved rubber mat- 
ting. Remember, not all so-called rubber mats ` 
are good insulators. : 

Equipment containing metal parts, such as 
brushes and brooms, should not be used in an 
area within 4 feet of high voltage circuitsor any 
electric wiring having exposed surfaces. 

Inform remote stations as to the circuit on 
which work is being performed. 


/ 


Keep clothing, hands, and feet dry if at all | 


possible, When it is necessàry to workin wet or 
damp locations, use a dry platform or wooden 
Stool to sit or stand on, and place a rubber mat 
or other nonconductive material on top of the 
wood. Use insulated tools and insulated flash- 
lights, of the molded type when required to 
work on exposed parts, 

Do not wear loose or flapping clothing. The 
use of thin-soled shoes with metal plates or hob- 
nails is prohibited. Safety shoes with nonconduct- 
ing soles should be worn ifavailable. Flammable 
articles, such as celluloid cap visors, should not 
be worn. . 

When working on an electrical apparatus, 
technicians should first remove allrings, wrist- 
watches, bracelets, ID chains and tags, and 
similar metal items. Care should be taken that 
the clothing does not contain exposed zippers, 
metal buttons, or any type of metal fastener, 

Do NOT work on energized circuits unless 
absolutely necessary. Be sure to take time to 
lock out (or block out) the switch and tag it. 
Locks for this purpose should be readily avail- 
able; if a lock cannot be obtained, remove the 
fuse and tag it, 

Use one hand when turning switches on or 
off. Keep the doors to switch and fuse boxes 
closed except when working inside or replacing 
fuses. Use a fuse puller to remove cartridge 
fuses after first making certain that the circuit 
is dead, 

All supply switches or cutout switches from 
which power could possible be fed should be 
Secured in the OPEN (safety) position and 
tagged. The tag should read ‘“ТНІЅ CIRCUIT 
WAS ORDERED OPEN FOR REPAIRS AND 
SHALL NOT BE CLOSED EXCEPT BY DI- 
RECT ORDER ------ " (the person making, 
or directly in charge of, repairs). 

Never short out, tamper with, or block open 
an interlock switch. 

Keep clear of exposed equipment; when it is 
necessary to work on it, use one hand only as 
much as possible. 

Warning signs and suitable guards should be 
provided to prevent personnel from coming into 
accidental contact with high voltages. 

Avoid reaching into enclosures except when 
absolutely necessary; when reaching into an en- 
closure, use rubber blankets to prevent ac- 
cidental contact with the enclosure. 

Do not use bare hands to remove hot parts 
from their holders. Use asbestos gloves if 
necessary. 
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Use a shorting stick, similar to the one 
shown in figure 1-1 to discharge all high volt- 


age charges. Before a worker touches a cas” 
pacitor or any part of a circuit which ° is known i 


or likely to be connected toa capacitor (whether 


the circuit is deneegized or disconnected en-, . 
tirely), he should short circuit the terminais to . 


make sure that the capacitor is completely dis- 


charged. Grounded shorting sticks should. be, , 


permanently attached to workbenches where 
electrical equipment using high voltages are 
regularly serviced. 


Make certain that the 'equipment is properly. 


grounded, Ground ali test equipment . to the 
equipment under test. 

Turn off the power before connecting al- 
ligator clips to any circuit, . 

When measuring circuits over 300 volts, do 
not hold the test prods. 


HEAVY BRASS PROBE (NSULATEO HANOLE - 


AND HOOK 


NO.6 HEAVY WIRE BRAID 





CIE) 


AT.14 
Figure 1-1.—Shorting stick. 


SAFETY EDUCATION 


Safety is an all-hand responsibility. It is the .. 


job of every person in the Navytoexercise pre- 
caution to insure that people will not be injured 
or killed, or equipment damaged or ruined. 
Safety information is presented in many different 
ways — for example: (1) Written material, as 
given in this chapter; (2) safety bulletins; (3) 
lectures;(4) movies; (5) courses in first aid; 
and (6) posters. 

Every shop in which you work should em- 
phasize safety. One of the ways in which this 
can be done is through the use of posters. The 
Navy makes available numerous safety posters. 
Some of these are general in nature and some 
relate to specific types of work, These posters 
Should be placed in a conspicuous area and as 


new ones are, printed they should replace ше 


older ones. 
Four of the current posters that relate to йор 
and electrical safety are depicted in figure 1-2.. 


^ 
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Figure 1-2.—Safety posters. 
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СНАРТЕК 2 
FUNDAMENTAL CONCEPTS OF ELECTRICITY 


` The word ''electric" is actually a Greek- 
derived word meaning AMBER. Amber is a 
translucent (semitransparent) yellowish min- 
eral, which, in the natural form, is composed of 
fossilized resin. The ancient Greeks used the 
words ''electric force” in referring tothe mys- 
terious forces of attraction and repulsion exhib- 
ited by amber when it was rubbed with a cloth. 
They did not understand the’ fundamental nature 
of this force. They could not answer the seem- 
ingly ‘simple question, “What is electricity?’’. 
This question is. still unanswered. Though elec- 
tricity might be' defined as “that force which 
moves electrons,” this would be the same as de- 
fining an engine as “that force which moves an 
automobile. ” The effect has been described, not 
the’ force, 

. Presently little more is known than the an- 
cient Greéks knew about the fundamental nature 
of electricity, but tremendous: strides have been 
made in harnessing and using it. Elaborate the- 
ories concerning the nature and behavior of elec- 
tricity have been advanced, and have gained wide 
acceptance because of their apparent truth and 
demonstrated workability. 

‘From time to time various scientists have 
{оша that electricity seems to behave in a con- 
stant. апа predictable manner ingiven situations, 
or'when subjected to given conditions. These 
Scientists, such as Faraday, Ohm, Lenz, and 
Kirchhoff, to name only a few, observed and de- 
Scribed the predictable characteristics of elec- 
tricity and electric current in the form of certain 
rules, These rules are often referred to as 
**Jaws," Thus, though electricity itself has never 
been clearly defined, its predictable nature and 
easily used form of energy has made it one of 
the most widely used power sources in modern 
time. By learning the rules, or laws, applying 
to the behavior of electricity, and by understand- 
ing the methods of producing, controlling, and 
using it, electricity may be ‘‘learned’’ without 
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ever having determined its fundamental iden- 
tity. : 


THE MOLECULE 


One of the oldest, and probably the most 
generally accepted, theories concerning elec- 
tric current flow is that it is comprised of mov- 
ing electrons. This is the ELECTRON THEORY. 
Electrons are extremely tiny parts, or particles, 
of matter. To study the electron, therefore, the 
structural nature of matter itself must first be 
studied. (Anything having mass and inertia, and 
which occupies any amount of space, is composed 
of matter.) To study the fundamental structure 
or composition of any type of matter, it must be 
reduced to its fundamental fractions. Assume 
the drop of water in figure 2-1 (A) was halved 
again and again. By continuing the process long 
enough, the smallest particle of water possible— 
the molecule— would be obtained. All molecules 
are composed of atoms. 
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DIVIDING A DROP OF WATER 
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MOLEGULE OF WATER H,0 
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BE.2 
Figure 2-1.—Matter is made up of molecules. 


A molecule of water (HO) is composed of 
one atom of oxygen and two atoms of hydrogen, 
as represented in figure 2-1 (B). Ifthe molecule 
of water were further subdivided, there would 


BASIC ELECTRICITY 





remain only unrelated atoms of oxygen and hy- 
drogen, and the water would no longer exist as 
such. This example illustrates the following 
fact—the molecule is the smallest particle to 
which a substance can. be reduced and still be 
called by the same name. This applies to all 
substances—liquids, solids, and gases. 


When whole molecules are combined or 


separated from опе another, the change is gen- 
erally referred to as'a PHYSICAL change. In 
a CHEMICAL change the molecules of the sub- 
stance are altered such that new molecules re- 
sult, Most chemical changes involve positive 
and negative ions and thus are electrical in 
nature. 
electrical in nature, 


THE ATOM 


In the study of chemistry it soon Becomes 
apparent that the molecule is far from beingthe 
ultimate particle into which matter may be sub- 
divided. The salt molecule may be decomposed 
into radically different substances— sodium and 
chlorine, These particles that make up molecules 


can be isolated and studied separately, They are - 


called ATOMS. 

" The atom is the smallest particle that makes 
up that type of material called an ELEMENT. 
The element retains its characteristics when 


subdivided into atoms. More than 100 elements . 


have been identified. They can be arranged into 
a table of increasing weight, and can be grouped 
into families of material having similar prop- 
erties. This arrangement is calledthe PERIOD- 
IC ‘TABLE OF THE ELEMENTS. . 

Тһе idea that all matter i is composed of atoms 
dates back more than 2 ,000. years tothe Greeks. 
Many centuries passed before the study of matter 
proved that the basic idea of atomic structure was 
correct. Physicists have exploredthe interior of 
the atom and discovered many subdivisions in it, 
The core of the atom is called the NUCLEUS. 
Most of the mass of the atom is concentrated in 
the nucleus, It is comparable ‘to the sun in the 
solar .system,. around which the planets revolve. 
The nucleus contains PROTONS (positively 
charged particles) and NEUTRONS which are 
electrically neutral, 

Most of the weight of the atom is in the pro- 
tons and neutrons of the nucleus, Whirling around 
the nucleus are one or more smaller particles 
of negative electric charge. THESE ARE THE 
ELECTRONS. Normally there is one proton for 
each electron in the entire.atom so that the net 


All matter is said to be essentially 


. positive charge-of the nucleus is balancedby the 


net negative charge’ of:the electrons whirling 
around the nucleus, THUS THE :ATOMIS ELEC- 
TRICALLY NEUTRAL... 

The electons do not fall into the nucleus even 
though they are attracted strongly to it. Their 
motion prevents it, as the. planets are prevented 
from falling into the sun because of their cen- 
trifugal force of ‘revolution. Е 
' The number óf' protons, which is usually the 
same as the number of electrons, determinesthe 
kind of element in question, Figure 2-2 shows a 
simplified picture of several atoms of different 
materials based on the conception of planetary 
electrons describing orbits about the nucleus. 
For example, hydrogen has a nucleus consisting 
of 1 Proton, around which rotates 1 electron. 
The helium atom has a nucleus containing 2 pro- 


.tons and 2 neutrons with 2 electrons encircling 
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the nucleus. Near the other extreme of the list 
of'elements is curium (not :Shown in the figure), 
‘an element discovered in the 1940’s, which has 
96 protons and 96 electrons in each atom. 

The Periodic Table of the Elements is an 
orderly arrangement of the elements in as- 
cending atomic number (number of planetary 
electrons) and also in atomic weight (number of 
protons and neutrons inthe nucleus). The various 
kinds of atoms have distinct masses or weights 
with respect to each other. The element most 
closely approaching unity (meaning 1) is hydro- 
gen whose atomic weight is 1.008 as compared 
with oxygen whose atomic weight is,16. Helium 
has an atomic weight of approximately 4, lithium 
7, fluorine 19, and. neon 20, as shown in figure 
2-2. 

Figure 2- 3 is a pictorial summation of the 
discussion that has just been presented, Visible 
matter, at the left of the figure, is broken. down 
first to one of its basic molecules, thento one of 
the molecule’s atoms. The atom is then further . 
reduced to its, subatomic particles—the protons, . 
neutrons, and. electrons. Subatomic particles are 
electric in nature. That is, they aretheparticles 
of matter most, affected by. an electric force. 
Whereas the whole molecule or a whole atom is 
electrically neut ral, most . subatomic particles. 
are not neutral(with the exception of the neutron). 
Protons are inherently positive, and electrons. 
are inherently negative, It isthese inherent char- . 
acteristics which make subatomic particles sen- +- 
sitive to electric force. . 

When an electric force is applied to a con- : 
ducting medium, such as copper wire, electrons. 
in the outer orbits ofthe copper atoms are forced . 
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Figure 2-2.—Atomic structure of elements. 


out of orbit and impelled along the wire. The 
direction of electron movement is determined 
by the direction of the impelling force. The 
protons do not move, mainly because they are 
extremely heavy. The proton of the lightest ele- 
ment, hydrogen, is approximately 1,850 times 
heavier than its electron. Thus, it is the rela- 
tively light electron that is moved by electricity. 

When an orbital electron is removedfroman 
atom it is called a FREE ELECTRON. Some of 
the: electrons of certain metallic atoms are so 
loosely bound to the nucleus that they are com- 
paratively free to move from atom to atom. 
Thus, a very small force or amount of energy 
will cause such electrons to be removed from 
the atom and become free electrons. It is these 
free electrons that constitute the flow of an 
electric current in electrical conductors, 

If the internal energy of an atom is raised 
above its normal state, the atom is said to be 
EXCITED. Excitation may be produced by caus- 
ing the atoms to collide with particles that are 
impelled by an electric force. Inthis way, energy 
is transferred from the electric source to the 
atom. The excess energy absorbed by an atom 
may become sufficient to cause loosely bound 
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outer electrons to leave the atom against the 
force that acts to hold them within, An atom 
that hasthus lost or gained one ór more electrons 
is said to be IONIZED. If the atóm loses elec- 
trons it becomes positively charged and is re- 
ferred to as a POSITIVE ION. Conversely, if 
the atom gains electrons, it becomes negatively 
charged and is referred to as a NEGATIVE ION. 
An ion may then be defined as a small particle 
of matter havihg a positive or negative charge. 


CONDUCTORS, SEMICONDUCTORS, 
AND INSULATORS 


. Substances that permit the free motion of a 
large number of electrons are called .CON- 
DUCTORS. Copper wire is considered a good 

conductor because it has many free electrons. 
Electrical energy is transferred through con- 
ductors by means of the movement of free elec- 
trons that migrate from atom to atom inside the 
conductor. Each electron moves a very short 
distance to the neighboring atom where it re- 
places one or more electrons by forcing them 
out of their orbits. The replaced electrons re- 
peat the process in other nearby atoms untilthe 
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Figure 2-3.—Breakdown of visible matter to electric particles. 


movement is transmitted throughout the entire 
length of the conductor. The greater the number 
of electrons that can be made to move in a ma- 
terial under the application of a given force the 
better are the conductive qualities of that ma- 
terial. A good conductor is said to have a low 
opposition or low resistance to the current 
(electron) flow. Among the most commonly known 
metals used as conductors are Silver, copper, 
and aluminum, The best conductor is silver, cop- 
Per, and aluminum, in that order. However, 
‘copper is used more extensively because it is 
less expensive, A material's ability to conduct 
electricity also depends on its dimensions. 

In contrast to good conductors, some sub- 
Stances such as rubber, glass, and dry wood 
have very few free electrons. Inthese materials 
large amounts of energy must be expended in 
order to break the electrons loose from the in- 
fluence of the nucleus, Substances containing 
very few free electrons are called POOR 
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CONDUCTORS, NONCONDUCTORS, or INSU- 
LATORS. Actually, there is no sharp dividing 
line between conductors and insulators, since 
electron motion is known to exist to some ex- 
tent in all matter. Electricians simply use the 
best conductors as wires to carry current and 
the poorest conductors as insulators to prevent 
the current from being diverted from the wires. 

Listed below are some ofthe best conductors 
and best insulators arranged in accordance with 
their respective abilities to conduct or to resist 
the flow of electrons, 


Conductors Insulators 
Silver Dry air 
Copper Glass 
Aluminum Mica 
Zinc Rubber 
Brass Asbestos 
Iron Bakelite 
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A semiconductor is a materialthatis neither ` 


a good, conductor nora good insulator., Germa- 
niuin’ апа silicón are’ substances” that ‘fall into 
this,category. These materials, due to theirpe- 
culiat' crystalline structure, may under certain 
conditións act.as conductors; under other con- 
ditions, as insulators. As the temperature is 
raiséd, however, a limited number of electrons 
become: available for conduction, 


^ — fSTATIC ELECTRICITY 


Іпа natural, or neutral state, each atom in 
a body of matter will.have the proper number of 
electrons in ‘orbit around it. Consequently, the 
whole "bódy-; of matter' comprised of thé neutral 


atoms, will: also be electrically neutral, In this .. 


state; it“is said to have a ‘‘zero charge, ” and 
will. neither attract nor repel other matter in 
its vicinity. Electrons will neither leave nor 
enter the neutrally charged body should it come 
in contact with other neutral bodies. If, however, 
any number of electrons are removed from the 
atoms of a body of matter, there will remain 
more protons than electrons, and the whole 
body of matter willbecome electrically positive. 
Should the positively charged body come incon- 
tact with another body having a normal charge, 
or having a negative (too many electrons) charge, 
an electric current will flow between them. Elec- 
trons will leave the more negative body and enter 
the positive body. This electron flow will con- 
tinue until both bodies have equal charges. 

When two bodies of matter have unequal 
charges, and are near one another, an electric 
force is exerted between them because of their 
unequal charges. However, since they are not 
in contact, their charges cannot equalize. The 
existence of such an electric force, "Where cur- 
rent cannot flow, is referred to as static elec- 
tricity. ''Static" means ‘пої moving.” This is 
also réferred to as an ELECTROSTATIC 
FORCE, 

One of the ‘easiest ways to create а static 
charge is by the friction method: With the fric- 
tion method, two pieces of matter are rubbed 
together and electrons are ‘‘wiped off’’ one onto 
the other. If materials that are good conductors 
are used, it is quite difficult to obtain a detect- 
able charge on either. The reason for this is 
that equalizing currents will flow easily in and 
between the conducting materíals, These cur- 
rents equalize tlie charges almost as fast as 
they are created, A static charge is easier to 
Obtain by rubbing a hard nonconducting material 
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against a soft, or fluffy, nonconductor. Electrons 


„аге. rubbed off. one. material.and.onto.the other 
"material, This is illustrated in figure 2-4. 


When the hard rubber rod.is rubbed in the 
fur, the rod àccumulates electrons. Since both 
fur and rubber are poor conductors, little equal- 
izing current can flow, and ап electrostatic 
charge is built up. When the charge is great 
enough, equalizing currents willflow regardless 
of the material’s poor conductivity. These cur- 
rents will cause visible sparks,, if viewed in 
darkness, and produce a cracking sould, 


CHARGED BODIES 


One of the fundanierital laws of electricity is 
that LIKE CHARGES REPEL EACH OTHER and 
UNLIKE CHARGES ATTRACT EACH OTHER. 
A positive charge and negative charge, being 
unlike, tend to, mové tóward each other. In the 


„atom thé negative electrons are drawn toward 


the positive protons in {һе nucleus. This at- 
tractive force is balanced by the electron’s 
centrifugal force caused by its rotation about the 
nucleus, AS a result, the electrons remain inor- 
bit and are not drawn intothe nucleus. Electrons 
repel each other because of their like negative 
charges, and protons repel each other because 
of their like positive charges. 

The law of charged bodies may be demon- 
strated by a simple experiment. Two pith (paper 
pulp) balls are suspended near one another by 
threads, as shown in figure 2-5, 

If the hard rubber rod is rubbed to give ita 
negative charge, and then held against the right- 
hand ball in part (A), the rod will impart a.nega- 
tive charge to the ball. The right-hand ball will 
be charged negative with, respect to the left- 
hand ball. When released, the two balls will be 
drawn together, as shown in figure 2-5 (A). They 
will touch | and remain in contact until the left- 
hand bali acquires a portion of the negative 
charge of the right-hand ball, at which time they 
will swing apart as shown in figure 2-5 (C). If, 


‘positive charges are placed on both balls (fig. 
` 2-5 (B)) the balls will also be repelled from 


each other. 


D 


COULOMB’ S LAW OF CHARGES 


The amount of attracting or repelling force 
which acts between two electrically charged 


‘bodies in free space depends on two things—(1) 


their charges, and (2) the distance between them. 
The relationship of charge and distance to 


` BASIC ELECTRICITY 





ELECTRONS ARE TRANS- 
FERRED FROM THE 
FUR TO THE ROD 





QUANTITIES 


LA 









“> CHARGES AND ELECTRONS 


ARE PRESENT IN EQUAL 
IN THE ROD AND FUR 


2; 


Wf p 









HARD 


~ RUBBER ROD 
kd 


BE.5 


Figure 2-4.— Producing static electricity by friction, 


electrostatic force was first discovered and 
written by a French scientist named Charles A. 
Coulomb. Coulomb's Law states that CHARGED 
BODIES ATTRACT OR REPEL EACH OTHER 
WITH A FORCE THAT IS DIRECTLY PRO- 
PORTIONAL TO THE -PRODUCT OF THEIR 
CHARGES, AND IS INVERSELY PROPOR- 
TIONAL TO THE SQUARE OF THE DISTANCE 
BETWEEN THEM. " 


ELECTRIC FIELDS‘ 


The space betweenandaroundchargedbodies 
in which their influence is felt is called an 
ELECTRIC FIELD OF FORCE. The electric 
field is always terminated on material objects 
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and extends betwéen positive and negative 
charges. It can exist in air, glass, paper, or a 
vacuum. ELECTROSTATIC FIELDS and DI- 
ELECTRIC FIELDS: are other names used to 
refer to this region of force. 

Fields of force spread out in the space sur- 
rounding their point of origin and, in general, 
DIMINISH IN PROPORTION TO THE SQUARE 
OF THE DISTANCE FROM THEIR SOURCE, 

The field about a charged body is generally 
represented by lines which are referred to as 
ELECTROSTATIC LINES OF FORCE. These 
lines are imaginary and are used merelyto rep- 
resent the direction and strength of the field, 
То avoid confusion, the lines of force exertedby 
a positive charge are always shown leaving the 
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Figure 2-5.—Reaction between charged bodies. 


charge, and for a negative charge they are shown 
as entering. Figure 2-6 illustrates the use of 
lines to represent the field about charged bodies. 

Figure 2-6 (A) represents the repulsion of 
like-charged bodies and their associated fields. 
Part (B) represents the attraction between 
unlike-charged bodies and their associated 
fields. 


MAGNETISM 


A substance is said to be a magnet if it has 
the property of magnetism—that is, if it has the 
power to attract such substances as iron, steel, 
nickel, or cobalt, whichare known as MAGNETIC 
MATERIALS. A steel knitting needle, magnetized 
by а method to be described later, exhibits two 
points of maximum attraction (one at each end) 
and no attraction at its center. The points of 
maximum attraction are called MAGNETIC 
POLES. All magnets have at least two poles. If 
the needle is suspended by its middle so that it 
rotates freely in a horizontal plane about its 
center, the needle comes to rest in a approxi- 
mately north-south line of direction, The same 
pole will always point to the north, andthe other 
will always point toward the south. The magnetic 
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closed loops. ‚е $ ve 

A MAGNETIC Ceu is. a " complete path 
through which magnetic lines of force may be 
established under the influence of a magnetizing 
force. Most magnetic circuits,, „are composed 
largely of magnetic materials in order to con- 
tain the magnetic flux. These circuits are simi- 
lar to the ELECTRIC CIRCUIT; “which isa com- 
plete path through which: current 18 caused to 
flow under the influence ot an electromotive 
force. ‹ 


Magnets may be, conveniently divided into 
three groups. e 


1. NATURAL MAGNETS, found in the natural 
state in the form of à minéral: ‘called magnetite. 





EO 


BE. 
Figure 2-6. -Electrostatic lines of force. 
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2. PERMANENT MAGNETS, bars of hard- 
ened steel (or some form of alloy such as alni- 
co) that have been permanently magnetized. 

3. ELECTROMAGNETS, composed of soft- 
iron cores around which are wound coils of in- 
sulated wire. When an electric current flows 
through the coil, the core becomes magnetized. 
When the current ceases to flow, the core loses 
most of its magnetism. 

Permanent magnets and electromagnets are 
sometimes called ARTIFICIAL MAGNETS to 
further distinguish them from natural magnets, 
апа are discussed in this manual under the head- 
ing of ‘‘Artificial Magnets." 


NATURAL MAGNETS 


For many centuries it has been known that 
certain stones (magnetite, Fe304) havethe abil- 
ity to attract small piecesofiron. Because many 
of the best of these stones (natural magnets) 
were found near Magnesia in Asia Minor, the 
Greeks called the substance MAGNETITE, or 
MAGNETIC. 

Before this, ancient Chinese observed that 
when similar stones were suspended freely, or 
floated on a light substance in a container of 
water, they tended toassume a nearly north-and- 
south position, Probably Chinese navigators used 
bits of magnetite floating on wood in a liquid- 
filled vessel as crude compasses, At that time 
it was not known that the earth itself acts like a 
magnet, and these stones were regarded with 
considerable superstitious awe. Because bits of 
this substance were used as compasses they 
were called LOADSTONES (or lodestones), which 
means ‘‘leading stones."' 

Natural magnets are also found in the United 
States, Norway, and Sweden. A natural magnet, 
demonstrating the attractive force at the poles, 
is shown in figure 2-7 (A). 


ARTIFICIAL MAGNETS 


Natural magnets no longerhave any practical 
value because more powerful and more con- 
veniently shaped permanent magnets canbe pro- 
duced artificially. Commercial magnets are 
made from special steels and alloys—for ex- 
ample, alnico, made principally of aluminum, 
nickel, and cobalt. The name isderivedfromthe 
first two letters of the three principal elements 
of which it is composed, An artificial magnet is 
shown in figure 2-7 (B). 

An iron, steel, or alloy bar can be magne- 
tized by inserting the bar into a coilof insulated 
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Figure 2-7,—(A) Natural magnet; 
(B) artificial magnet. 


wire and passing a heavy direct current through 
the coil, as shown in figure 2-8 (A). This aspect 
of magnetism is treated laterinthe chapter. The 
same bar may also be magnetized ifitis stroked 
with a bar magnet, as shown infigure 2-8 (B). It 
will then have the same magnetic property that 
the magnet used to induce the magnetism has— 
namely, there will be two poles of attraction, one 
at either end. This process produces a perma- 
nent magnet by INDUCTION—that is, the mag- 
netism is induced in the bar by the influence of 
the stroking magnet, 

Artificial magnets may be classifiedas ‘‘per- 
manent" or ‘‘temporary’’ depending on their 
ability to retain their magnetic strength after the 
magnetizing force has been removed. Hardened 
steel and certain alloys are relatively difficult 
to magnetize and are said to have a LOW PER- 
MEABILITY because the magnetic lines of force 
do not easily permeate, or distribute themselves 
readily through the steel. (Permeability is a 
measure of the relative ability of a substance to 
conduct magnetic lines of force as compared with 
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Figure 2-8. —Methods of producing 
artificial magnets. 


air. It is discussed in greater detail later in 
this manual.) Once magnetized, however, these 
materials retain a large part of their magnetic 
strength and are called PERMANENT MAG- 
NETS. Permanent magnets are usedextensively 
in electric instruments, meters, telephone re- 
ceivers, permanent-magnet loudspeakers, and 
magnetos. Conversely, substances that are rel- 
atively easy to magnetize— such as soft ironand 
annealed silicon steel—are said to have a HIGH 
PERMEABILIT Y. Such substances retain only a 
small part of their magnetism after the mag- 
netizing force is removed and are called TEM- 
PORARY MAGNETS, Silicon steel and similar 
materials are used in transformers where the 
magnetism is constantly changing and in 


n 
v 19 


generators and motors where the strength of 
the fields can be readily changed. 


The magnetism that remains in a temporary 
magnet after the magnetizing force is removed 
is called RESIDUAL MAGNETISM. The fact that 
temporary magnets retain even a small amount 
of magnetism is an important factor in the build- 
up of voltage in self-excited d-c generators. 


NATURE OF MAGNETISM 


A popular theory of magnetism considers the 
molecular alinement of the material, This is 
known as Weber’s Theory. This theory assumes 
all magnetic substances to be composed of tiny 
molecular magnets. All unmagnetized materials 
have the magnetic forces of its molecular mag- 
nets neutralized by adjacent molecular magnets 
thereby eliminating any magnetic effect. A mag- 
netized material will have most ofits molecular - 
magnets lined up so that the north pole of each 
molecule points in one direction, and the south 
pole faces the opposite direction. A material 
with its molecules thus alined will then have one 
effective north pole, andone effective south pole. 
An illustration of Weber’s Theory is shown in 
figure 2-9 (A) where a steel bar is magnetized 
by stroking. When a steel bar is stroked several 
times in the same direction by a magnet, the 
magnetic force from the north pole of the mag- 
net causes the molecules to aline themselves. 
The polarity of the magnet formed is dependent 
upon the direction of the magnetizing force as it 
is brought over the random magnetic molecules, 

Some justification of Weber’s Theory occurs 
when a magnet is split in half, It is found that 
each half possess both a north and asouth mag- 
netic pole as shown in figure 2-9 (B). The polar- 
ities of the poles are in the same respective 
directions as the poles of the original magnet. 
If a magnet is further divided into small parts, 
it will be found that each part, down to its last 
molecule, will all have similar north and south 
poles. Each part would exhibit its own mag- 
netic properties. 

Further support of Weber’s Theory comes 
from the fact that when a bar magnet is held 
out of alinement with the earth’s magnetic field 
and repeatedly jarred or heated, the molecular 
alinement is disarranged and the material be- 
comes demagnetized, For example, measuring 
devices which make use of permanent magnets 
become inaccurate when subjectedto severe jar- 
ring or exposure to opposing magnetic fields. 
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‘Figure 2-9.—(A) Molecular magnets; 
(B) broken magnets. 





DOMAIN THEORY 


A more modern theory of magnetism is based 
on the electron spin principle. From the study 
of atomic structure it is known that all matter 
is composed of vast quantities of atoms, each 
atom containing one or more orbital electroris. 
The electrons are considered to orbit in various 
shells and subshells depending upon their dis- 
tance from the nucleus. The structure of the 
atom has previously been compared to the solar 
system, wherein the electrons orbiting the nu- 
cleus correspond to the planets orbitingthe sun, 
Along with their orbital motion about the sun, 
these planets also revolve on their axes. It is 
believed that the electron also revolves on its 
axis as it orbits the nucleus of an atom. 

It has been experimentally proven that an 
electron has a magnetic field about it along with 
an electric field. The effectiveness of the mag- 
netic field of an atom is determined by the num- 
ber of electrons spinning in each direction. If 
an atom has equal numbers of electrons spin- 
ning in opposite directions, the magnetic fields 
surrounding the electrons cancel one another, 
and the atom is unmagnetized. However, if more 
electrons spin in one direction than another, 
the atom is magnetized. An atom such as iron 
with an atomic number of 26 has 26 protons in 
the nucleus and 26 revolving electrons orbiting 
its nucleus. If 13 electrons are spinning in a 
clockwise direction and 13 electrons are spin- 
ning in a counterclockwise direction, the oppos- 
ing magnetic fields will be neutralized. When 
more than 13 electrons spin in either direction, 
the atom is magnetized. An example of a mag- 
netized atom of iron is shown in figure 2-10. 
Note that in this specific illustration the elec- 
trons magnetic fields in all except the M shell 
neutralize each other. As illustrated in the dia- 
gram, there exists 15 electrons spinning in one 
direction and only 11 electrons spinning in an 
opposite direction. Therefore, the unopposed 
magnetic fields of 4 electrons will cause this 
iron atom to become an infinitely small magnet. 

When a number of such atoms are grouped 
together to form an iron bar, there is an inter- 
action between the magnetic forces of various 
atoms. The small magnetic force of the field 
surrounding an atom affects adjacent atoms, 
thus producing a small group of atoms with 


parallel magnetic fields. This group of from 


1014 to 1019 magnetic atoms, having their mag- 
netic poles orientated in the same direction, 
is known as а DOMAIN. Throughout a domain 
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Figure 2-10.—Iron atom. 


there is an intense magnetic field without the 
influence of.any external magnetic field. Since 
about 10 million tiny domains can be contained 
in 1 cubic millimeter, it is apparent that every 
magnetic materialis made up of a large number 
of domains. The domains in any substance are 
always magnetized to saturation but are ran- 
domly orientated throughout a material. Thus, 
the strong magnetic field of each domain is 
neutralized by opposing magnetic forces of other 
domains, When an external field is applied toa 
magnetic substance .the domains will line up 
with the external field. Since the domains them- 
selves are naturally magnetized to saturation, 
the magnetic strength of a magnetized material 
is determined by the number of domains alined 
by the magnetizing force. 


MAGNETIC FIELDS AND LINES OF FORCE 


If a bar magnet is dipped into iron filings, . 


many of the filings are attracted to the ends of 
the magnet, but none are attracted to the center 
of the magnet, As mentioned previously, the ends 
of the magnet where the attractive force is the 
greatest are called the POLES of the magnet. 
By using a compass, the line of direction of the 
magnetic force at various points near the mag- 
net may be observed. The compass needle itself 
is a magnet. The north end of the compass needle 
always points toward the south pole, S,as shown 
in figure 2-11 (A), and thus the sense of direc- 
tion (with respect to the polarity ofthebar mag- 
net) is also indicated, Atthe center, the compass 


needle points in a direction that is parallel to 
the bar magnet. | 

When the compass is placed successively at 
Several points in the vicinity of the bar magnet 
the compass needle alines itself with the field 
at each position. The direction of the field is ' 
indicated by the arrows and represents the di- 
rection in which the north pole of the compass 
needle will point when the compass is placed 
in this field. Such a line along which a compass 
needle alines itself is called а MAGNETIC LINE 
OF FORCE. (This magnetic line of force does 
not actually exist but is an imaginary line used 
to illustrate and describe thepatternofthe mag- 


. netic field. As mentioned previously, the mag- 
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netic lines of force areassumedto emanate from 
the north pole of a magnet, passthroughthe sur- 
rounding space, and enter the south pole. The 
lines of force then pass from the south pole to 
the north pole inside the magnet to form a closed 
loop. Each line of force forms an independent 
closed loop and does not merge with or cross 
other lines of force. The lines of force between 
the poles of a horseshoe magnet are shown in 
figure 2-11 (B). : 
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Figure 2-11.— Magnetic lines of force. 
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Although magnetic lines of force are imag- 
inary, a simplified version of many magnetic 
phenomena can be explained by assuming the 
magnetic lines to have certain real properties. 
The lines of force can be compared to rubber- 
bands which stretch outward when a force is 
exerted upon them and contract when the force 
is removed. The characteristics of magnetic 
lines of force can be described as follows: 

1l. Magnetic lines of force are continuous 
and will always form closed loops. 

2. Magnetic lines of force will never cross 
one another, 

3. Parallel magnetic lines of forcetraveling 
in the same direction repel oneanother. Parallel 
magnetic lines of force traveling in opposite di- 
rections tend to unite with each other and form 
into single lines traveling in a direction de- 
termined by the magnetic poles creating the 
lines of force. 

4. Magnetic lines of force tend to shorten 
themselves, Therefore, the magnetic lines of 
force existing between two unlike poles cause 
the poles to be pulled together. 

5. Magnetic lines of force pass through all 
materials, both magnetic and nonmagnetic. 

The space surrounding a magnet, in which 
the magnetic force acts, is called a MAGNETIC 
FIELD. Michael Faraday was the first scientist 
to visualize the magnet field as being in a state 
of stress and consisting of uniformly distributed 
lines of force. The entire quantity of magnetic 
lines surrounding a magnet is called MAGNETIC 
FLUX. Flux in a magnetic circuit corresponds 
to current in an electric circuit, 

The number of lines of force perunitarea is 
called FLUX DENSITY and is measured inlines 
per square inch or lines per square centimeter. 
Flux density is expressed by the equation 


where B is the flux density, $ (Greek phi) is the 
total number of lines of flux, andA is the cross- 
Sectional area of the magnetic circuit. If A is 
in square centimeters, B is in lines per square 
centimeter, or GAUSS. The terms FLUX and 
FLOW of magnetism are frequently usedintext- 
books. However, magnetism itself is notthought 
to be a stream of particles in motion, but is 
simply a field of force exerted in Space. 

A visual representation of the magnetic field 
around a magnet can be obtained by placing a 
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plate of glass over a magnet and sprinkling iron 
filings onto the glass. The filingsarrangethem- 
selves in definite paths between the poles. This 
arrangement of the filings shows the pattern of 
the magnetic field around the magnet, as in 
figure 2-12. 
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Figure 2-12.— Magnetic field pattern 
around a magnet. 


The magnetic field surrounding a symmet- 
rically shaped magnet has the following prop- 
erties: 

l. The field is symmetricalunless disturbed 
by another magnetic substance. 

2. The lines of force have direction and are 
represented as emanating from the north pole 
and entering the south pole. 


LAWS OF ATTRACTION 
AND REPULSION 


If a magnetized needle is suspended near a 
bar magnet, as in figure 2-13, it will be seen 
that a north pole repels a north poleand a south 
pole repels a south pole. Opposite poles, how- 
ever, will attract each other. Thus, thefirsttwo 
laws of magnetic attraction and repulsion are: 

1. LIKE magnetic poles REPEL each other. 

2. UNLIKE magnetic poles ATTRACT each 
other. 

The flux patterns between adjacent UNLIKE 
poles of bar magnets, as indicated by lines, are 
shown in figure 2-14 (A). Similar patterns for 
adjacent LIKE poles are shown in figure 2-14 
(B). The lines do not cross at any point and they 
act as if they repel each other, 

Figure 2-15 shows the fluxpattern (indicated 
by lines) around two bar magnets placed close 
together and parallel with each other. Figure 
2-15 (A) shows the flux pattern when opposite 
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Figure 2-13.— Laws of attraction and repulsion. 


poles are adjacent; and figure 2-15 (B) shows 
the flux pattern when like poles are adjacent. 

The THIRD LAW of magnetic attraction and 
repulsion states in effect that the force of at- 
traction or repulsion existing between two mag- 
netic poles decreases rapidly as the poles are 
separated from each other. Actually, the force 
of attraction or repulsion varies directly as the 
product of the separate pole strengths and in- 
versely as the square of the distance separating 
the magnetic poles, provided the poles are small 
enough to be considered as points. For example, 
if the distance between two' nórth poles is in- 
creased from 2 feet to 4 feet, the force of re- 
pulsion between them is decreasedto one-fourth 
of its original value, If either pole strength is 
doubled, the distance remaining the same, the 
force between the poles will'be doubled. 


THE EARTH'S MAGNETISM ae 


As has been stated, the earth is ahuge mag- 
net; and surrounding the ‘earth is the magnetic 
field produced by the earth’s magnetism. The 
magnetic polarities of ће earth areas indicated 
in figure 2-16. The geographic poles are also 
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shown at each end of the axis of rotation of the 
earth. The magnetic axis does not coincide with 
the geographic axis, and therefore the magnetic 
and geographic poles are not at the same place 
on the surface of the earth. 

The early users of the compass regardedthe 
end of the compass needle that points ina north- 
erly direction as being a north pole. The other 
end was regarded as a south pole. On some maps 
the magnetic pole of the earth towards whichthe 
north pole of the compass pointed was designated 
a north magnetic pole. This magnetic pole was 
obviously called a north polebecause of its prox- 
imity to the north geographic pole. 

` When it was learned that the earth isa mag- 
net and that opposite poles attract, it was nec- 
essary to call the magnetic pole located in the 
northern hemisphere a SOUTH MAGNETIC 
POLE and the magnetic pole located in the 
southern hemisphere a NORTH MAGNETIC 
POLE. The matter of naming the poles was 
arbitrary. Therefore, the polarity of the com- 
pass needle that points toward the north must be 
opposite to the polarity of the earth’s magnetic 
pole located there. 
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Figure 2-14.— Lines of force between unlike and like poles. 


As has been stated, magnetic lines of force 
are assumed to emanate from the north poleof a 
magnet and to enter the south pole as closed 
loops. Because the earth is a magnet, lines of 
force emanate from its north magnetic pole and 
enter the south magnetic pole as closed loops. 
The compass needle alines itself in such a way 
that the earth's lines of force enter at its south 
pole and leave at its north pole. Because the 
north pole of the needle:is defined as the end 
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that points in a northerly direction it follows 
that the magnetic pole in the vicinity ofthe north 
geographic pole is in reality a south magnetic 
pole, and vice versa. 

Because the magnetic poles and the geo- 
graphic poles do not coincide, a compass will 
not (except at certain positions on the earth) 
point in a true (geographic) north-south direc- 
tion—that is, it will not point in a line of di- 
rection that passes through the north and south 
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Figure 2-15.— Flux patterns of adjacent parallel bar magnets. 


geographic poles, but in a line of direction that 
makes an angle with it. This angle is called the 
angle of VARIATION OR DECLINATION. 
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BE.17 
Figure 2-16, — Earth's magnetic poles. 


MAGNETIC SHIELDING 


There is not a known INSULATOR for mag- 
netic flux. If a nonmagnetic material is placed 
in a magnetic field, there is no appreciable 
change in flux—that is, the flux penetrates the 
nonmagnetic material. For example, a glass 
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plate placed between the poles of a horseshoe 
magnet will have no appreciable effect on the 
field although glass itself is a good insulator 
in an electric circuit. If а magnetic material 
(for example, soft iron) is placed in a magnetic 
field, the flux may be redirected to take ad- 
vantage of the greater permeability of the mag- 
netic material as shown in figure 2-17. Per- 
meability, as discussed earlier, is the quality of 
a substance which determines the ease with 
which it can be magnetized. 





ВЕ.18 
Figure 2-17.—Effects of a magnetic substance 
in a magnetic field, 


The sensitive mechanism of electric instru- 
ments and meters can be influenced by stray 
magnetic fields which will cause errors intheir 
readings, Because instrument mechanisms 
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cannot be insulated against magnetic flux, it is 
necessary to employ some means of directing the 
flux around the instrument, This is accomplished 
by placing a soft-iron case, calleda MAGNETIC 
SCREEN OR SHIELD, about the instrument. Be- 
cause the flux is established more readily 
through the iron (even though the path islonger) 
than through the air inside the case, the instru- 
ment is effectively shielded, as shown by the 
watch and soft-iron shield in figure 2-18. 
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Figure 2-18.— Magnetic shield. 


MAGNETIC MATERIALS 


Early magnetic studies classified materials 
merely as being magnetic and nonmagnetic. 
Present studies classify materials into one of 
three groups; namely, paramagnetic, diamag- 
netic, and ferromagnetic. 

PARAMAGNETIC materials are those that 
become only slightly magnetized even though 
under the influence of a strong magnetic field. 
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This slight magnetization is іп the same direction 
as the magnetizing field. Materials of this type 
are aluminum, chromium, platinum, and air. 

DIAMAGNETIC materials can also be only 
slightly magnetized when under the influence of 
a very strong field. These materials, when 
slightly magnetized, are magnetized in a direc- 
tion opposite to the external field. Some dia- 
magnetic materials are copper, silver, gold, 
and mercury, 

Paramagnetic and diamagnetic materials 
have a very low permeability. Paramagnetic 
materials have a permeability slightly greater 
than one; diamagnetic materials have a perme- 
ability less than опе, Because of the difficulty 
in obtaining some magnetization of paramagnet- 
ic and diamagnetic materials, these materials 
are considered for all practical purposes as 
nonmagnetic materials. 

The most important group of materials for 
applications of electricity and electronics are 
the FERROMAGNETIC MATERIALS. Ferro- 
magnetic materials are those which are rela- 
tively easy to magnetize such as iron, steel, 
cobalt, Alnico, and Permalloy, the latter two 
being alloys. Alnico consists primarily ofalumi- 
num, nickel, and cobalt. These new alloys can 
be very strongly magnetized with Alnico capable 
of obtaining a magnetic strength great enough to 
lift five hundred times its own weight. 

Ferromagnetic materials all have a high 
permeability. However, as previously discussed, 
a material, such as steel used to make a perm- 
anent magnet, is considered to have a relatively 
low permeability in comparison to other ferro- 
magnetic materials, 


MAGNETIC SHA PES 


Because of the many uses of magnets, they 
are found in various shapes and sizes, However, 
magnets usually come under three general clas- 
sifications; namely, bar magnets, horseshoe 
magnets, and ring magnets. 

The bar magnet is most often used in schools 
and laboratories for studying the propertiesand 
effects of magnetism, In the preceding test ma- 
terial, the bar magnet proved very helpful in 
demonstrating magnetic effects. 

Another type of magnet is the ring magnet 
used for computer memory cores. A common 
application for a temporary ring magnet would 
be the shielding of electrical instruments as 
previously discussed. 

The shape of the magnet most frequently 
used in electrical or electronic equipment is 
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called the horseshoe magnet. A horseshoe mag- 
net is similar to a bar magnet but is bent in the 
shape ‘of a horseshoe. The horseshoe magnet 
provides “much more magnetic strength than a 
bar magnet of the. same size and material þe- 
cause of the closeness of the magnetic poles. 
The magnetic strength from one pole to the other 
is greatly increased due to the concentration of 
the ‘magnetic field in a smaller area. Electrical 
measuring devices quite frequently use horse- 
shoe type magnets. 


CARE OF MAGNETS 


A piece of steel that has been magnetized 
can lose much of its magnetism by improper 
handling. If it is jarred or heated, there will be 
a disalinement of its domains resulting in the 
loss of some of its effective magnetism. Had 
this steel formed the horseshoe magnet of a 
meter, the meter would no longer be operable 
or would give inaccurate readings. Therefore, 
care must be exercised when handling instru- 
ments containing magnets, Severe jarring or 
subjecting the instrument to high temperature 
will damage the device. 

A magnet may also become weakened from 
loss of flux. Thus, when storing magnets one 
Should always try to avoid excess leakage of 
magnetic flux. A horseshoe magnet should al- 
ways be stored with a keeper, a soft iron bar 
used to join the magnetic poles. By use of the 
keeper while the magnet is being stored, the 
magnetic flux will continuously circulate through 
the magnet and not leak off into space. 

When storing bar magnets, the same prin- 
ciple must be remembered, Therefore, bar mag- 
nets should always be stored in pairs with a 
north pole and a south poleplacedtogether. This 
provides a complete path for the magnetic flux 
without any flux leakage. 

The study of electricity and magnetism and 
how they interact with each other is given more 
thorough coverage in later chapters in this 
manual. The discussion of magnetism up to this 
point has been mainly intended to clarify terms 
and meanings, such as ''polarity," ''fields,"' 
“lines of force," etc. Only one fundamental re- 
lationship between magnetism and electricity is 
discussed in this chapter. This relationship per- 
tains to magnetism as used to generate a voltage 
and it is discussed in the material that follows. 


DIFFERENCE IN POTENTIAL 


The force that causes free electronsto move 
in a conductor as an electric current may be 
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referred to as follows: 

1. Electromotive force (emf). 

2. Voltage. 

3. Difference in potential. 

When a difference in potential exists be- 
tween two charged bodies that are connected by 
a conductor, electrons will flow along the coh- 
ductor. This flow is from thenegatively charged 
body to the positively charged body until the two 
charges are equalized and the potential differ- 
ence no longer exists. 

An analogy of this action is shown in the two 
water tanks connected by a pipe and valve in 
figure 2-19. At first the valve is closed and all 
the water is in tank A. Thus,the water pressure 
across the valve is at maximum. Whenthe valve 
is opened, the water flows through the pipe from 
A to B until the water level becomes the same 
in both tanks. The water then stops flowing in 
the pipe, because there is no longer a difference 
in water pressure between the two tanks. 


TANK B 


TANK A 





BE.20 
Figure 2-19.— Water analogy of electric 
difference in potential. 


Current flow through an electric circuit is 
directly proportional to the difference in po- 
tential across the circuit, just as the flow of 
water through the pipe in figure 2-19 isdirectly 
proportional to the difference in water level in 
the two tanks. 

A fundamental law of current electricity is 
that the CURRENT IS DIRECTLY PROPORTION- 
AL TO THE APPLIED VOLTAGE; that is, ifthe 
voltage is increased, the current is increased. 
If the voltage is decreased, the current is de- 
creased. 


PRIMARY METHODS OF 
PRODUCING A VOLTAGE 


Presently, there are six commonly used 
methods of producing electromotive force (emf). 
Some of these methods are much more widely 
used than others. The following is a list of the 
six most common methods of producing electro- 
motive force. 
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1. FRICTION.—Voltage produced by rubbing 
two materials together. 

2. PRESSURE (Piezoelectricity).—Voltage 
Produced by squeezing crystals of certain sub- 
stances. 

3. HEAT (Thermoelectricity).— Voltage pro- 
duced by heating the joint (junction) where two 
unlike metals are joined. 

4. LIGHT (Photoelectricity).—Voltage pro- 
duced by light striking photosensitive (light sen- 
Sitive) substances. 

5. CHEMICAL ACTION.—Voltage produced 
by chemical reaction in a battery cell. 

6. MAGNETISM.—Voltage produced in a 
conductor when the conductor moves through 
а magnetic field, or a magnetic field moves 
through the conductor in such a manner as to 
cut the magnetic lines of force of the field, 


VOLTAGE PRODUCED BY FRICTION 


This is the least used of the six methods of 
Producing voltages. Its main application is in 
Van de Graf generators, used by some labora- 
tories to produce high voltages. As a rule, 
friction electricity (often referred to as static 
electricity) is a nuisance. For instance, a flying 
aircraft accumulates electric charges from the 
friction between its skin and the passing air. 
These charges often interfere with radio com- 
munication, and under some circumstances can 
even cause physical damage to the aircraft. 
Most individuals are familiar with static elec- 
tricity and have probably received unpleasant 
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MOLECULES OF CRYSTALLIZED MATTER 
(B) 


shocks from friction electricity upon sliding 
across dry seat covers or walking across dry 
carpets, and then coming in contact with some 
other object. 


VOLTAGE PRODUCED BY PRESSURE 


This action is referredto as piezoelectricity. 
It is produced by compressing or decompressing 
crystals of certain substances. To study this 
form of electricity, the meaning of the word 
“crystal’’ must first be understood. Ina crystal, 
the molecules are arranged in an orderly and 
uniform manner. A substance in its crystallized 
state and its noncrystallized state is shown in 
figure 2-20. 

For the sake of simplicity, assume that the 
molecules of this particular substance are 
spherical (ball-shaped), In the noncrystallized 
state, in (A), note that the molecules are ar- 
ranged irregularly. In the crystallized state, 
(B), the molecules are arranged in a regular 
and uniform manner. This illustrates the major 
physical difference between crystal and non- 
crystal forms of matter. Natural crystalline 
matter is rare; an example of matter that is 
crystalline in its natural form is diamond, which 
is crystalline carbon. Most crystals are manu- 
factured, 

Crystals of certain substances, such as 
Rochelle salt or quartz, exhibit peculiar elec- 
trical characteristics. These characteristics, 
or effects, are referred to as ''piezoelectric.'' 
For instance, when a crystal of quartz is 
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Figure 2-20.—(A) Noncrystallized structure; (B) crystallized structure; 
(C) compression of a crystal; (D) decompression of a crystal. 
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compressed, as in figure 2-20 (C), electrons 
tend to move through the crystal as shown. This 
tendency creates an electric difference of po- 
tential between the two opposite faces of the 
crystal, (The fundamental reasons for this 
action are not known, However, the action is 
predictable, and therefore useful.) If an ex- 
ternal wire is connected while the pressure and 
emf are present, electrons will flow. If the 
pressure is held constant, the electron flow will 
continue until the charges are equalized. When 
the force is removed, the crystalis decompres- 
sed, and immediately causes an electric force 
in the opposite direction (D). Thus, the crystal 
is able to convert mechanical force, either pres- 
sure or tension, to electrical force. 

The power capacity of a crystalis extremely 
small. However, they are useful because of their 
extreme sensitivity to changes of mechanical 
force or changes in temperature, Due to other 
characteristics not mentioned here, crystals 
are most widely used in communication equip- 
ment, 


VOLTAGE PRODUCED BY HEAT 


When a length of metal, such as copper, is 
heated at one end, electrons tend to move away 
from the hot end toward the cooler end. This is 
true of most metals. However, in some metals, 
such as iron, the opposite takes place and elec- 
trons tend to move TOWARD the hot end. These 
characteristics are illustrated in figure 2-21. 
The negative charges (electrons) are moving 
through the copper away from the heat and 
through the’ iron toward the heat. They cross 
from the iron to the copper at the hot junction, 
and from the copper through the current meter 
to the iron at the cold junction. This device is 
generally referred to as a thermocouple. 

Thermocouples have somewhat greater pow- 
er capacities than crystals, but their capacity 
is still very small if compared to some other 
sources. The thermoelectric voltage in a ther- 
mocouple depends mainly on the difference in 
temperature between the hot and cold junctions. 
Consequently, they are widely used to measure 
temperature, and as heat-sensing devices in 
automatic temperature control equipment. Ther- 
mocouples generally can be subjected to much 
greater temperatures than ordinary thermom- 
eters, such as the mercury or alcohol types. 


VOLTAGE PRODUCED BY LIGHT 


When light strikes the surface ofa substance, 
it may dislodge electrons from their orbits 
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around the surface atoms of the substance. This 
occurs because light has energy, the same as 
any moving force. 

Some substances, mostly metallic ones, are 
far more sensitive to light than others. That is, 
more electrons will be dislodged and emitted 
from the surface of a highly sensitive metal, 
with a given amount of light, than will be emitted 
from a less sensitive substance. Upon losing 
electrons, the photosensitive (light sensitive) 
metal becomes positively charged, and an elec- 
tric force is created. Voltage produced in this 
manner is referred to as ''a photoelectric volt- 
age.” 

The photosensitive materials most commonly 
used to produce a photoelectric voltage are vari- 
ous compounds of silver oxide or copper oxide, 
A complete device which operates on the photo- 
electric principle is referred to as a ''photo- 
electric cell.’’ There are many sizes and types 
of photoelectric cells in use, each of which serves 
the special purpose for which it was designed. 


‘Nearly all, however, have some ofthe basic fea- 


tures of the photoelectric cells shown in figure 
2-22. 

The cell (fig. 2-22 (A)) has a curved light- 
sensitive surface focused on the central anode. 
When light from the direction shown strikes the 
sensitive surface, it emits electrons toward the 
anode. The more intense the light, the greater 
is the number of electrons emitted. Whena wire 
is connected between the filament and the back, 
or dark side, the accumulated electrons will flow 
to the dark side. These electrons willeventually 
pass through the metal of the reflector and re- 
place the electrons leaving the light-sensitive 
surface. Thus, light energy is converted to a 
flow of electrons, and a usable current is de- 
veloped. . 

The cell (fig. 2-22 (B)) is constructed in 
layers. A base plate of pure copper is coated 
with light-sensitive copper oxide. An additional 
semitransparent layer of metal is placed over 
the copper oxide. This additional layer serves 
two purposes: 

1. It is EXTREMELY thin to permit the pen- 
etration of light to the copper oxide. 

2. It also accumulates the electrons emitted 
by the copper oxide. 

An externally connected wire completes the 
electron path, the same as in the reflector type 
cell. The photocell’s voltage is utilized as needed 
by connecting the external wires to some other 
device, which amplifies (enlarges) it to a usable 
level. 
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Figure 2-21.— Voltage produced by heat. 
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Figure 2-22.— Voltage produced by light. 
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A photocell's power capacity is very small. 
However, it reactsto light-intensity variations in 
an extremely short time. This characteristic 
makes the photocell very useful in detecting or 
accurately controlling a great number of proc- 
esses or operations. For instance, the photo- 
electric cell, or some form of the photoelectric 
principle, is used in television cameras, auto- 
matic manufacturing process controls, door 
openers, burglar alarms, and so forth. 


VOLTAGE PRODUCED 
BY CHEMICAL ACTION 


Up to this point, it has been shownthat elec- 
trons may be removed from their parent atoms 
and set in motion by energy derived from a 
Source of friction, pressure, heat, or light. In 
general, these forms of energy do not alter the 
molecules of the substances being acted upon. 
That is, molecules are not usually added, taken 
away, or split-up when subjected to these four . 
forms of energy. Only electrons are involved. 

When the molecules of a substance are al- . 
tered, the action is referred to as CHEMICAL: . 
For instance, if the molecules of a substance 
combines with atoms of another substance, or 
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gives up atoms of its own, the action is chemi- 
cal in nature. Such action always changes the 
chemical name and characteristics of the sub- 
stance affected, For instance, when atoms of 
oxygen from the air come in contact with bare 
iron, they merge with the molecules of iron. 
This iron is ‘‘oxidized.’’ It has changed chemi- 
cally from iron to iron oxide, or ''rust."' Its 
molecules have been altered by chemicalaction. 
In some cases, when atoms are added to or 
taken away from the molecules of a substance, 
the chemical change will cause the substance to 
take on an electric charge. The process of pro- 
ducing a voltage by chemical action is used in 
batteries and is explained in chapter 3. 


VOLTAGE PRODUCED 
BY MAGNETISM 


Magnets or magnetic devices are used for 
thousands of different jobs. One ofthe most use- 
ful and widely employed applications of mag- 
nets is in the production of vast quantities of 
electric power from mechanical sources. The 
mechanical power may be provided by a number 
of different sources, such as gasoline or diesel 
engines, and water or steam turbines. However, 
the final conversion of these source energies to 
electricity is done by generators employing the 
principle of electromagnetic induction. These 
generators, of many types and sizes, are dis- 
cussed in later chapters of this manual. The im- 
portant subject to be discussed here is the fun- 
damental operating principle of ALL such 
electromagnetic-induction generators. 

To begin with, there are three fundamental 
conditions which must exist before a voltage can 
be produced by magnetism. They are as follows: 

1. There must be a CONDUCTOR, in which 
the voltage will be produced. 

2. There must be a MAGNETIC FIELD in 
the conductor's vicinity, 

3. There must be relative motion between 
the field and the conductor. The conductor must 
be moved so as to cut across the magnetic lines 
of force, or the field must be moved so that the 
lines of force are cut by the conductor. 

In accordance with these conditions, when a 
conductor or conductors MOVE ACROSS а mag- 
netic field so as to cut the lines of force, elec- 
trons WITHIN THE CONDUCTOR are impelled 
in one direction or another, Thus, an electric 
force, or voltage, is created. 

In figure 2-23, note the presence ofthethree 
conditions needed for creating an induced voltage: 
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1. A magnetic field exists between the poles 
of the C- shaped magnet. 

2. There is a conductor (copper wire). 

3. There is relative motion, The wire is 
moved back and forth ACROSSthe magnetic field. 

In figure 2-23 (A), the conductor is moving 
TOWARD the front of the page. This occurs be- 
cause of the magnetically induced emf acting on 
the electrons in the copper. The right-hand end 
becomes negative, andthe left-hand end positive. 
The conductor is stopped (B), motion is elimi- 
nated (one of the three required conditions), and 
there is no longer aninduced emf. Consequently, 
there is no longer any difference in potential 
between the two ends of the wire. The conductor 
at (C) is moving away fromthe front of the page. 
Ап induced emí is again created. However, note 
carefully that the REVERSAL OF MOTION has 
caused a REVERSAL OF DIRECTION in the 
induced emf. 

If a path for electron flow is provided be- 
tween the ends ofthe conductor, electrons will 
leave the negative end and flow to the positive 
end. This condition is shown in part (D). Electron 
flow will continue as long as the emf exists. In 
studying figure 2-23, it should be noted that the 
induced emf could also have been created by 
holding the conductor stationary and moving the 
magnetic field back and forth. 

The more complex aspects of power genera- 
tion by use of mechanical motion and magnetism 
are discussed in later chapters of this manual 
under the heading ‘‘Generators.’’ 


ELECTRIC CURRENT 


The drift or flow of electrons through a con- 
ductor is called electric current or electron flow. 
During the early study of electricity, electric 
current was erroneously assumed to be a move- 
ment of electrons from a positive potential to a 
negative potential. This assumption, termed 
conventional current flow, is a concept that be- 
came entrenched inthe minds of many scientists, 
technicians, and writers. Consequently, con- 
ventional current flow is indicated in many text- 
books, and this concept of electron movement 
should be realized. However, since this early 
concept, it has been positively determined that 
the direction of electron movement is from a 
region of negative potential to a region of less 
negative potential or more positive potential. 
Various terms may be used in this manual and 
other textbooks to describe current flow. The 
terms current, current flow, electron flow, 
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Figure 2-23.— Voltage produced by magnetism. 


electron current, etc., may be used to describe 
the same phenomenon; however, the reader 
should realize that regardless of the term used, 
the movement of electrons will be from a nega- 
tive potential to a positive potential. 

Electric current is generally classified into 
two generaltypes—direct current and alternating 
current, Direct current flows in the same di- 
rection whereas an alternating current period- 
ically reverses direction. These two types of 
current are discussed in greater detail later in 
this manual. 

In order to determine the amount (number) 
of electrons flowing in a given conductor, it is 
necessary to adopt a unit of measurement of 
current flow. The term AMPERE is used to 
define the unit of measurement of the rate at 
which current flows (electron flow). The sym- 
bol for current flow is I. Current flow is meas- 
ured in amperes. The abbreviation for ampere 
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is amp. One ampere may be defined as the flow 
of 6.28 x 1018 electrons per second past a fixed 
point in a conductor. 

A unit quantity of electricity is movedthrough 
an electric circuit when 1 ampere of current 
flows for 1 second of time. This unit is equivalent 
to 6.28 x 1018 electrons, and is calledthe COU- 
LOMB. The coulomb is to electricity asthe gal- 
lon is to water. The symbol for the coulomb is 
Q. The rate of flow of current in amperes and 
the quantity of electricity moved through a cir- 
cuit are related by the common factor of time. 
Thus, the quantity of electric charge, in cou- 
lombs, moved through a circuit is equal to the 
product of the current in amperes, I, and the 
duration of flow in seconds, t. Expressed as an 
equation, Q = It. 

For example, if a current of 2amperes flows 
through a circuit for 10 seconds the quantity of 
electricity moved through the circuit is 2 x 10, 
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ог 20 coulombs. Conversely, current flow may 
be expressed in terms of coulombs and time in 
seconds. Thus, if 20 coulombs are movedthrough 
a circuit in 10 seconds, the average current flow 
is 20 
10 


in amperes implies the rate of flow of coulombs 
per second without indicating either coulombs or 
seconds. Thus a current flow of 2 amperes is 
equivalent to a rate of flow of 2 coulombs per 


or 2 amperes. Note that the current flow 


second, ‘Frequently, the ampere is much too 


large a unit for practical utilization. Therefore, · 


the milliampere (ma), one-thousandth of anam- 
pere (or the microampere, one-millionth of an 
ampere), is used. The device used to measure 
current is called an ammeter and is discussed 
later in this manual. 


RESISTANCE 


Every material offers some resistance, or 
opposition, to the flowof electric current through 
it. Good conductors, such as copper, silver, and 
aluminum, offer very little resistance. Poor 
conductors, or insulators, such as glass, wood, 
and paper, offer a high resistance to current 
flow. 

The size and type of material of the wires 
in an electric circuit are chosen so as to keep 
the electrical resistance as low as possible. In 
this way, current can flow easily through the 
conductors, just as water flows through the pipe 
between the tanks in figure 2-19. If the water 
pressure remains constant the flow of water in 
the pipe will depend on how far the valve is 
opened. The smaller the opening, the greater 
the opposition to the flow, and the smaller will 
be the rate of flow in gallons per second. 

In the electric circuit, the larger the diameter 
of the wires, the lower will be their electrical 
resistance (opposition) to the flow of current 
through them. In the water analogy, pipe friction 
opposes the flow of water between the tanks, 
This friction is similar to electrical resistance. 
The resistance of the pipe to the flow of water 
through it depends upon (1) the length ofthe pipe, 
(2) the diameter of the pipe, and (3) the nature 
of the inside walls (rough or smooth). Similarly, 
the electrical resistance of the conductors de- 
pends upon (1) the length of the wires, (2) the 
diameter of the wires, and (3) the material of 
the wires (copper, aluminum, etc.). 

Temperature also affects the resistance of 
electrical conductors to some extent.-In most 
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conductors (copper, aluminum, iron, etc.) the 
resistance increases with temperature. Carbon 
is an exception. In carbon the resistance de- 
creases as temperature increases. Certain al- 
loys of metals (manganin and constantan) have 
resistance that does not changeappreciably with 
temperature. І 

The relative resistance of several conductors 
of the same length and cross section is given in 
the following list with silver as a standard of 1 
and the remaining metals arranged in an order 
of ascending resistance: 


Silver. ........ 
Copper 
Gold 


Lead 


The resistance in an electrical circuit is ex- 
pressed by the symbol R. Manufactured circuit 
parts containing definite amounts of resistance 
are called RESISTORS. Resistance (R) ismeas- 
ured in OHMS. One. ohm is the resistance of a 
circuit element, or circuit, that permits a steady 
current of 1 ampere (1 coulomb per second) to 
flow when a steady emf of 1 volt is applied to 
the circuit. 


CONDUCTANCE 


Electricity is a study that is frequently ex- 
plained in terms of opposites. The term that is 
exactly the opposite of resistance is conductance, 
Conductance (G) is the ability of a material to 
pass electrons. The unit of conductance is the 
Mho, which is ohm spelled backwards, Whereas 
the symbol used to represent resistance is the 
Greek letter omega (Q), the symbol used to rep- 
resent conductance is the Greek letter omega 
upside down (%). The relationship that exists 
between resistance and conductance is the 
reciprocal. A reciprocal of a number is ob- 
tained by dividing the number into one. Interms 
of resistance and conductance: 


1 
BR 
If the resistance of a material is known, di- 
viding its value into one will give its conduct- 
ance, Similarly, if the conductance is known, di- 
viding its value into one will give its resistance. 


CHAPTER 3 


BATTERIES 


Batteries are widely used as sources of 
direct-current electrical energy inautomobiles, 
boats, aircraft, ships, portable electric/elec- 
tronic equipment, and lighting equipment. In 
some instances, they are usedastheonly source 
of power; while in others, they are used asa 
Secondary or standby power source. 

A battery consists of a number of cells 
assembled in а common container and connected 
together to function as a source of electrical 
power. 


CELL 


A cell is a device that transforms chemical 
energy into electrical energy. The simplest 
cell known as either a galvanic or voltaic 
cell, is shown in figure 3-1. It consists ofa 
piece of carbon (C) and a piece of zinc (Zn) 
suspended in a jar that contains a solution of 
water (H30) and sulfuric acid (H5SO4). 

The cell is the fundamental unit of the bat- 
tery. A simple cell consists of two strips, or 
electrodes, placed in a container that holds the 
electrolyte. 


ELECTRODES 


The electrodes are the conductors by which 
the current leaves or returns to the electrolyte. 
In the simple cell, they are carbon and zinc 
Strips that are placed in the electrolyte; while 
in the dry cell (fig. 3-2), they are the carbon 
rod in the center and the zinc container in 
which the cell is assembled. 


EY ECTROLYTE 


The electrolyte is the solution that acts 
‘upon the electrodes which are placed in it. 
The electrolyte may be a salt, an acid, or 
an alkaline solution. In the simple galvanic 
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cell and in the automobile storage battery, the 
electrolyte is in a liquid form; while in the dry 
cell, the electrolyte is a paste. 


PRIMARY CELL 


A primary cell is one in which the chemical 
action eats away one of the electrodes, usually 
the negative; When this happens, the electrode 
must be replaced or the cell must be discarded. 
In the galvanic type cell, the zinc electrode and 
the liquid solution are usually replaced whenthis 
happens. In the case of the dry cell, it is usually 
cheaper to buy a new cell. Some primary cells 
have been developed to the state where they 
can be recharged. 


SECONDARY CELL 


A secondary cell is one in which the elec- 
trodes and the electrolyte are altered by the 
chemical action that takes place when the cell 
delivers current. These cells may be restored 
to their original condition by forcing an electric 
current through them in the opposite direction 
to that of discharge. The automobile storage 
battery is a common example of the secondary 
cell. 


BATTERY 


As was previously mentioned, a battery con- 
Sists of two or more cells placed in a common 
container. The cells are connected in series, in 
parallel, or in some combination of series and 
parallel, depending upon the amount of voltage 
and current required of the battery. The con- 
nection of cells in a battery isdiscussedin more 
detail later in this chapter. 


BATTERY CHEMISTRY 


If a conductor is connected externally to the 
electrodes of a cell, electrons will flow under 
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Figure 3-1.—Simple voltaic cell. 
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Figure 3-2.—Dry cell, cross-sectional view. 


the influence of a difference in potential across 
the electrodes from the zinc (negative) through 
the external conductor to the carbon (positive), 
returning within the solution to the zinc, After 
‘a short period of time, the zinc will begin to 
waste away because of the ‘‘burning’’ action 


of the acid. If zinc is surrounded by oxygen, 
it will burn (become oxidized) as a fuel. In this 
respect, the cell is like а chemical furnace in 
which energy releasedbythe zinc is transformed 
into electrical energy rather than heat energy. 


The voltage across the electrodes depends 
upon the materials from which the electrodes 
are made and the composition of the solution, 
The difference of potential between carbon and 
zinc electrodes in a dilute solution of sulfuric 
acid and water is about 1.5 volts. 


The current that a primary cell may deliver 
depends upon the resistance of the entire cir- 
cuit, including that of the cellitself. The internal 
resistance of the primary cell depends upon the 
size of the electrodes, the distance between 


-them in the solution, and the resistance of the 
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solution. The larger the electrodes and the 
closer together they are in solution (without 
touching), the lower the internal resistance of 
the primary cell and the more current it is 
capable of supplying to a load. 


When current flows through a cell, the zinc 
gradually dissolved in the solution and the acid 
is neutralized. A chemical equation is sometimes 
used to show the chemical action that takes 
place. The symbols in the equation represent 
the different materialsthat are used. The symbol 
for carbon is C and zinc Zn, The equation 
is quantitative and equates the number of parts 
of the materials used before and after the zinc 
is oxidized. As stated previously in chapter 2, 
all matter is composed of atoms and molecules, 
with the atom being the smallest part of an 
element and the molecule the smallest part of 
a compound. 


A compound is a chemicalcombination of two 
or more elements in which the physical 
properties of the compound are different from 
those of the elements comprising it. For 
instance, a molecule of water (H30) is composed 
of two atoms of hydrogen (H5) and one atom of 
oxygen (O). Ordinarily, hydrogen and oxygen 
are gases; but when combined, as stated above, 
they form water, which normally is a liquid. 
However, sulfuric acid (H59SO4) and water (H20) 
form a mixture (not a compound), because the 
identity of both liquids is preserved when they 
are in solution together. 


When a current flows through a primary 
cell having carbon and zinc electrodes and a 
dilute solution of sulfuric acid and water, the 
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chemical reaction that occurs can be expressed 
as 


Zn + H2504 + H90 —- ZnSO, + H20 + Ho} 
discharge 5 


The expression indicates that as current 
flows, a molecule of zinc combines with a mole- 
cule of sulfuric acid to form a molecule of zinc 
sulfate (201504) and а molecule of hydrogen (Нд). 
The zinc sulfate dissolves in the solution and 
the hydrogen appears as gas bubbles around 
the carbon electrode. (A gas is designated by 
the arrow pointing upward in the equation.) 
AS current continues to flow, the zinc is gradually 
consumed and the solution changes to zinc 
: sulfate and water. The carbon electrode does 
not enter into the chemical changes taking place 
but simply providesa return path for the current, 

In the process of oxidizing the zinc, the 
Solution breaks up into positive and negative 
ions that move in opposite directions through 
the solution (fig. 3-1). The positive ions are 
hydrogen ions that appear around the carbon 
electrode (positive terminal). They are attracted 
to it by the free electrons from the zinc that 
are returning to the cell by way of the external 
load and the positive carbon terminal. The nega- 
tive ions are SO4 ions that appear around the 
zinc electrode. Positive zinc ions enter the solu- 
tion around the zinc electrode and combine with 
the negative SO4 ions to form zinc sulfate 
(ZnSO4), a grayish-white substance that dis- 
solves in water. At the same time that the 
positive and negative ions are moving in op- 
posite directions in the solution, electrons are 
moving through the external circuit from the 
negative zinc terminal, through the load, and 
back to the positive carbon terminal. When 
the zinc is used up, the voltage of the cell is 
reduced to zero, There is no appreciable dif- 
ference in potential between zinc sulfate and 
carbon in a solution of zinc sulfate and water. 


Polarization 


The chemical action that occurs in the cell 
(fig. 3-1) while the current is flowing causes 


hydrogen bubbles to form on the surface of the . 


positive carbon electrode in great numbers until 
the entire surface is surrounded, This action is 
called polarization, Some of these bubbles rise 
to the surface of the solution and escape into 
the air. However, many of the bubbles remain 
until there is no room for any more to be formed. 


The hydrogen tends to set up an electro- 
motive force in the opposite direction to that 
of the cell, thus increasing the effective in- 
ternal resistance, reducing the output current, 
and lowering the terminal voltage. 

A cell that is heavily polarized has nouseful 
output. There are several ways to prevent 
polarization from occurring or to overcome it 
after it has occurred. The very simplest method 
might be to remove the carbon electrode and 
wipe off the hydrogen bubbles. When the elec- 
trode is replaced in the electrolyte, the emf 
and current are again normal. This method 
is not practicable because polarization occurs 
rapidly and continuously in the simple voltaic 
cell. A commercial form of voltaic cell, known 
as the dry cell, employs a substance rich in 
oxygen as a part of the positive carbon elec- 
trode, which will combine chemically with the 
hydrogen to form water, H90. One of the best 
depolarizing agents used is manganese dioxide 
(MnO2), which supplies enough free oxygen to 
combine with all of the hydrogen so that the 
cell is practically free from polarization. 

The chemical action that occurs may be ex- 
pressed as 


2МпОо + Но —-— Mn505 + H30 


The manganese dioxide combines with the hydro- 
gen to form water and a lower oxide of manga- 
nese. Thus the counter emf of polarization does 
not exist in the cell, andthe terminal voltage and 
output current are maintained normal, 


Local Action 


When the external circuit is opened, the cur- 
rent ceases to flow, and theoretically all 
chemical action within the cell stops. However, 
commercial zinc contains many impurities, such 
as iron, carbon, lead, and arsenic. These im- 
purities form many small cells within the zinc 
electrode in which current flows between the 
zinc and its impurities. Thusthe zincis oxidized 
even though the cell itself is an open circuit. 
This wasting away of the zinc on open circuit 
is called local action. For example, a small 
local cell exists on a zinc plate containing 
impurities of iron, as shown infigure 3-3, Elec- 


` trons flow between the zinc and iron and the 
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Solution around the impurity becomes ionized. 
The negative SO4 ions combine with the positive 
Zn ions to form ZnSO4. Thus the acidis depleted 
in solution and the zinc consumed. 
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Figure 3-3.—Local action on zinc electrode. 


Local action may be prevented by using 
pure zinc (which is not practical), by coating 
the zinc with mercury, or by adding a small 
percentage of mercury to the zinc during the 
manufacturing process. The treatment of the 
zinc with mercury is called amalgamating 
(mixing) the zinc. Since mercury is 13.6 
times as heavy as an equal volume of water, 
small particles of. impurities having a lower 
relative weight than that of mercury willrise 
(float) to the surface of the mercury. The re- 
moval of these impurities from the zinc prevents 
local action. The mercury is not readily acted 
.upon by the acid; and even when the cell is 
delivering current to a load, the mercury 
continues to act on the impurities in the zinc, 
‘causing them to leave the surface of the zinc 
electrode and float tothe surface of the mercury. 
This process greatly increases the life of the 
primary cell, 


TYPES OF BATTERIES 


The development of new and different types 
of batteries in the past decade has been so 
rapid that it is virtually impossible to have a 
complete knowledge of all of the various types 
. currently being developed or now in use. A 
few recent developments are the silver-zinc, 
nickel-zinc, nickel-cadmium, silver-cadmium, 


magnesium-magnesium perchlorate, mercury, 
thermal, and water-activated batteries. 

The lead-acid battery has been in service 
for a relatively long period of time; however, 
there are still various improvements being 
incorporated into the battery to improve its 
efficiency and life span. The material presented 
in this chapter, though not all inclusive,- pro- 
vides the reader with a knowledge of aie. 
types of batteries. 


DRY (PRIMARY) CELL 


The dry cell is so calledbecause its electro- 
lyte is not in a liquid state. Actually, the elec- 
trolyte is a moist paste. Ifit should become dry, 
it would no longer be abletotransform chemical 
energy to electrical energy. The name dry cell, 
therefore, is not strictly correct in a technical 
sense. 


Construction of the Dry Cell 


The construction of а common type of dry 
cell is shown in figure 3-4, The internal parts 
of the cell are located in a cylindrical zinc 
container. This zinc container serves as the 
negative electrode of the cell. The container 
is lined with a nonconducting material, such 
as blotting paper, to insulate the zinc from the 
paste. A carbon electrode is located in the 
center, and it serves as the positive terminal 
of the cell. The paste is a mixture of several 
substances. Its composition may vary, depend- 
ing on its manufracturer. Generally, however, 
the paste will contain some combination of the 
following substances: ammonium chloride (sal 
ammoniac), powdered coke, ground carbon, 
maganese dioxide, zinc chloride, graphite, and 
water. 

This paste, which is packed in the space 
between the carbon and the blotting paper, also 
serves to hold the carbon electrode rigid in the 
center of the cell. When packing the paste in 
the cell, a small expansion space is left at 
the top. The cell is then sealed with asphalt- 
saturated cardboard. 

Binding posts are attached to the elctrodes 
so that wires may be conveniently connected 
to the cell. 

Since the zinc container is one of the elec- 
trodes, it must be protected with some insulating 
material. Therefore,.it is common practice for 
the manufacturer to encluse the cells in card- 
board containers. 
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Figure 3-4,—Cutaway view of the general-purpose dry cell. 
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Chemical Action of the Dry Cell 


The dry cell (fig. 3-4) is fundamentally the 
same as the simple voltaic cell (wet cell) 
described earlier, asfarasitsinternalchemical 
action is concerned, The action of the water 
and the ammonium chloride inthe paste, together 
with the zinc and carbon electrodes, produces 
the voltage of the cell. The manganese dioxide 
is added to reduce the polarization when line 
current flows and zinc chloride reduces local 
action when the cellis idle. The blotting paper 
(paste coated pulpboard separator) serves two 


an ammeter, should supply not less than 25 
amperes. А cell that has been in service 
should supply at least 10 amperes if it is to 
remain in Service. 


Rating of the Unit Size Cell 


A popular size of dry cell, the size D, 
is 1 3/8 inches in diameter and 2 3/4 inches 


-in length. It is also known as the ипїї cell. 


purposes, one being to keep the paste from mak-  - 


ing actual contact with the zinc container and 
the other being to permit the electrolyte to 
filter through to the zinc slowly. The cell is 
sealed at the top to keep air from entering 
and агуїп {һе electrolyte. Care should be taken 
to prevent breaking this seal. 


Rating of tlie 
Standard Size Cell 


One of.the popular sizes in general use is 
the standard, or No. 6, dry cell. It is approxi- 
mately 2 1/2 inches in diameter and 6 inches 
in length. The voltage is about 1 1/2 volts 
when new but decreases as the cell ages. When 
the open-circuit voltage falls below 0.75 to 1.2 
volts (depending upon the circuit require ments), 
the cell is usually discarded, The amount of 
current that the cell can deliver, and still 
give satisfactory service, depends upon the 
length of time that the ‘current flows, For 
instance, if a No. 6 cell is to be usedina 
portable radio, it is likely to supply current 
constantly for several hours. Under these cori- 
ditions, the current should not exceed 1/8 
ampere, the rated constant-current capacity 
of a No. 6 cell. If the same cell is required 
to supply current only occasionally, for only 
short periods of time, it could supply currents of 
several amperes without undue injury to the cell. 
As the time duration of each discharge decreases, 
the interval of time between discharges in- 
creases, the allowable amount of current avail- 
able for each discharge becomes higher, up to 
the amount that the cell will deliver on short 
circuit, 

The short-circuit current test is another 
means of evaluating the condition of a dry 
cell. A new cell, when short circuited through 


The size D cell voltage is 1.5 volts when new. 
A discharged cell may expand, allowing the elec- 
trolyte to leak and cause corrosion. Some 


manufacturers place a steel jacket around the 


zinc container to prevent this action. 


: Shelf Life 


A cell that is not being used (sitting on 
the shelf) will gradually deteriorate because 
of slow internal chemical actions (local ac- 
tion) and changes in moisture content. How- 
ever, this deterioration is usually very slow 
if cells are properly stored. Highgrade cells 
of the larger sizes should have a shelf life 
of a year or more. Smaller size cells have a 


. proportionately shorter shelf life, ranging down 


to a few months for the very Small sizes. If 
unused cells аге stored in a cool place, their 


: shelf life will be greatly increased; therefore, 
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to minimize deterioration, they should be stored 
in refrigerated spaces (10? F to 35^ F) that 
are not dehumidified (dry). 


MERCURY CELLS 


With the advent of the space program and 
the development of small transceivers and 
miniáturized equipment, a power source of 
miniaturized size was needed, Such equipment 
requires a small battery which is capable of 
delivering maximum electrical capacity per 
unit volume while operating invaryingtempera- 
tures and at a constant discharge voltage. 
The mercury battery, which is one of the 
smallest batteries, meets these requirements. 

Present mercury batteries are manufactured 
in three basic structures. The wound anode 
type (fig. 3-5) (A)) has its anode composed of 
a corrugated zinc strip with a paper absorbent 
wound in an offset manner so that it protrudes 
at one end, The zinc is amalgamated (mixed) 
with mercury (10 percent), and the paper is 
impregnated with the electrolyte which causes 
it to swell and produce a positive contact 
pressure. 
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In the pressed powder cells (fig. 3-5 (B) and 
(C), the zinc powder is preamalgamated prior 
to pressing into. shape; its porosity allows elec- 
trolyte impregnation with oxidation in depth when 
current is discharged. A double can structure is 
used in the larger.sized cells. T'he space between 
the inner and outer containers provide passage 
for any gas generated by an improper chemical 
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Figure 3-5, — Mercury cells. 


balance or impurities present within the cell. 
The construction is such that, if excessive gas 
pressures are experienced, the compression of 
the upper part of the grommet by internalpres- 
sure allows the gas to escape into the space 
between the two cans. A paper tube surrounds the 
inner can so that any liquid carried by dis- 
charging gas will be absorbed, maintaining a 
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leak resistant structure. Release of excessive 
gas pressure automatically reseals the cell. 

NOTE: Mercury batteries have been known to 
explode with considerable force when shorted. 
Caution should be exercised to insure that the 
battery is not accidentally shorted. 

The overall chemical action by which the 
mercury cell produces electricity is given bythe 
following chemical formula: 





Zn +Н20 + НБО ZnO + H20 + Hg 

This action, the same as іп other type cells, 
is à process of oxidation, The alkaline elec- 
.trolyte is in contact with the zinc electrode. 
The zinc oxidizes (Zn changes to ZnO), thus 
taking atoms of oxygen from water molecules 
in the electrolyte. This leaves positive hydro- 
gen ions, which move toward the mercuric 
oxide pellet, causing polarization. These hy- 
drogen ions take oxygen from the mercuric 
oxide (thus changing HgO to Hg). Where one 
molecule of water is destroyed at the negative 
electrode, one molecule is produced at the po- 
sitive electrode, maintaining the net amount of 
water constant. By absorbing oxygen, the zinc 
electrode accumulates excess electrons, making 
it negative. By giving up oxygen, the mercuric 
oxide electrode loses electrons, making it posi- 
tive. In the discharged state, the negative elec- 
trode is zinc oxide, and the positive electrode 
is ordinary mercury. 


RESERVE CELL 


A reserve cell is one in which the elements 
are kept dry until the time of use; the electro- 
lyte is then admitted and the cell starts pro- 
ducing current, In theory, this means that a 
reserve cell should be able to be stored for an 
indefinite period of time before it is activated, 

One new reserve cell (fig. 3-6) is the alka- 
line manganese cell of the standard D size 
(flashlight battery). This reserve cell exhibits a 
high efficiency over a wide temperature range 
and is capable of momentary high current pulses 
in the range of 12 to 15 amperes. 

The reserve cell is manufactured in a dry 
state, the electrolyte being containedina plastic 
vial within the cell. When stored inthis manner, 
the cell has a shelf life capability of over 10 
years. To activate the cell, the activating me- 
chanism is rotated 35° in either direction, This 
releases a spring-loaded plunger which breaks 
the plastic vial of electrolyte. Continued 
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Figure 3-6.—Reserve cell. 


rotation permits the activating mechanism to be 
removed and discarded, resulting in a D size 
cell. A safety device is incorporated to prevent 
accidental activation during handling and transit. 

Activation time is approximately 2 seconds 
when the cell is not under load. When under a 4- 
ohm load, the activation time (to reacha 1.35-volt 
level) is less than 5 seconds at 70 F and less 
than 30 seconds at 30^ F. 

The cell has been designed so that it is not 
position-sensitive during either the activation 
or the discharge period, and aiter activation can 
be handled and used as a standard D cell. After 
activation, shelf life of the reserve cellis ap- 
proximately 2 yearslessthanthat of the standard 
alkaline manganese cell. 

Reserve cells are used for emergency light- 
ing and communications equipment, military 
ordnance devices, and in any other use where 
long storage ability is of prime importance. 


COMBINING CELLS 


In many cases, a battery-powered device 
may require more electrical energy than one 
cell can provide. The device may require either 
a higher voltage or more current, and in some 
cases both. Under such conditions it is necessary 
to combine, or interconnect, a sufficient number 
of cells to meet the higher requirements. Cells 
connected in series provide a higher voltage, 
while cells connected in parallelprovide a higher 
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current capacity. To provide adequate power 
when both voltage and current requirements are 
greater than the capacity of one cell, a com- 
bination series-pàrallel network of cells must 
be: interconnected, 


t. 


Series Connected Cells 


Assume that a load requires a power supply 
with a potential of 6 volts andacurrent capacity 
of 1/8 ampere, Since a single cell normally sup- 
plies a potential of only 1.5 volts, more than one 
cell is obviously needed. To obtain the higher 
potential, the cells are connected in series as 
shown in figure 3-7 (A). 

In a series hookup, the negative electrode of 
the first cell is connected to the positive elec- 
trode of the second cell; the negative electrode 
of the second to the positive of the third, etc. 
The positive electrode of the first cell and nega- 
tive electrode of the last cell then serve as the 
power takeoff terminals of the battery. In this 
way, the potential is boosted 1.5 volts by each 
cell in the series line. There are four cells, 
so the output terminal voltage is 1.5 x 4 = 6 volts. 
When connected to the load, 1/8 ampere flows 
through the load and each cell of the battery. 
This is within the capacity of each cell. There- 
fore, only four series-connected cells are needed 
to supply this particular load. 








evors (B) 
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Figure 3-7.—(A) Pictorial view of series 

connected cells; (B) schematic of series 
connection, 
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Parallel Connected Cells 


In this case, assume an electrical load re- 
quires only 1.5 volts, but will draw 1/2 ampere 
of current. (Assume that a cell will supply only 
1/8 ampere.) To meetthis requirement, the cells 
are connected in parallel, as shown in figure 
3-8 (A). In a parallel connection, all positive 
cell electrodes are connected to one line, and 
all negative electrodes are connected to the 
other. No more than one cell is connected be- 
tween the lines at any one point; so the poten- 
tial between the lines is the same as that of 
one cell, or 1,5 volts, However, each cell may 
contribute its maximum allowable current of 1/8 
ampere to the line, Theré are four cells, so 
the total line current is 1/8 x 4 = 1/2ampere. 
Hence, four cells in parallel have enough ca- 
pacity to supply a load requiring 1/2 ampere 
at 1.5 volts. 


Series- Parallel Connected Cells 


Figure 3-9 depicts a battery network supply- 
ing power to a load requiring both a voltage and 
current greater than one cell can provide. To 
provide the required 4.5 volts, groups of three 
1.5-volt cells are connected in series. To pro- 
vide the required 1/2 ampere of current, four 
series groups are connected in parallel, each 
supplying 1/8 ampere of current, 





(В) 
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Figure 3-8.—(A) Pictorial view of parallel- 

connected cells; (B) schematic of parallel 
correction. 
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Figure 3-9, —Series-parallel connected cells. 


SECONDARY (WET) CELLS 


Secondary cells function on the same basic 
chemical principles as primary cells, They dif- 
fer mainly in that they may be recharged, where- 
as the primary cell is not normally recharged. 
(As mentioned earlier, some primary cellshave 
been developed to the state where they may be 
recharged.) Some of the materials of a primary 
cell are consumed in the process of changing 
chemical energy to electrical energy. In the 
Secondary cell, the materials are merely trans- 
ferred from one electrode tothe other asthe cell 
discharges. Discharged secondary cells may be 
restored (charged) to their original state by 
forcing an electric current from some other 
source through the cell in the opposite direction 
to that of discharge. 

The storage battery consists of a number of 
secondary cells connected in series. Properly 
Speaking, this battery does not store electrical 
energy, but is a sourceof chemical energy which 
produces electrical energy. There are various 
types of storage cells—the lead-acidtype, which 
has an emf of 2.2 volts per cell; the nickel-iron 
alkali type; the nickel-cadmium alkalitype, with 
an emf of 1.2 volts per cell; and the silver-zinc 
type, which has an emf of 1.5 volts per cell. Of 
these types, the lead-acidtypeisthe most widely 
used, and is described first. 


LEAD-ACID BATTERY 


The lead-acid battery is an electrochemical 
device for storing chemical energy until it is 
released as electrical energy. Active materials 
within the battery react chemically to produce a 
flow of direct current whenever current con- 
suming devices are connected to the battery 
terminal posts. This current is produced by 
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chemical reaction between the active material 
of the plates (electrodes) and the electrolyte 
(sulfuric acid). The lead-acid battery is used 
extensively throughout the world. The parts of 

a lead-acid battery are illustrated in figure 
3-10 and are discussed in the following para- 
graphs. | 


BATTERY CONSTRUCTION 


A lead-acid battery consists of a number of 
cells connected together, the number needed 
depending upon the voltage desired. Each cell 
produces approximately 2 volts.. 

A cell consists of a hard rubber, plastic, 
or bituminous material compartment into which 
is placed the cell element, consisting of two 
types of lead plates, known as positive and 
negative plates. (See fig. 3-11.) These plates 
are insulated from each other by suitable 
separators (usually made of plastic, rubber, 
or glass) and submerged in a sulfuric acid 
solution (electrolyte). 

There are a variety of plates used in the 
lead-acid battery—pasted plates, spun-lead 
(Plante) plates, Gould plates, and ironclad plates. 
These plates are each designed to fulfill 
a specific purpose. The most commonly used 
plates (the pasted plates) are discussed briefly. 

The pasted plates are formed by applying 
lead-oxide pastes to a grid (fig. 3-12) made of 
lead-antimony alloy. The grid is designed to 
give the plates mechanical strength, hold the 
active material in place, and provide adequate 
conductivity for the electric current created by 
the chemical action. The active material (lead 
oxide) is applied to the grids in paste form and 
allowed to dry. The plates are then put through 
an electrochemical process that converts the 
active material of the positive plates into lead 
peroxide, and that of the negative plates into 
sponge lead. This action is caused by im- 
mersing the plates in electrolyte and passing 
a current through them in the proper direction, 
This type of plate is relatively light in weight 
compared to the other plates that are more rug- 
ged and durable in construction, 

After the plates have been formed, they are 
built into positive and negative groups. The 
negative group of plates always has one more 
plate than the positive group so tliat both sides 
of the positive plates are acted upon chemically. 
This keeps the expansion and contraction that 
takes place in the positive plates the same on 
both sides and prevents buckling. These groups 
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Figure 3-10.—Lead-acid battery construction. 


are then assembled together with separators to 
become cell elements. The separators are 
grooved vertically on one side and smooth on 


POSITIVE E NEGATIVE the other. The grooved side is placed next 


PLATE 









ЕСЦБ to the positive plate to permit free circulation 
Pa of the electrolyte around the active material. 
The positive plates which are lead peroxide 
» Е апа the negative plates which are spongy lead 
are referred to as the active material of the 
battery. However, these materials alone in a 
container will cause no chemical action unless 
there is a path for interaction between them. 
To provide this path for interaction andtocarry 
the electric current within the battery are the 
functions of the electrolyte. i 
A battery container: is the receptacle for 
the cells that make up the battery. Most con- 
tainers are made from hard rubber, plastic, 
or bituminous composition that is resistant 
to acid and mechanical shock, and is able to 


CELL ELEMENT withstand extreme weather conditions. Most 
PARTLY ASSEMBLED batteries are assembled in a one-piece con- 

BE.35 tainer with compartments for each individual 
Figure 3-11.— Plate arrangement, cell. The bottom of the container has ribs 
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Figure 3-12, —Grid structure. 


molded into it to provide support for the ele- 
ments and a sediment space for the flakes 
of active materialthat drop offthe plates during 
the life of the battery. 

The battery or cell covers and the battery 
container are usually made of the sam? material. 
The cell covers provide openings for the two- 
element terminals and a vent plug. 

Cell connectors are used to connect the 
cell of a battery in series. The element in 
each cell is placed so that the negativeterminal 
of one cell is physically located adjacent to the 
positive terminal of the next cell; they are con- 
nected both physically and electrically by a cell 
connector. Connectors must be of sufficient size 
to carry the current demands of the battery 
without over-heating. 

Vent plugs are made of various designs to 
function in conjunction with the cover vent 
openings to permit the escape of gases that 
form within the cells while preventing leakage 
or loss of the electrolyte. A typical vent plug 
used in an automobile battery is depicted in 
figure 3-10. 

Some batteries utilize a nonspill typ? of vent 
plug which makes it possible to place the bat- 
tery in any position without loss of the electro- 
lyte. (See fig. 3-13.) This type vent plug has 
found wide use in aircraft. 

Sealing compound, generall made of a 
bituminous substance, is used to form a seal 
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Figure 3-13. — Nonspill vent plugs. 


between the cell cover and the container. The 
compound is an acid resistant materialthat must 
conform to rigid vibration and heat standards. 
This insures that the sealing compound doss not 
melt or flow at summer temperatures and does 
not crack at winter temperatures. Batteries 
with a polystyrene jar use a polystyrene cement 
as a sealer. 

The terminals of a lead-acid battery are 
normally distinguishable from one another by 
their physical size and the marking by the 
manufacturer. The positive terminal marked 
(*) is slightly larger than the negative terminal 
marked (-). 


BATTERY OPERATION 


In its charged condition, theactive materials 
in the lead-acid battery are lead peroxide (used 
as the positive plate) and sponge lead (used 
as the negative plate). The electrolyte is a 
mixture of sulfuric acid and water. The strength 
(acidity) of the elecirolyte is measured in 
terms of its specific gravity. Specific gravity 
is the ratio of the weight of a given volume 
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of'electrolyte to an equal volume: of pure water. 
Concentrated sulfuric acid hasa.specific gravity 
of about 1,830; pure water has a specific gravity 
of 1.000. The acid and water:are mixed ina 
proportion to give the specific gravity desired. 
For example, an electrolyte with: a specific 
gravity of 1,210 requires roughly one part of 
concentrated acid to four parts of water. 

In a fully charged battery, the positive plates 
are pure lead peroxide and the negative plates 
are pure lead. Also; in a fully charged battery, 
àll acid is in the electrolyte So that the specific 
gravity is at its maximum value. The active 
materials of both the positive and negativeiplates 
are porous, andhave absorptive qualities similar 
to a’ sponge. 

: The poresaretherefore filled with the battery 
solution (electrolyte) in which they are im- 
mersed. As the battery discharges, the acid 
in contact with the plates separates from the 
electrolyte. It forms a chemical combination 
with the active material of the plate, changing 
it to lead sulfate. Thus, as the discharge. con- 
tinues, lead sulfate forms on the plates, and 
more acid is taken from the electrolyte. The 
water content of the electrolyte becomes pro- 
gressively: higher; that is, the ratio of water 
to acid increases. As a result, the specific 
gravity of the electrolyte will gradually de- 
crease during discharge. | 

When the battery is being charged, the 
reverse takes place. Theacidheldinthe sulfated 
plate material is driven back into the electrolyte; 
further charging cannot raiseits specific gravity 
any higher. When fully charged, the material of 
the positive plates is again pure lead peroxide 
and that of the negative platés is pure lead. 

‘Electrical energy is ‘derived from a cell 
when the plates react with the electrolyte, As 
a molecule of sulfuric acid separates, part of 
it combines with the negative sponge lead plates. 
Thus, it makes the sponge: ‘lead plates negative, 
and at the same time fornis lead sulfate. The 
remainder of the sulfuric acid molecule, lacking 
electrons, has thus become a positive ion, The 
positive ions migrate through ‘the - electrolyte 
to the opposite (lead peroxide) plates, and take 
electrons from them. This action neutralizes 
the positive ions, forming ordinary water. It 
also makes the lead peroxide plates positive, 
by taking electrons from them. Again, lead 
sulfate is formed in the process. 

The action just described is represented in 
more detail by the following chemical equa- 
tion: 
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discharging 
Pb + POs + 2H2504=== 2PbSO4 + 2020 


The left side of'the, expression represents: the 
cell in the charged: condition, and the right ‘Bide 
represents , the cell in the UAE condi- 
tion. . Т p 

In the hated, авна, the: ORI US "late 
contains lead peroxide, PbO»; the negative:plate 
is composed of sponge lead, Pb; and the.solu- 
tion contains sulfuric acid; “H2504. Ih: the 
discharged condition, both plates. contain. lead 
sulfate, PbSO4 and the solution contains water, 
H20. As the discharge progresses, the acid 
content of the electrolyte beconies less and 
less because. it is used in forming-lead sulfate, 
and the specific gravity of the electrolyte dé- 
creases. A point. is reached where so much 
of the active material has been converted into 
lead sulfate that.the. cell. can no longer produce 
sufficient .cürrent to be. of practical value. 
At this point the cell is said to be discharged 
(fig. 3-14, (C)). Since thé: amount of sulfuric 
acid combining. : with" “the plates at any time 
during `: dischargé is in, direct proportion. to 
the ampere- -hours (product of current i inamperes 
and time iri, hours) of discharge, ‘the . ‘specific 
gravity of the electrolyte is à guide. in. dé- 
termining the state о сане of the Jead- 
acid cell. CMM 

If the discharged cell ds properly con- 
nected to a direct-currerit: charging source (the 
voltage of which is slightly higher than that of 
the cell), current will flow through the. cell, 
in the opposite direction to:that of discharge, 
and the cell is saidto be charging (fig. 3-14 (D)). 
The effect of the current will be to change 
the lead sulfate on bothi the. positive ; and negative 
platés back to its original active form of lead 
peroxide and sponge lead,. -respectively. At 
the same time, the sulfate. is restored to the 
electrolyte «with the result that ;the* specific 
gravity of the electrolyte increases. When all 
the sulfate has been restored to the. electrolyte, 
the specific gravity wil be maximum.. The cell 
is then fully pe and is ready . to, be dis- 
charged again. LUE 

It should always. be: verienibered that the 
addition of sulfuric acid to a discharged lead- 
acid cell does not recharged the cell. Adding 
acid only increases the specific: gravity of the 
electrolyte and does not convert the lead sulfate 
on the plates back into active material (sponge 
lead and lead peroxide), and consequently does 
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Figure 3- 14; “~ Ghemicel Scans inlead-acid cell. 


“not bring the cell back to a charged condition. А ` 


charging current must be е through the cell 
' to do this, | 
Аз à cell charge nears completion, hydrogen 
gas (H5) is liberated at the negative plate and 
oxygen gas (O2)'is liberated ‘at the positive 
plate. This action occurs because the charging 
current “is greater than : the amount that is 
"necessary to reduce the small remaining amount 
of lead sulfate on the plates. Thus, the excess 
current ionizes the water inthe electrolyte. This 
action is necessary to assure mE charge to the 
cell. 


Ud SPECIFIC ӨНАҮТГҮ 


; The ratio of the weight of a certain volume 
of "ишо the weight of the same volume of 


water is called the specific gravity ofthe liquid. 
The specific gravity of pure water is .1.000. 
Sulfuric acid. has a specific, gravity of .1.830; 
thus sulfuric acid, is: 1.830 times às heavy as 
water., The specific gravity of a mixture of 
sulfuric acid and water varies, with the strength 
of the'solution from 1:000 to 1.830. : 

Asa storage battery discharges, the sulfuric 
acid is depleted and the electrolyte is gradually 
converted. into water: This action provides a 
guide in: determining the state. of discharge 
of the lead-acid cell. The electrolyte,.that, is 
usually placed їй. а lead-acid battery, has a 
specific gravity of 1.350 or. less. Generally, 
the specific gravity: of the electrolyte i in standard 
storage. batteries - 18 adjusted between 1,210 
and 1.220. On. the other hand the specific 
gravity. of the eleétrolyte in submarine bat- 
teries Whén charged is: from 1.250 to 1. 265, 
while in aircraft batteries when fully charged 
it is from 1.285 to 1.300. : 


: Hydrometer 
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. The specific gravity of the electrolyte is 
measured with a hydrometer. In the syringe 
type hydrometer (fig. 3-15), part of the battery 
electrolyte is drawn up into a glass tube by 
means of a rubber bulb at the top. ` 

The hydrometer float consists of a hollow 
glass tube weighted at one end and sealed at 
both ends. A scale calibrated in specific gravity 
is laid off axially along the body (stem) of the 
tube. The hydrometer float is placed inside 
the glass syringe and the electrolyte . to -be 
tested is drawn up into the syringe, thus im- 


. mersing the hydrometer float into the solution. 


When the syringe is held approximately in a 
vertical position, the hydrometer float will sink 
to a certain level in the electrolyte. The extent 
to which the.hydrometer stem protudes above 
the ‘level of the liquid depends upon the specific 
gravity of the solution. The reading on the stem 
at the surface of the liquid is the specific 
gravity of the electrolyte in the syringe. 

The Navy uses two types of hydrometer 
bulbs, or floats, each. having a different scale. 
The type-A. hydrometer is used with sub- 
marine batteries and has two different floats 
with scales from 1.960 to 1.240 and from 
1.120 to 1.300. The type-B hydrometer is 
used with portable storage batteries and air- 
craft batteries. It has a scale from 1, 00 to 
1.300. 
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Figure 3-15.— Type-B hydrometer. 


CAUTION: Hydrometers should be flushed 
daily with fresh water to prevent inaccurate 
readings. Storage battery hydrometers must 
not be used for any other purpose. 
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Corrections 


The specific gravity of the electrolyte is 
affected by its temperature. The electrolyte ex- 
pands and becomes less dense when heated and 
its specific gravity reading is lowered. On the 
other hand, the electrolyte contracts and be- 
comes denser when cooled and its specific 
gravity reading is raised, In both cases the 
electrolyte may be from the same fully charged 
Storage cell. Thus, the effect of temperature 
is to distort the readings. o 

Most standard storage batteries use 80 F 
as the normal temperature to which specific 
gravity readings are corrected. To correct 
the specific gravity reading of a storage bat- 
tery, add 4 points to the reading for each 10° 
F above 80? and subtract 4 points for each 
10°F below 80°. The electrolyte in a cell should 
be at the normal level when the reading is 
taken. If the level is below normal, there will 
not be sufficient fluid drawn into the. tube to 
cause the float to rise. If the level is above 
normal there is too much water, the electrolyte 
is weakened, and the reading is too low. A 
hydrometer reading is inaccurate if taken im- 
mediately after water is added, because the water 
tends to remain at the top of the cell. When 
water is added, the battery should be charged 
for at least an hour to mix to electrolyte 
before a hydrometer reading is taken. 


Adjusting Specific Gravity 


Only authorized personnel should add acidto 
a battery. Acid with a specific gravity above 
1.350 is never added to a battery. 

If the specific gravity of a cell is more 
than it should be, it can be reduced to within 
limits by removing some of the electrolyte and 
adding distilled water. The battery is charged 
for 1 hour to mix the solution, and then hydro- 
meter readings are taken. The adjustment is 
continued until the desired true readings are 
obtained. 


MIXING ELECTROLYTES 


The electrolyte of a fully charged battery 
usually contains about 38 percent sulfuric 
acid by weight, or about 27 percent by volume. 
In preparing the electrolyte, distilled water 
and sulfuric acid are used. New batteries may 
be delivered with containers of concentrated 
sulfuric acid of 1.830 specific gravity or elec- 
trolyte of 1.400 specific gravity, both of which 
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must be diluted with distilled water to make 
electrolyte of the proper specific gravity. The 
‘container used for diluting. the acid should be 
made tof glass, earthenware, rubber; or lead. 

- When mixing electrolyte; ALWAYS POUR 
‘ACID INTO WATER -—never pour water into acid. 
-Pour the acid. slowly and cautiously to prevent 
éxcessive heating and splashing. Stir the solu- 
tion continuously with a nonmetallic rod to mix 
;the, heavier acid with the lighter water and to 
'keep the acid from sinking to the bottom. When 
concentrated acid is diluted, the solution be- 
comes very hot. ' 
TREATMENT OF ACID BURNS 

' If acid or electrolyte from a lead-acidbattery 
‘comes into contact with the skin, the affected 
area ,should be washed as soon as possible with 
large quantities of fresh water, after which a 
.salve such as petrolatum, boric acid, or zinc 
ointment should be applied. If none of these 
salves are.available, clean lubricating oil will 
suffice, When washing, large amounts of water 
‘should be used; since a small amount of water 
might do more harm than good in spreading the 
: acid burn. 

' Acid spilled on ‘clothing may be neutralized 
with dilute ammonia or a solution of baking soda 
and water. 


CAPACITY 


: The capacity of a battery is measured in 
ampere-hours, Аз mentioned before, the 
‘ampere-hour capacity is.equal to the product 
-of the current in amperes and the time in 
hours during which the battery is supplying 
‘this current, The ampere-hour capacity varies 
inversely with the discharge current. The size 
of a cell is determined generally by itsampere- 
hour capacity. The capacity of a cell depends 
upon many factors, the most important of these 
are as follows: 

1. The area of the plates in contact with 
ithe electrolyte. i 

2.. The quantity and жа; gravity of the 
electrolyte. 

3. .The type of Ава, 

4, The general condition of the battery (de- 
‘gree of sulfating, plates buckled, separators 
warped, sediment in. bottom of ‘cells, еќс.). 

9... The final limiting voltage. 
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RATING 


Storage batteries are ratedaccording to their 
rate of discharge and ampere-hour capacity. 
Most batteries, except aircraft and some used 
for radio and sound systems, are rated ac- 
cording to a 20-hour rate of discharge—that is, 
if a fully charged battery is completely dis- 
charged during а 20-hour period, it is discharged 
at the 20-hour rate. Thusifa battery can deliver 
20 amperes continuously for 20 hours, the battery 
has a rating of 20 x 20, or 400 ampere-hours. 
Thus the 20-hour rating is equal to the average 
current that a battery is capable of supplying 
without interruption for an interval of 20 hours. 
(NOTE: Aircraft batteries are rated according 
to a l-hour rate of discharge.) Some other 
ampere-hour ratings used are 6-hour and 10- 
hour ratings. 

All standard batteries deliver 100 percent 
of their available capacity if discharged in 20 
hours or more, but they will deliver less than 
their available capacity if discharged at a 
faster rate. The faster they discharge, the less 
ampere-hour capacity they have. 

The low-voltage limit, as specified by the 
manufacturer, is the limit beyond which very 
little useful energy can be obtained from a 
battery. For example, at the conclusion of a 
20-hour discharge test on a battery, the closed- 
circuit voltmeter reading is about 1.75 volts 
per celland the specific gravity of the electro- 
lyte is about 1.060. At the end of a charge, 
its closed-circuit voltmeter reading, while the 
battery is being charged at the finishing rate, 
is between 2.4 and 2.6 volts per cell. The 
specific gravity of the electrolyte corrected to 
80°Е is between 1.210 and 1.220. In climates 
of 40 F and below authority may be granted 
to increase the specific gravity to 1.280. Other 
batteries, of higher normal specific gravity, 
may also be increased. 


TEST DISCHARGE 


The test discharge is the best method of 
determining the capacity of a battery. Most 
battery switchboards are provided with the 
necessary equipment for giving test discharges. 
If proper equipment is not available, a tender, 
repair ship, or shore station may make the 
test. To determine the battery capacity, a 
battery is normally given a test discharge 
once every 6 months. Test discharges are also 
given whenever any cell of a battery after 
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charge cannot be brought within 10 points of 
full charge, or when one or more cells is 
found to have less than normal voltage after an 
equalizing charge. 

A test discharge must always be preceded 
by an equalizing charge. Immediately after the 
equalizing charge, the battery is discharged 
at its 20-hour rate until either the total bat- 
tery voltage drops to a value equal to 1.75 
times the number of cells in series or the 
voltage of any individual cell drops to 1.65 
volts, whichever occurs first. The rate of 
discharge should be kept constant throughout 
the test discharge. Because standard batteries 
are rated at the 20-hour capacity, the discharge 
rate for a 200 ampere-hour battery is 200/20, 
or 10 amperes, Ifthe temperature ofthe electro- 
lyte at the beginning of the charge is not exactly 
80° F, the time duration of the discharge must 
be corrected for the actual temperature of the 
‘battery. 

A battery of 100-percent capacity discharges 
at its 20-hour rate for 20 hours before reach- 
ing its low-voltage limit. If the battery or one 
of its cells reaches the low-voltage limit be- 
fore the 20-hour period has elapsed, the dis- 
charge is discontinued immediately andthe per- 
centage of capacity is determined from the 
equation 


c= + 


x 100 
where C is the percentage of ampere-hour capa- 
city available, Hathe total hours of discharge, 
and H; the total hours for 100-percent capacity, 
The date for each test discharge should be 
recorded on the ‘storage battery record sheet. 
For example, a 200-ampere-hour 6-volt 
battery delivers an average current of 10 
amperes for 20 hours, At the end of this 
period the battery voltage is 5.25 volts. On 
a later test the same battery delivers an aver- 
age current of 10 атрегеѕ foronly 14 hours. The 
discharge was stopped at the end of this time 
because the voltage of the middle cell was 
found to be only 1.65 volts. The percentage of 
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capacity of the battery is now 45 X 100, or 70 


percent. Thus, the ampere-hour capacity of 
this battery is reduced to 0.7 x 200= 140 
ampere hours. 


STATE OF CHARGE 


After a battery is discharged completely 
from full charge at the 20-hour rate, the specific 
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gravity has dropped about 150 points to about 
1.060. The number of points that the specific 
gravity drops per ampere-hour can be de- 
termined for each type of battery. For each 
ampere-hour taken out of a battery a definite 
amount of acid is removed from the electrolyte 
and combined with plates. 


For example, if a battery is discharged 
from full charge to the low-voltage limit at 
the 20-hour rate and if 100 ampere-hours are 
obtained with a specific gravity drop of 150 


points, there is a drop of 190, or 1.5 points 


per ampere-hour delivered. If the reduction 
is specific gravity per ampere-hour is known, 
the drop in specific gravity for this battery 
may be predicted for any number of ampere- 
hours delivered to a load. For example, if "0 
ampere-hours are delivered by the battery at 
the 20-hour rate or any other rate or collection 
of rates, the drop in specific gravity is 70 x 1.5, 
or 105 points. 

Conversely, if the drop in specific gravity 
per ampere-hour and the total drop in specific 
gravity are known, the ampere-hours delivered 
by a battery may be determined. For example, 
if the specific gravity of the previously con- 
Sidered battery is 1.210 when the battery is 
fully charged and 1.150 when it is partly dis- 
charged, the drop in specific gravity is 1,210 - 
1,150, or 60 points, and the number of ampere- 


hours taken out of the battery is $e., or 40 


ampere-hours. Thus the number of ampere- 
hours expended in any battery discharge can 
be determined from the following items. 

1. The specific gravity when the battery is 
fully charged. 

2. The specific gravity after the battery has 
been discharged. 

3. The reduction is specific gravity per 
ampere-hour. 


Voltage alone is not a reliable indication 
of the state of charge of a battery except when 
the voltage is near the low-voltage limit on 
discharge. During discharge the voltage falls. 
The higher the rate of discharge the lower 
will be the terminal voltage. Open-circuit volt- 
age is of little value because the variation 
between full charge and complete discharge is 
so small—only about 0.1 volt per cell. However, 
abnormally low voltage does indicate injurious 
sulfation or some other serious deterioration 
of the plates. 
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TYPES OF CHARGES 


The following types of charges may be given 
to а storage battery, depending upon the con- 
dition of the battery: 

. Tnitial charge. 
Normal charge. 
Equalizing charge. 
. Floating charge. 
Fast charge. 
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‘Initial Charge 


When a new battery is shipped dry, the 
.plates are in an uncharged condition. After 
the electrolyte has been added it is necessaryto 
convert the: plates into the charged condition. 
This is accomplished by giving the battery a 
long low-rate initial charge. The charge is 
given in accordance with the manufacturer's 
instructions, which are shipped with each bat- 
tery. If the manufacturer's instructions are not 
available, reference should be made to the de- 
tailed instruction in current directives. 


Normal Charge 


A normal charge is а routine charge that 
is given in accordance with the nameplate data 
during the ordinary cycle of operationto restore 
the batteryto its charged condition, The following 
steps should be observed: 

1. Determine the starting and finishing rate 
from the nameplate data. | 

2. Add water, as necessary, to each cell. 

3, Connect the battery to the charging panel 
and make sure the connections are clean and 
tight. 

4. Turn on the charging circuit and set the 
current through the battery at the value given 
as the starting rate. 

9, Check the temperature and specific 
gravity of pilot cells hourly. 

6. When the battery begins to gas freely, 
reduce the charging current to the finishing 
rate. 

A normal charge is complete when the 
specific gravity of the pilot cell, corrected 
for temperature,.is within 5 points (0.005) of 
the specific gravity obtained on the previous 
equalizing charge. 


Equalizing Charge 


* An equalizing charge is an extended normal 
charge at the finishing rate. It is given 
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periodically to insure that all the sulfate is 
driven from the plates and that all the cells 
are restored to a maximum specific gravity. 
The equalizing charge is continued until the 
specific gravity of all cells, corrected for 
temperature, shows no change for a 4-hour 
period. Readings of all cells are taken every 
half hour. 


Floating Charge 


A battery may be maintained at full charge 
by connecting it across a charging source that 
has a voltage maintained within the limits of 
from 2.13 to 2.17 volts per cell of the battery. 
In a floating charge, the charging rate is de- 
termined by the battery .voltage rather than by 
a definite current value. The voltage is main- 
tained between 2.13 and 2.17 volts per cell 
with an average as close to 2.15 volts as pos- 
sible. 


Fast Charge 


A fast charge is used when a battery must 
be recharged in the shortest possible time. The 
charge starts at a much higher rate than is 
normally used for charging. It should be used 
only in an emergency as this type charge may 
be harmful to the battery. 


CHARGING RATE 


Normally, the charging rate of Navy storage 
batteries is given on the battery nameplate. 
If the available charging equipment does not 
have the desired charging rates, the nearest 
available rates should be used. However, ‘the 
rate should never be so high that violent gassing 
occurs. NEVER ALLOW THE TEMPERATURE 
OF THE ELECTROLYTE IN ANY CELL TO 
RISE ABOVE 125°F, 


CHARGING TIME 


The charge must be continued until the battery 
is fully charged. Frequent readings of specific 
gravity should be taken during the charge. These 
readings should be corrected to 80°F and com- 
pared with the’ reading taken before the bat- 
tery was placed on charge. Ifthe rise in specific 
gravity in points per ampere-hour is known, the 
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approximate time in hours required to complete 
the charge is as follows: 


rise in specific gravity 
in points to complete charge 


charging rate 
in amperes 


rise in specific 
gravity in points 
per ampere-hour 


x 


GASSING 


When a battery is being charged, a portion 
of the energy is dissipated in the electrolysis 
of the water in the electrolyte. Thus, hydrogen 
is released at the negative plates and oxygen 
at the positive plates. These gases bubble up 
through the electrolyte and collect in the air 
space at the top of the cell. If violent gassing 
occurs when the battery is first placed on 
charge, the charging rate is too high. If the 
rate is not too high steady gassing which de- 
velops as the charging proceeds, indicates that 
the battery is nearing a fully charged condition. 
A mixture of hydrogen and air can be dangerously 
explosive. No smoking, electric sparks, or open 
flames should be permitted near charging bat- 
teries. 


NICKEL-CADMIUM BATTERIES 


The nickel-cadmium batteries are far 
superior to the lead-acid type. Some are phy- 
sically and electrically interchangeable with 
the lead-acid type, while some are sealed units 
which use standard plug and receptacle con- 
nections which are used on other electrical 
components. These batteries generally require 
less maintenance than lead-acid batteries 
throughout their service life in regard to the 
adding of electrolyte or water. 

The nickel-cadmium and lead-acid batteries 
have capacities that are comparable at normal 
discharge rates, but at high discharge rates 
the nickel-cadmium battery can: 

1. Be charged in a short time. 

2. Deliver a large amount of power. 

3. Stay idle in any state of charge for an 
indefinite time and keep a full charge when 
Stored for a long time. 

4. Be charged and discharged any number of 
times without any appreciable damage. 


52 


5. The individual cells may be replaced if 
а cell wears out; the rest of the cells do not 
have to be replaced. 

Due to their superior capabilities, nickel- 
cadmium batteries are being used extensively 
in many military applications that require a 
battery with a high discharge rate. A prime 
example is the aircraft storage battery. 

Some lead-acid batteries are equipped with 
the same quick-disconnect receptacle and plug 
used on nickel-cadmium batteries. In 
distinguishing a lead-acid battery from a nickel- 
cadmium battery or a silver-zinc battery, the 
nameplate of each battery should be checked, 
since the physical appearance could be the same. 
(See fig. 3-16.) 





AE.98 ` 
Figure 3-16.—(A) Nickel-cadmium battery; (B) 
lead-acid battery. 


The nickel-cadmium battery plates are con- 
structed of nickel powder sintered to a nickel 
wire screen. The active materials (nickel- 
hydroxide on the positive plate and cadmium- 
hydroxide on the negative plate) are electrically 
bonded to the basic plate structure. The 
separators are constructed of plastic, nylon 
cloth, or a special type of cellophane, and as- 
sembled as a cell core with plates. (See fig. 
3-17.) 

The construction of the sintered-plate cell 
is accomplished by a powder metallurgy process. 
Carbonyl nickel powder is lightly compressed 
in a mold and then is subjected either toa 
temperature of about 1,600 F in a sintering 
furnace or to a sudden heavy electric current. 
Either process causes the individual grains 
of nickel to weld at their points of contact, 
producing a porous plaque which is approximately 
80 percent open holes and 20 percent solid 
nickel. The plaques are then impregnated with 
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Figure 3-17,—Nickel-cadmium cell. 


active materials, They are then soaked in a 
solution of nickel salts to make the positive 
plates and in a solution of cadmium salts to 
make negative plates. The bath is repeated 
until the plaques contain the amount of active 
material necessary to give them the capacity 
desired, When the plaquesare impregnated, they 
are classified as plates. 

The electrolyte used in a nickel-cadmium 
battery is a 30-percent-by-weight solution of 
potassium hydroxide in distilled water. 
Chemically speaking, this is just about the exact 
opposite to the diluted sulfuric acid used in the 
lead battery. As with lead-acid batteries, there 
are limitations on the concentration of elec- 
trolyte solution that can be used in nickel- 
cadmium cells, The specific gravity of the 
solution should not be outside the range of 1,240 
to 1.300 at 70 F. The electrolyte in the nickel- 
cadmium battery does not chemically react with 
the plates as the electrolyte does in the lead 
battery. It acts only as a conductor of current 
between plates—therefore, по flaking or 
shredding of active material, Consequently the 
plates do not deteriorate, nor does the specific 
gravity of the electrolyte appreciably change. 
For this reason, it is not possible to deter- 
mine the charge state of a nickel-cadmium bat- 
tery by checking the electrolyte with a hydro- 
meter; neither can the charge be determined by 
a voltage test because ofthe inherent character- 
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istic that the voltage remains constant during 90 
percent of the discharge cycle. 

No external vent is required since gassing 
of this type battery is practically negligible. 
As a safety precaution, however, relief valves 
have been installed in the fill hole cap of each 
cell (fig. 3-18) in order to release any excess 
gas that is formed when the battery is charged 
improperly. 














AE.100 
Figure 3-18,—Relief valves in negative post of 
cells. 


CHARGE DETERMINATION 


At the present time, a simple method of deter- 
mining the exact state of charge has not been de- 
veloped, In an aircraft battery, the only practical 
method is to measure the open circuit battery 
voltage, If the open circuit voltage exceeds 1.4 
volts per cellandthe batteryvoltage is 26.0 volts 
(normally 28.0 volts) or more, it canbe assumed 
that the battery is fully charged. Ifthe cell volt- 
age is less than 1.0 volt under load, or the battery 
voltage measures 25 volts or less, it canbe as- 
sumed that the batteryhas expended over 90 per- 
cent of its capacity and is in need of charging. 

In a battery shop, either of two methods 
may be used for determining the state of charge 
of a nickel-cadmium battery; namely, the con- 
stant potential method or the discharge method, 
The constant potential method consists of con- 
necting a constant potential of 28.5 + 0.3 volts 
across the battery and observing the charging 
current. If the current falls to 3 amperes or 
less within 5 minutes, the battery is charged. 

The discharge method consists of placing a 
15-ampere load across the battery for 5 minutes. 
If the voltage does not drop below 22 volts 
during the discharge period, the battery may be 
returned to service after being recharged. 
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. The available ampre-hour capacity cannot be 
accurately determined, Therefore, it is recom- 
mended that any battery whose charge is un- 
known or subject to doubt be discharged to or 
beyond the manufacturer's set end point of 1.0 
or 1.1 volts, and then be recharged in ac- 
cordance with the appropriate instructions. This 
process will prevent possible damage to the 
cells from overcharge. 


CHARGING 


Nickel-cadmium batteries should preferably 
be charged at an ambient temperature of 70° to 
80° Е. Never allow a battery on charge to exceed 
100°F as this may cause overcharging and gas- 
sing. In the battery shop a thermometer should 
be placed between the central cells in such a 
manner that the bulb of. the thermometer is 
located below the top of the cell. Whenever the 
temperature of battery is 100?F or higher, the 
battery should not be charged. 

The rate of charging of a nickel-cadmium 
battery is dependent upon two factors, the first 
being the charging voltage, and the second being 
the temperature of the battery. In hot weather 
where the ground dir temperature approaches 
90°F or higher, the battery can be adequately 
charged at 2" volts, In mild groundair tempera- 
tures ranging from 35^ to 85^F, the battery 
can be satisfactorily charged at 27.5 volts. In 
cold, subfreezing weather the battery requires 
a charging voltage of 28.5 volts. 

The nickel-cadmium battery was designed 
and constructed to operate without gassing of 
the cells, The charging valtage should be main- 
tained below the gassing voltage (approximately 
29.4 volts at 80°F) so that the life of the battery 
is prolonged, Therefore, on constant potential 
charging in the battery shop, the voltage should 
be set at 28 volts or less. Under no cir- 
cumstances should this voltage exceed 28.5 
volts. 

If the battery has never been placed in serv- 
ice, follow the manufacturer's instructions ac- 
companying the battery for the initial charge. 
If possible, the battery should be charged bythe 
constant potential method. 

For constant potential charging, maintain the 
battery at 28 volts for 4 hours, or until the 
current drops below 3 amperes. Do not allow 
battery temperature to exceed 100"F, 

For constant current charging, start the 
charge at 10 to 15 amperes and continue until 
the voltage reaches 28.5 volts—then reduce the 
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reduce the current to 4 amperes and continue 
charging until the battery voltage reaches 28.5 
volts, or until the battery temperature exceeds 
100° F and the voltage begins to decline. 

Never add electrolyte unless the battery is 
fully charged. Allow the fully charged battery 
to stand for a period of 3 or 4 hours before 
distilled water can be added to bring the elec- 
trolyte to the proper level. A hydrometer or 
syringe can be used for introduction of the 
distilled water—just enough to cover thé top 
of the plates, The battery solution is then re- 
cycled to stir the water and prevent it from 
freezing during cold-weather operation. 


SAFETY PRECAUTIONS 


The electrolyte used in nickel-cadmium bat- 
teries is potassium hydroxide (KOH). This is 
a highly corrosive alkaline solution, and should 
be handled with the same degree of caution 
as sulfuric acid (H9SO4). Personnel should al- 
ways wear rubber gloves, a rubber apron, and 
protective goggles when handling and servicing 
these batteries. If the electrolyte is spilled 
on the skin or clothing, the exposed area should 
be rinsed immediately with water, or if avail- 
able, vinegar, lemon juice, or boric acid solu- 
tion. If the face or eyes are affected, treat 
as above and report immediately for medical 
examination and treatment. 

The battery shop used for nickel-cadmium 
batteries should be a separate isolated shop 
from the lead-acid battery shop. 


SILVER- ZINC BATTERIES 


Silver-zinc batteries are used largely in 
military applications and in some industrial 
applications where their unique characteristics 
are sufficiently important to justify their com- 
paratively high cost. 

The silver-zinc battery was developed for 
one major andone secondary purpose. The major 
purpose was to secure a large quantity of elec- 
trical power for emergency operations. The 
Secondary purpose was topermit a design weight 
savings in new batteries. A lightweight, silver- 
zinc battery provides as much electrical capa- 
city as a much larger lead-acid or nickel- 
cadmium battery. 

Operational silver-zinc batteries have a 
nominal operating voltage of 24 volts, obtained 
with sixteen 1.5 volt cells. Cell electrolytic 
levels should be monitored and adjusted 
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periodically. The other required operations that 
might be considered maintenance arethe normal 
recharging of the battery and keeping the top 
surfaces of the cells reasonably clean, 


CHARACTERISTICS 


Because of its extremely low internal re- 
sistance, the silver-zinc battery is capable of 
discharge rates of up to 30 times its ampere- 
hour rating. The low internal resistance (as 
low as 0.0003 ohms per cell) is due primarily 
to the excellent conductivity of its plates, the 
close plate spacing (possible because small 
amounts of electrolyte may be used success- 
fully, and the fact that the composition (and 
therefore the conductivity) of the electrolyte 
does not change during discharge. The internal 
conductivity of the battery increases during dis- 
charge as the positive plates are changed from 
oxides of silver (fair conductors) to metallic 
silver. 

The high electrical capacity per unit of 
Space and weight is a result of the close plate 
Spacing, the large degree to which the active 
plate materials are utilized, and the absence 
of heavy supporting grids in the plate. Silver- 
zinc batteries are capable of producing as 
much as six times more energy per unit of 
weight and volume than other types. Silver- 
zinc cells have been built with capacities ranging 
from tenths of ampere-hours to thousands of 
ampere-hours. 

Good voltage regulation is provided by the 
relatively constant voltage discharge character- 
istic of the silver-zinc battery. Terminal volt- 
age is essentially constant throughout most of 
the discharge when discharged at rates higher 
than 2- or 3-hour rate. 

Silver-zinc batteries have a maximum serv- 
ice cycle life which is less than that of other 
types, but their life expectancy compares favor- 
ably with that of other types of batteries that 
are designed for maximum capacity per unit 
of space and weight such as nickel-cadmium 
batteries. 


OPERATION 


The construction and electrochemical re- 
actions of the silver-zinc battery are somewhat 
similar to those of the nickel-cadmium type. 
When in the fully charged condition, the positive 
plates are composed of silver oxide and the 
negative plates of zinc. As the battery dis- 
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charges, the positive plates are reduced to 
metallic silver and the negative plates are 
oxidized. Thus, when the battery is discharg- 
ing, electrons are flowing out of the cathode 
(negative plates) and into the anode (positive 
plates) by way of the external circuit. 

The electrolyte, potassium hydroxide in 
aqueous solution, exists as potassium (K) and 
hydroxide (OH) ions, which serve onlyto conduct 
the electric charge between the plates. Thus, 
the electronic or metallic conduction in the 
external circuit is balanced by the ionic or 
electrolytic conduction through the electrolyte, 
SO as to maintain the net charge transfer into 
and out of each electrode the same. 

As with other types of alkaline cells, and 
unlike lead-acid cells, the electrolyte does not 
take part in the chemical transformations and 
therefore its specific gravity does not change 
with the state of charge of the cell. As long 
as the plates are covered, the electrical capa- 
city of the battery is independent of the amount 
of electrolyte present, 

In general, silver-zinc batteries require 
maintenance which is similar in many respects 
to that which is required of the lead-acid 
batteries. Testing the open circuit voltage of 
the battery is the method by which its state 
of charge is determined. 

A silver-zinc battery tester or a voltmeter 
which reads accurately to 0.1 volt should be 
used to test the open circuit voltage of the 
battery. If the reading is below 25.6 volts, re- 
move the battery cover and inspect the top of 
the battery for corrosion or damaged cells. 
If any damage is evident, remove and replace 
the battery. 


CHARGING 


The silver-zinc battery is usually shipped 
in a dry condition. Only the special electrolyte 
furnished in the filling kit provided with each 
new battery should be used, Some battery types 
may use electrolytes containing special ad- 
ditives; other electrolytes, if used, may degrade 
the battery. The electrolyte must be kept in a 
closed alkali-resistant container, or it will 
absorb carbon dioxide from the air anddeterio- 
rate, The filling kit contains detailed instruc- 
tions for filling and should be followed in detail. 
(NOTE: Batteries that will not be used within 30 
days should be stored in the dry state.) 

Silver-zinc batteries are sensitive to ex- 
cessive voltage during charging and may be 


BASIC ELECTRICIT Y 





damaged if the voltage exceeds 2.05 volts per 
cell. Precaution must therefore be taken to 
insure that the charging equipment is adjusted 
accurately to cut off the current at 28.7 volts. 

Where charging is not monitored auto- 
matically or periodically, a voltage cut off system 
must be used which will interrupt the charging 
current when the voltage rises to 28.7 volts. 

If possible, charging should be performed 
at an ambient temperature of 60° to 90°F, and 
the battery temperature during charging should 
not exceed 150°F as measured at the intercell 
connections. 

While silver-zinc batteries do not generate 
any harmful gases during normal charge and 
discharge operations, they do generate both 
oxygen and hydrogen gases during excessive 
overcharging. All vent caps and spong-rubber 
plugs must be removed from the vent hole 
during charging operations, If electrolyte is 
forced from the vent holes or if excessive 
gassing is evident, it is an indication of over- 
heating, and the charging should be interrupted 
for 8 hours to allow the battery to cool. After 
charging, the batteries should be allowed to 
stand idle at least 8 hours. 

The level of the electrolyte of each cell 
of the battery should be checked after charging 
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and the level adjusted by either removing any 
excess electrolyte or by adding distilled water 
if low. 

The safety precautions relating to silver- 
zinc batteries are the same as those which 
have been presented for the nickel-cadmium bat- 
teries. 


 SILVER-CADMIUM BATTERY 


One of the recent developments in storage 
batteries is the silver-cadmium battery. Gen- 
erally, the most important requirements for 
evaluating and designing a battery: are for 
high energy density, good voltage regulation, 
long shelf life, repeatable number of cycles, 
and long service life expectancy. The. silver- 
cadmium battery is designed to offer the overall 
maximum performance in all of these ex- 
pectations. : : 

The silver-cadmium battery has more than 
twice the wet shelf life of the silver-zinc bat- 
tery. The long shelf life plus the good voltage 
regulation makes the silver-cadmium battery a 
highly desirable addition to the family of elec- 
tric storage batteries. Limitations include lower 
cell voltage than other rechargeable batteries 
and high initial cost. 


СНАРТЕК 4 


SERIES D-C CIRCUITS 


SIMPLE ELECTRIC CIRCUIT 


Whenever two unequal chargesare connected 
by a conductor, a complete pathway for current 
flow exist, Current will flow from the negative 
to the positive charge. This was illustrated in 
chapter 2. 

An electric circuit is a completed conducting 
pathway, consisting not only of the conductor, 
but including the path through the voltage source. 
Current flows from the positive terminal through 
the source, emerging at the negative terminal. 
As an example, a lamp connected by conductors 
across a dry cellformsa simple electric circuit. 
(Refer to fig. 4-1.) 

Current flows from the negative (-) terminal 
of the battery through the lamp to the positive 
(+) battery terminal, and continues by going 
through the battery from the positive (+) terminal 
to the negative (-) terminal. As long asthis path- 
way isunbroken, itisa closed circuit and current 
will flow, However, if the path is brokenat ANY 
point, it is an open circuit and no current flows. 
(See fig. 4-1 (B).) 

Current flow in the external circuit is the 
movement of electrons in the direction indicated 
by the arrows (from the negative terminal 
through the lamp to the positive terminal). (See 
fig. 4-1 (A).) Current flow inthe internalbattery 
circuit is the simultaneous movement in opposite 
directions of positive hydrogen ions toward the 
positive terminal of the battery and negative ions 
toward the negative terminal. 


SCHEMATIC REPRESENTATION 


A SCHEMATIC isa diagram in which symbols 
are used for the various components instead of 
pictures. These symbols are used in an effort 
to make the diagrams easier to draw andeasier 
to: understand. In this respect, schematic 
symbols aid the technician in the same way that 
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shorthand aids the stenographer. In previous 
chapters the schematic symbols for cells and 
resistances were presented. These symbols 
will now be used to discuss the circuits of 
figure 4-1. 

A schematic diagram of a basic circuit is 
shown in figure 4-2. The battery is designated 
by the letter symbols Epp, the light bulb in 
the circuit is labeled Бі. Since in reality the 
light bulb element is nothing more than a wire 
wound resistor, the conventional resistor 
symbol is used for the bulb in this discussion. 
It should be noted, however, that the light bulb 
has its own specific schematic symboland is not 
normally drawn as a resistor. The standard 
symbol used for a light bulb is discussed at 
a later time when need arises. 

In studies of electricity and electronics many 
circuits are analyzed which consist mainly of 
specially designed resistive components. As 
previously stated, these components are called 
resistors. Throughout the remaining analysis 
of the basic circuit, the resistive component 
wil be a physical resistor. However, the 
resistive component could be any one of several 
electrical devices. 

A closed loop of wire (conductor) is not 
necessarily a circuit. A source of voltage must 
be included to make it an electric circuit. In 
any electric circuit where electrons move around 
a closed loop, current, voltage, and resistance 
are present. The physical pathway for current 
flow is actually the circuit. Its resistance 
controls the amount of current flow around the 
circuit. By knowing any two of the three 
quantities, such as voltage and current, the third 
(resistance) may be determined. This is done 
mathematical by the use of Ohm's LAW, 


OHM’S LAW 


In the early part of the 19th century Georg 
Simon Ohm proved by experiment that a precise 
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(A) 
CLOSED CIRCUIT 


(8) 
OPEN CIRCUIT 


BE.41 
Figure 4-1.—(AÀ) Simple electric circuit (closed); 
(B) simple electric circuit (open). 


relationship exists between current, voltage, and 
resistance. This relationship is called Ohm's 
Law and is stated as follows: 

The current in a circuit is DIRECTLY pro- 
portional to the applied voltage andINVERSELY 
proportional to the circuit resistance. Ohm's 
Law may be expressed as an equation: 


PE * 
Tes (4 a 
Where: І = current in amperes 
E = voltage in volts 


R= resistance 
in ohms 


If any two of the quantities in equation (4-1) 
are known, the third may be easily found. For 
example; Figure 4-3 shows a circuit containing 
a resistance-of 1,5 ohms anda source voltage 
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| BE.42 
Figure 4-2.—Schematic diagram of a basic 
ui circuit. | 
of 1.5 volts. How much current flows in the 
circuit? 


Given: E = 1.5 volts 
R = 1.5 ohms . 
I = ? 
; Е 
Solution: I = R 
_ 15 
Жы 
I = lampere 


To observe the effect of source voltage on 
circuit current, the above problem will be 
Solved again using double the previous source 
voltage. 


Given: E = 3 volts 
= 1,5 ohms 
I= ? 
Solution: I= E ‚ 
= 15 
І = 2 атрегеѕ 
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.—Determining current in a basic 


Figure 4-3 
e .: circuit, 


ОЈ 


Notice that as the source voltage doubles, 
the circuit current also'doubles. 

Circuit current ‘is. directly proportional to 
applied voltage’ and will change by the same 
factor that the voltage changes. 

To verify the statement that current is in- 
versely proportional ‘to resistance, assume the 
resistor in figure 4-3 to have a value of 3 
ohms. ` | 


1.5 volts 


Given: Е = 
R = 3 ohms 
n e ik. = ? 
Solution: |, Т, E. a 
T 


I - 0.5 ampere 

Comparing this current of 0.5ampere for the 
3 ohm resistor, to the 1 ampere of current ob- 
tained with the 1.5-ohm resistor, shows that 
doubling the resistance will reduce the curreat 
to one half the original value. Circuit current 
is inversely рио {о the circuit 
resistance. 


т 


59: 


їп many circuit applications current is known 
and either the voltage or the resistance will be 
the uaknown quantity. To solve a problem in 
which current and’ resistance are known, the 
basic formula for Ohm* S Law must be tráns- 
posed to solve for E as follows: . f 


Basic, equation: (4-1) 


Multiply both sides of the equation by R. 


R= qu | 
IR^ E 
= IR (4-2) 


To transpose the basic formula when ге- 
sistance is unknown: А 


Basic equation: І = = (4-1) 


Multiply both sides of the equation by R. 


a 
IR= E 


Divide both sides of the equation by I. 


zB E 
‘I Ü 

R= E (4-3) 
Example: What voltage is required to. 


properly light a lamp having a resistance of 10, 
ohms and a current rating of 1 ampere? 

First draw a circuit like figure 4- 4 including 
all the given information. 


Given: R = 10 ohms 
I = 1 ampere 
Е =? 
Solution: E =IR 
| Е = 1 х 10 
E = 10 volts 
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Figure 4-4,—Determining voltage in a basic 
circuit, 


Example: When a 10 volt source is connected 
to a circuit, the circuit draws 5 amperes of 
current from the source, How much resistance 
is contained in the circuit? 


Given: E = 10 volts 
I 55 
R=? 


Draw and label a circuit like figure 4-5. 


Solution: R = Е (4-3) 
10 
кет 
R = 20hms 


Although the three equations representing 
Ohm's Law are fairly simple, they are perhaps 
the most important of all electrical equations. 
These three equations andthe lawthey represent 
must be thoroughly understoodbefore continuing 
on to more advanced theory. 


GRAPHICAL ANALYSIS 


One of the most valuable methods of inquiry 
available to the technician is that of graphical 
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Figure 4-5. —Determining resistance in a basic 
circuit. 


analysis. No other method provides а more 
convenient or more rapid way to observe the 
characteristics of an electrical device. 

The first step in constructing a graph 
consists of obtaining a table of data from 
which the graph will evolve. The information 
in the table can be obtained experimentally 
by taking laboratory measurements on the 
device under examination, or can be obtained 
theoretically through a series of computations. 
The latter method will be used here. 

Let us assume that the characteristics of 
the circuit shown in figure 4-6 are to be in- 
vestigated using Ohm’s Law and graphical 
methods. Since there are three variables 
(E, I, and R) under consideration, there are 
three unique graphs that may be constructed. 

In constructing any graph of electrical 
quantities, it is standard practice to vary one 
quantity in a specified way, and note the changes 
which occur in a second quantity. The quantity 
which is intentionally varied is called the in- 
dependent variable and is plotted onthe X-A XIS. 
The second quantity which changes asa result of 
changes in the first quantity is called the de- 
pendent variable and is plotted on the Y-AXIS. 
Any other quantities involved are held constant; 
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Figure 4-6, — Three variables in a series circuit. 


In the circuit of figure 4-6the resistance will 
remain fixed (constant) andthe voltage (indepen- 
dent variable) will be varied, The resulting 
changes in current (dependent variable) willthen 
be graphed. 

То aid in compiling the data, а table of values 
is completed as shown in figure 4-7. This table 
Shows R to be held constant at 10 ohms as E is 
varied from 0 to 20 volts іп 5-volt steps. Through 
the use of Ohm’s Law the value of current in 
column two of the table can be calculated for 
each value of voltage in column one. When the 
table is complete, the information it contains 
can be used to construct the graph in figure 
4-7, For example, when the voltage applied to 
the 10-ohm resistor is 10 volts, the current is 
1 ampere. These values of current and voltage 
determine a point on the graph. When all the 
points have been plotted, a smooth curve is 
drawn through the points, This curve is called 
the volt-ampere characteristic for the 10-ohm 
resistor. с 

Through the use of this curve the value of 
current through the resistor can be quickly 
determined for any value of voltage between 0 
and 20 volts. 

A very important characteristic of a fixed 
resistor is illustrated by the graph in figure 
4-7, Since the volt-ampere characteristic curve 
is а straight line, it shows that equal changes of 
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voltage across a resistor produce equal changes 
in current through the resistor. Because of this 
straight line characteristic, the fixed resistor 
is called a linear device. 
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Figure 4-"7.—Volt-ampere characteristic. 


This graph illustrates an important char- 
acteristic of the basic law—namely, the current 
varies directly with the applied voltage if the 
resistance is constant, 

If the voltage across a load is maintained 
at a constant value, the current through the 
load will depend solely upon the effective re- 
sistance of the load. For example, with a 
constant voltage of 12 volts and a resistance 


of 12 abis; the current will be 3 or 1 ampere. 


If the resistance is halved, the current will be 
doubled; if the resistance is doubled, the current 
will be halved. In other words, the current will 
vary inversely with the resistance. . 

If the resistance of the load is reduced in 
steps of 2 ohms starting at 12 ohms and con- 
tinuing to 2 ohms, the current through the load 


8 
= 2 amperes; and so forth. The relation 


becomes 22 = 1,2 amperes; = 1.5 amperes; 
12 
g 
between current and resistance in this example 
is expressed as a graph (fig. 4-8), whose 
12 


equation is I= БС The numerator of the 
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fraction represents a constant value of 12 voits 
in this example. As R approaches a small value 
the current approaches a very large value. The 
example illustrates а second equally important 
relation in Ohm's law—namely, that the current 
varies inversely with the resistance. 


AMPERES 
(DD 6 






€=12 VOLTS 
(CONSTANT) 


о 
O 2 4 6 в 10 12 OHMS (п) 
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Figure 4-8,—Relation between current and 


resistance. 


If the current through the load is main- 
tained constant at 5 amperes, the voltageacross 
the load will depend upon the resistance of the 
load and will vary directly with it. The relation 
between voltage and resistance is shown in the 
graph of figure 4-9. Values of resistance are 
plotted horizontally along the X-axis to the right 
of the origin, and corresponding values of voltage 
are plotted vertically along the Y-axis above the 
origin, The graph is a straight line having the 
equation E = 5R. The coefficient 5 represents 
the assumed current of 5 amperes which is 
constant in this example. Thus, athirdimportant 
relation is illustrated—namely, that the voltage 
Across a device varies directly with the effective 
resistance of the device provided the current 
through the device is maintained constant, 


APPLYING OHM'S LAW 


Equation (4-1) may betransposedto solve for 
the resistance if the current and voltage are 
known, or to solve for the voltage if the current 


and resistance are known, Thus, В = Е апа 


Е = IR. For example, if the voltage across a 
device is 50 volts and the current through it is 
2 amperes, the resistance of the device will be 
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Figure 4-9.—Graph of voltage vs. resistance 
with constant current. 


50 
2 , 
a wire is 3 amperes and the resistance of the 
wire is 0.5 ohm, the voltage drop across the 
wire will be З x 0.5, or 1.5 volts. 

, Equation (4-1) and its transpositions may 
be obtained readily with the aid of figure 4-10. 
The circle containing E, I, and R is divided 
into two parts with E above the line and IR 
below it. To determine the unknown quantity, 
first cover that quantity with a finger. The 
location of the remaining uncovered letters 
in the circle will indicate the mathematical 
operation to be performed. For example, to 
find I, cover I with a finger. The uncovered 
letters indicate that E is to be divided by R, 


or 25 ohms. Also, if the current through 


ог І = т . To find E, cover E. The result 
indicates that I is to be multiplied by R, or 
E -IR. To find R, cover R. The result in- 
dicates that E is to be divided by I, 
E 

orR= T° 

The beginning student is cautioned not to 
rely wholly on the use of this diagram when 
transposing simple formulas but rather to use 
it to supplement his knowledge of the algebraic 
method, Algebra is a basic tool in the solution 
of electrical problems and the importance of 
knowing how to use it should not be under- 
emphasized or bypassed after the student has 
learned a shortcut method such as the one 
indicated in this figure. 


Chapter 4—SERIES D-C CIRCUITS 








BE.50 
Figure 4-10, —Ohm's law in diagram form. 


ELECTRIC POWER AND ENERGY 


POWER’ 7 


Power, whether electrical or mechanical, 
pertains to the rate at which workisbeing done. 
Work is done whenever a force causes motion, 
If a mechanical force is used to lift or move a 
weight, work is done. However, force exerted 
WITHOUT causing motion, such as the force of 
а compressed spring acting between two fixed 
objects, does not constitute work. 

Previously, it was shown that voltage is 
electrical force, and that voltage forces current 
to flow iná closed circuit. However, when voltage 
exists betwéen two points, but current cannot 
flow, no work is done. This is similar to the 
Spring under tension that produced no motion. 
When voltage causes electrons to move, work 
is done. The ‘instantaneous RATE at which this 
work is done is called the electric power rate, 
and its measure is the watt. 

A total amount of work may be done in dif- 
ferent lengths of time. For example, a given 
number of electrons may be moved from one 
point to another in 1 second or in 1 hour, de- 
pending on the RATE at which they are moved. 
In both cases, total work done is the same. 
However, when the work is done in a short 
time, the wattage, or INSTANTANEOUS POWER 
RATE is greater than when the same amount of 
work is done over a longer period of time. 

As stated, the basic unit of power is the 
WATT, and it is equal to the voltage across a 
circuit multiplied by current through the circuit. 
This represents the rate at any given instant at 
which work is being done in moving electrons 
through the circuit. The symbol P indicates 
electrical power. Thus, the basic power formula 
is P=E xI. E is the voltage across and I is 
the current through the resistor or circuit whose 
power is being measured. The amount of power 
will change when either voltage or current, or 
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both voltage and current change. This relation 
is shown with the graph and simple circuit in 
figure 4-11. 
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BE.51 
Figure 4-11.—Graph of power related to changing 
voltage and current. 


The resistance is 1 ohm, and does not change. 
Voltage E is increased in steps of 1 volt from 0 
to 8. By applying Ohm's, law, the current I is 
determined for each step of voltage. For 
instance, when E is 1 volt, the current I is 


E. 


== 4-1 
= (4-1) 
= 1 
MM 
І = 1 атреге 
Ромег Р, іп watts, is determined by applying 


the basic power formula P = E x I. When E is 


1 volt, Iis 1 ampere, so P is 
P-Exl 
= 1х1 
= 1 watt 


However, when E is 2 volts, and Iis 2 amperes, 
P becomes: 


P=Exl 
P=2x2 
P = 4 watts 
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It is important to note that when voltage E was 
doubled from 1 volt to 2 volts, power P doubled 
TWICE from 1 watt to 4 watts. This occurred 
because the doubling of voltage causeda doubling 
of current, therefore power was doubled twice. 
This is shown as follows: 


P=ExI 
P=Ex2xIx2 
Р = (1 x 2) x (1 x 2) 
P=2x2 

Р = 4 watts, 


This shows that the power in a circuit of 
fixed resistance is caused to change at a SQUARE 
rate by changes in applied voltage. Thus, the 
basic power formula P - ExI may also be 


P= ЕЕ. To further illustrate the square-rate 


relation between power and voltage, note on the 
graph that power is the square of voltage (when 
resistance is 1 ohm). For instance, when E is 
2 volts, P is 4 watts. When E is doubled to 4 
volts, P is 16 watts, and when E is redoubled 
to 8 volts, P becomes 64 watts. When resistance 
is any value other than 1 ohm, power will not 
be the exact square of voltage in quantity but 
it will still vary at a square rate. That is, re- 
gardless of the value of resistance, so long as 
it is fixed, when voltage doubles, power doubles 
twice. Also, when the voltage is halved, power 
is halved twice. 

Another important relation may be seen by 
studying figure 4-11. Thus far power has been 
calculated with voltage and current (Р = E х1), 


2 
and with voltage and resistance(P - E ). Refer- 


ring to figure 4-11, note that power also varies 
as the square of current just as it does with 
voltage. Thus, another formula for power, with 


current and resistance as its factors,is P = тв. 
Note that resistance Risa divisor 1п опе formula 
(P = B^, but 
(P = IÊR). This is true because of substitutions 
in the original formula P - E xI, That is, the 


is a multiplier in the other 
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Ohm's law equivalent oflisÉ, If this equivalent 
q R 


is substituted for I in the power formula 
P = E хІ, the results are as follows: 


P-ExI (4-4) 
Р = E 
Р = UR 

== (4-5) 


In addition, the Ohm’s law equivalent of E is 
I x R. If this equivalent is substituted for E, 
the power formula becomes 


P=ExI 
Р =(їхВ)х1 ` 
р =12в (4-6) 


In the foregoing discussion, and in figure 
4-11, it was shown how variations of the voltage 
impressed across a fixed resistance caused 
variations in the circuit current and power. The 
following discussion refers to figure 4-12. In 
this circuit, the voltage E is fixed at 10 volts, 
and the resistance R is the variable factor. 
(The arrow through the resistance means it is 
variable). 

When the resistance R is set at 1 ohm, the 
current I is 10 amperes, and the power is 


P =I°R (4-6) 
P = (102) xR 

Р = 100х1 

Р = 100 watts 


When the resistance is doubled to 2 ohms, 
this same calculation will show that power is 
halved to 50 watts, as the graph shows. 
Subsequent redoubling of the resistance to 4 and 
then to 8 ohms causes the power to be halved 
each time to 25 and 12-1/2 watts, respectively. 
Conversely, you should note the relation when 
starting with resistance at 10 ohms, with 10 
watts of power. If resistance is halved to 5 
ohms, power is doubled to 20 watts. 

In figures 4-11 and 4-12, current and power 
were caused to vary as a function of voltage, 
in one case, and of resistance in the other. In 
figure 4-13, however, current is held constant. 
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4-12.—Graph of power related to 
changing resistance and current. 


Figure 


This is done by raising or lowering voltage and 
resistance equally and directly with each other. 
The resulting variations in power are linear 
with those changes. That is, power is changed 
step-for-step with voltage. The changing re- 
sistance maintains a constant current despite 
changes of voltage. At any point on the graph, 
voltage divided by resistance is 1 ampere. Had 
the current been allowed to vary, power would 
have changed at a curved, or square rate, 
instead of linearly as on the graph. 

Up to this point, four of the most important 
basic electrical quantities have been discussed. 
These are E, I, R, and P. It is of fundamental 
importance that you thoroughly understand the 
interrelation of these quantities. You should 
understand how any one ofthese quantities either 
controls or is controlled by the others in an 
electrical circuit. These relations are further 
explained in the treatment that follows. You 
should compare each statement carefully with 
its associated formula. Check each formula 
for correctness by applying it to the graphs 
in figures 4-11, 4-12, or 4-13, (The appro- 
priate figure number is indicated after each of 
the following statements) 

1. Power, as related to E and I; P = EI 

(fig. 4-11). 

This formula states that P is the product 
of E multiplied by I, regardless of their indi- 
vidual values. If either E orl varies, P varies 
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Figure 4-13.— Graph of power relatedto changing 
voltage and resistance. 


proportionally. If both E and I vary, P varies at 
a square rate. 
2. Power, as related to I and R: P = IR 
(fig. 4-12). 
This formula states that if R is held 
constant, and I is varied, P variesasthe square 
of I, because I appears as a squared quantity 


aĉ) in the formula. Also, if I is held constant 
and R is varied, P varies directly and pro- 
portionally to R, because R is a multiplier in 
the formula. 
3. Power, as related to 
(fig. 4-13). 
This formula states that if R is held 
constant as E is varied, P varies as the square 
of E, because E appears as a squared quantity 


(E^ in the formula. Also, if E is held constant 
and R is varied, P varies inversely but propor- 
tionally to R, because R is a divisor inthe 
formula. І 

In the preceding paragraph, P was expressed 
in terms of alternate pairs of the other three 
basic quantities E, I, and R. In practice, you 
should be able to express any one of the three 
basic quantities, as well as P, in terms of any 
two of the others. Figure 4-14 is à summary of 
twelve basic formulas you should know. The 
four quantities E, I, R, and P are at the center 
of the figure. 


E2 
E and R: P-R 
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Figure 4-14, —Summary of basic formulas. 


Adjacent to each quantity are three segments. 
Note that in each segment, the basic quantity 
is expressed іп terms of two other basic 
quantities, and no two segments are alike. 


RATING OF ELECTRICAL 
DEVICES BY POWER 


Electrical lamps, soldering irons, and mo- 
tors are examples of electrical devices that are 
rated in watts. The wattage rating of a device 
indicates the rate at which the device converts 
electrical energy into another form of energy, 
such as light, heat, or motion. 

For, example, a 100-watt lamp will produce 
a brighter light than a 75-watt lamp, because it 
converts more electrical energy into light. 

Electric soldering irons are of various 
wattage ratings, with the high-wattage irons 
changing more electrical energy to heat than 
those of low-wattage ratings. 

If the normal wattage rating is exceeded, 
the equipment or device will overheat and 
probably be damaged, For example, if a lamp 
is rated 100 watts at 110 volts and is connected 
to a source of 220 volts, the current through the 
lamp will double. This will cause the lamp to 
-use four times the wattage for which it is 
rated, and it will burn out quickly. 
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POWER CAPACITY OF 
ELECTRICAL DEVICES 


Rather than indicate a device’s ability to do 
work, its wattage rating may indicate the de- 
vice’s operating limits. These power limits 
generally are given as the maximum or mini- 
mum safe voltages and currents to which a 
device may be subjected. However; in cases 
where a device is not limited to any specific 
operating voltage, its limits are given directly 
in watts. EN 


Resistors 


A resistor is an example of such a device. 
It may be used ín circuits with widely different 
voltages, depending on the desired current. 
However, the resistor has a maximum current 
limitation for each voltage applied to it. The 
product of the resistor's voltage and current at 
any time must not exceed a certain wattage. 

Thus, resistors are rated in watts, in addi- 
tion to their ohmic resistance. Resistors of the 
same resistance value are available in different 
wattage values. Carbon resistors, for example, 
are commonly made in wattage ratings of 1/3, 
1/2, 1, and 2 watts. (See fig, 4-15.) The larger 
the physical size of a carbon resistor, the higher 
its wattage rating, since a larger amount of 


.material will absorb and give up heat more 


easily. 
When resistors of wattage ratings greater 
than 2 watts are needed, wire- wound resistors 


V2-WATT. 
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Figure 4-15.—Resistors of different wattage 
ratings. 
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are used, Such resistors are made in ranges 
between 5 and 200 watts, with special types 
being used for power in excess of 200 watts, 


Fuses 


When current passes through a resistor, 
electric energy is transformed into heat, which 
raises the temperature of the resistor. If the 
temperature becomes too high, the resistor 
may be damaged. The metal wire in a wound 
resistor may melt, opening the circuit and 
interrupting current flow. This effect is used 
to an advantage in fuses. 

Fuses are actually metal resistors with very 
low resistance values. They are designed to 
“blow out" and thus open a circuit when current 
exceeds the fuse’s rated value. 


When the power consumed by the fuse raises 
the temperature of its metal too high, the metal 
melts, or ''blows." In service, fuses are gen- 
erally connected as shown in figure 4-16, 





SWITCH 


R29 f 
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Figure 4-16.—Simple fused circuit. 


Note that all current flowing through the 
load resistance of 29 ohms must also flow 
through the half-ampere fuse. Under normal 
conditions, the total resistance would be 
29 + 1 = 30 ohms. If the switch were closed, 
the current I would be 
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I = 0.2 ampere 


This would be less than the rated current of 
the fuse, and it would not open. However, if 
the short conductor (a, fig. 4-16) were con- 
nected, the load resistance would be bypassed, 
or “shorted out." Only the fuse resistance of 
one ohm would remain in the circuit. Current 
would then be 


I-E 
R 
6 
peur 
J = 6 amperes 


Six amperes of current will cause the half- 
ampere fuse to open very quickly, because its 
wattage rating is greatly exceeded. 

There are a great number of different types 
and sizes of fuses presently in use. Figure 4-17 
shows three of the most common types. Fuses 
are discussed in greater detail in chapter 14 
of this manual. 


GLASS CARTRIDGE FUSES 


SCREW-PLUG FUSE-ZE 
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Figure 4-17.— Typical fuse types. 


ENERGY 


Energy is defined as the ability to do work. 
Energy is expended when work is done, because 
it takes energy to maintain a force when that 
force acts through a distance. The total energy 
expended to do a certain amount of work is 
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equal to the working force multiplied by the 
distance through which the.force moved to do 
the work. This is the mechanical definition. 

In electricity, total energy expended is 
equal to the rate at which work is done, multi- 
plied by the length of time the rate is measured. 
Essentially, energy W is equal to power P times 
time t, 

‘An equation for energy is derived by multi- 
plying both sides of equation (4-4) by the com- 
mon factor oftime, t, and equating the expression 
to, the „energy, W, as 


W = Pt 


i W = EIt, 
Similarly, both sides of equations (4-5) and 
(4-6) may be multiplied by the time factor, t, 
and equated to the energy, W, as 


(4-7) 


2 
Е 
| W =F 5 (4-8) 
and 
W = I?Rt, (4-9) 


“Ih the energy equations (4-7), (4-8), and 
(4-9), E is in volts and I in amperes, If t is 
expressed in hours, W will be in watt-hours. 

If t is expressed in seconds, W will be in 
watt-seconds or joules (1 joule is equal to 1 
watt-second). Since Q — It (where Q is in cou- 
lombs, I in amperes, and t in seconds), it is 
possible to substitute Q for It in equation (4-7) 
with the resulting expression for energy. Thus 


n (OW = Е 


(4-10) 


where W is the energy in joulesor watt-seconds, 
Q is the quantity in coulombs, and E is in volts; 
(As explained in chapter 2, Q is the symbol for 
coulombs. This is the measure of a quantity of 
electrons. The Q is to electricity as the gallon 
is to water.) 


Electrical energy is bought and sold in units 
of kilowatt-hours (3,600 x 103 joules), and is 
totalized in large central generating stations in 
terms of megawatt-hours (3,600 x 106 joules). 
For example, if the average demand over a 
10-hour period is 70 megawatts, the total energy 
delivered is 70 x 10, or 700 megawatt-hours. 
This amount of energy is equivalent to 700 x 
1 ‚000 = 700,000 kilowatt-hours, or 700 x 3,600 


x 109 = 2,520,000 x 10° joules. The most 
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practical unit to use depends in part upon the 
magnitude of the quantity of energy involved, 
and in this example the megawatt-hour is appro- 


priate. OR Ww о ау л 


SERIES CIRCUIT CHARACTERISTICS 


AS previously mentioned, an electric circuit 
is a complete path through which electrons can 
flow from the negative terminal of the: voltage 
source, through the connecting wires ог 
conductors, through the load or loads,-àrd back 
to the positive terminal of the voltage source. 
A circuit is thus made, up of a voltage 'source, 
the necessary connecting conductors, and the 
effective load. 

If the circuit isarranged sothatthe electrons 
have only ONE possible path, the circuit is 
called a SERIES CIRCUIT. Therefore, a series 
circuit is defined as a circuit that contains only 
one path for current flow, Figure 4-18 shows a 
Series circuit having several lamps. 


RESISTANCE ‚же 


Referring to figure 4-18, the current in a 
Series circuit, in completing ‘its electrical path, 
must flow through each lamp inserted into the 
circuit, Thus, each additional lamp offers added 
resistance. In a series circuit, THE TOTAL 
CIRCUIT RESISTANCE (Ry) IS EQUAL TOTHE 


SUM OF THE INDIVIDUAL RESISTANCES. 


Ав an equation: : 
Ет = Кі + ВК + R3 ... В (4-11) 
NOTE: The subscript n denotes any number of 
additional resistances that might be in the 
equation. ; 


Example: Three resistors of 10 ohms, 15 
ohms, and 30 ohms are connected in series 
across a battery whose emf is 110 volts 
(fig. 4-19). What is the total resistance? ` 


Given: R4 = 10 ohms | 
R, — 15 ohms | 
. Rg = $O0ohms .. : , ^ 
Rr = ? 
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SERIES CIRCUIT 


BE.58 
Figure 4-18, —Series circuit. 


Ry = 10 +15 + 30 


Rr = 55 ohms 


In some circuit applications, the total re- 
sistance is known and the value of a circuit 
resistor has to be determined. Equation (4-11) 
can be transposed to solve for the value of the 
unknown resistance. 


Example: The total resistance of a circuit 
containing three resistors is 40 ohms (fig. 4-20). 
Two of the circuit resistors are 10 ohms each. 
Calculate the value of the third resistor. 
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Figure 4-19.—Solving for total resistance in 
a series circuit. 


Given: Rr = 40 ohms 
R4 - 10 ohms 
Ro = 10 ohms 
Rg =? 


Solution: Rr = R, + R + Rg (4-11) 
Subtracting (н, + Ro) from both sides of 


the equation 


n. 
1 


= Rp- Ry - Ry 
Ву = 40- 10 - 10 
Ва = 40 - 20 


20 ohms 


a 
e 
11 


CURRENT 


Y 


Since there is but one path for current ia à 
Series circuit, the same current must юү 
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Figure 4-20.—Calculating the value of one 
resistance in a series circuit, 


through each part of the circuit. To determine 
the current throughout a series circuit, only 
the current through one of the parts need be 
known, 


The fact that the same current flowsthrough 
each part of a series circuit can be verified by 
inserting ammeters into the circuit at various 
points as shown in figure 4-21, Ifthis were done, 
each meter would be found to indicate the same 
value of current, 


VOLTAGE 


AS stated previously, the voltage drop across 
the resistor in the basic circuit is the total 
voltage across the circuit and is equal to the 
applied voltage. The total voltage acrossa series 
circuit is also equal to the applied voltage, but 
consists of the sum of two or more individual 
voltage drops. In any series circuit the SUM 
of the resistor voltage drops must equal the 
Source voltage. This statement can be proven 
by an examination of the circuit shown in figure 
4-22. In this circuit a source potential (ET) of 
20 volts is impressed across a series circuit 


10 
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Figure 4- 1-21, —Current in a series circuit. 


consisting of two 5 ohm’ resistors. The total 
resistance of the circuit is equal to the sum 
of the two individual resistances, or 10 ohms. 
Using Ohm's Law the circuit сеге тау be 
calculated as follows: ; 


abs 


^ 


Knowing the size ofthe resistors to be 5 ohms 
each, and the current through the resistors to 
be 2 amperes, the voltage drops across the 
resistors can be calculated. The voltage (Ej) 
across Ri is therefore: 


By ОН 
Еу = 2 amperes х 5 ohms 
Ei = 10 volts 


Since R, is the same ohmic value as R, and 
carries the same current,. the voltage , drop. 
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Figure 4-22.—Calculating total resistance in 
: a Series circuit. i 


across R2 is alad equal to 10 valts. Adding these 
two 10 volt drops together‘gives a tota] drop of 
20. volts exactly equal to the applied voltage. For 
a series circuit then: 
T =E,+ Е, + Eş ose 
Example: A series circuit consists of three 
resistors having values of 20 ohms, 30 ohms, 
and 50 ohms respectively. Find the applied volt- 
age if the current through the a9 ohm’ resistor 
is 2 amperes... 
To solve the problem, a circuit diagram is 
first drawn and labeled as shown" in ) figure 4-23. 


E En (4- 12) 


Given: R = 20 аа 
Ro = 30 ohms 
R3. 50 ohms 
1 = 2 amperes 


" Solution: ‘Since the circuit involved i isa series 
circuit,’ the same 2. amperes ‘of current flows 
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R3 
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Figure 4-23.—Solving for applied voltage in 
a series circuit. 


through each resistor. Using Ohm's Law, the 
voltage drops across each of the three resistors 
can be calculated and are: 


E 17 40 volts 
Ро = 60 volts 
Е; = 100 volts 


Once the individual drops are known they can 
be added to find the total or applied voltage: 


Erp = Ei + Е, + Ез (4-12) 
Ет = 40у + 60у + 100у 
Ет = 200 volts 


NOTE: In using Ohm's Law, the quantities used 
in the equation MUST be taken from the SAME 
part of the circuit. In the above example the 
voltage across Но was computed using the 
current through Но and the resistance of R3. 

It must be emphasized that the potential 
difference across a resistor remains constant, 
for it is a measure of the amount of energy 
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required to move a unit charge from one point 
to another. As long as the source produces 
electric energy as rapidly as it is consumed 
in a resistance, the potential difference across 
the resistance will remain at a constant voltage. 
The value of this voltage is determined by the 
applied voltage and the proportional relation- 
ship of circuit resistances. The voltage drops 
that occur in a series circuit are in direct 
proportions to the resistance across which they 
appear. This is a result of having the same 
current flow through each resistor. Thus, the 
larger the resistor the larger will be the volt- 
age drop across it. T 


POWER 


Each of the resistors in a series circuit 
consumes power which is dissipated in the form 
of heat. Since this power must come from the 
source, the total power must be equal inamount 
to the power consumed bythe circuit resistances. 
In a series circuit the total power is equal to 
the SUM of the powers dissipated by the indivi- 
dual resistors. Total power (Pr) is thus equal 
to: 


Р = Р, + Pot P3 + ӨР 

Example: A series circuit consists of three 
resistors having values of 5 ohms, 10 ohms, and 
15 ohms. Find the total power dissipation when 
120 volts is applied to the circuit. (See figure 
4-24.) 


(4-13) 


given: R4 = 5 ohms 
R9 - 10 ohms 
к; = 15 ohms 
E - 120 volts 


Solution: The total resistance is found first. 


Ry = н, + н, + Re (4-11) 
T = 5 + 10+ 15 
Rr = 30 ohms 


Using total resistance and the applied voltage, 
the circuit current is calculated, 


72 





BE. 64 


Figure 4-24.—Solving for total power in a 


Series circuit. 


E 
І = Т 
120 
I = ^30 
I = 4 amperes 


Using the power formulas, the individual power 
dissipations can be calculated. For resistor В: 


For Ro: 


2 
P= YR 
Рі = (4)25 


Pı = 80 watts 


Рә = 160 watts 


(4-6) 


(4-6) 
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е СИЕ 
Р. = I?R3 (4-6) 
4) 
Р. (4)415 
Р» 240 watts 
To.obtain total power: 
» WEG. Pr = Р, + Р, + Р. (4-13) 
3 Рт = 80 + 160 + 240 
Py = 480 watts 


To check the answer the total power delivered 
by the source can be calculated: 


Р z1.: ХЕ 
"Source" ‘Source `` source 


(4-4) 


P source = = 4 а. х 120 у. 


n 


Bua 2:480 watts 


Thus the total power is equal to the sum of 
the individual power dissipations. 


RULES FOR SERIES 
D-C CIRCUITS 


The important factors governing the oper- 
ation of a series circuit are listed below, These 
factors have: been set up às a group of rules so 
that they ‘may. be easily studied. These rules 
must be completely understood before the study 
of more advanced circuit theory is undertaken, 

:1. The same current flows through each 
part of a series circuit. 

2. The total resistance of a series circuit 
is equal to the sum of the individual resist- 
ances, 

3. The total voltage across a series circuit 
is equal to the sum of the individual volt- 
age drops, 

4, The voltage drop across a resistor ina 
‘series circuit is proportional to the size of the 
resistor. 

5. The total power dissipated in a series 
circuit is equal to the sum d the individual 
power dissipations. : 
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GENERAL CIRCUIT ANALYSIS 


To establish a procedure for solving series 
circuits, the following sample problem will be 
solved. T 

Example: Three resistors of 5 ohms, 10 
ohms; and 15 ohms are connected across a bat- 
tery rated at 90 volts terminal voltage. Com- 
pletely solve the circuit (fig. 4-25). 
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4-25.—Solving for various values in 
а Series circuit. 


Figure 


In solving the circuit the total resistance 
will be found first. Next, the circuit current 
will be calculated. Once the current is known 
the voltage drops and power dissipations can 
be calculated. 


The total resistance is: 


Ку = R4 + к, + Rg 


Ry = Sohms + 10 ohms + 15 ohms 


Вт = 30 ohms 


By Ohm's Law the current is: 


bb 
Leg 
Er 


90 
30 


I = 3amperes 


The voltage (E,) across в, 15: 
Ej = IR, 
Е! = 3 amperes 


= 15 volts 


tj 
I 
1 


The voltage (Ey) across Ro is: 


Е, = IR, 
E, = 3 amperes 
Е, = 30 volts 


The voltage (E3) across Rg 18: 
x ui. 
Е, = 3 атрегеѕ 


= 45 volts 


tz 
со 
] 


The power dissipated in Ri is: 


=IxE 


1 1 
Р, = 3 amperes 
Р, = 45 watts 


The power dissipated in Ro is: 
P, = IX Е, 
Р, = 3 amperes 


P, - 90 watts 
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x 5 ohms 


x 10 ohms 


x 15 ohms 


x 15 volts 


x 30 volts 
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The power dissipated in Ез is: 


Me) 
Ш 


IxE 


3 3 
P3 = 3 amperes x 45 volts 
Р. = 135 watts 


The total power dissipated is: 


РЬ = ET xI 
РЬ = 90 volts x 3 amperes 
P 


T^ 270 watts 


Example: Four resistors Ву =10 ohms, 
Ко = 10 ohms, R3 = 500hms, andR4 = 30ohms 
are connected in series across a battery. The 
current through the circuit is 0.5 amperes. (See 
figure 4-26.) 

a. What is the battery voltage? 

b. What is the voltage across each resistor? 

c. What is the power expended in each re- 

sistor? 

d. What is the total power? 





BE.66 
Figure 4-26.—Computing series circuit values. 


Given: 


Find: 


Solution: 


Check: 


(a) 


(b) 


(c) 


e 
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10 ohms 


R4 = 

Ry = 10 ohms 
R = 50 ohms 
R4= .30 ohms 

I =0.5 ampere 


oe? А 
E=? P=? 
E,=? P=? 
E=? Py=? 
E=? pp? 


Ry = Ry + Ry + Rg + Ry 
Ry = 10+ 10 + 50 + 30 = 100 ohms 
E = IR = 0. 5 x 100 = 50 volts 


E = IR, = 0.5 x 10 = 5 volts 


1 

E, = IR, = 0. 5x 10 = 5 volts 
E4 = IR = 0.5 x 50 = 25 volts 
E, = IR, = 0. 5 x 30 = 15 volts 
Ep? E] + Ey + Ез + E, 


ЕТ” 5+5+25+ 15 = 50 volts 
Power consumed in Ri is: | 

P| =IR= 0. 5х5 = 2.5 watts 
Ро = IE,.- 0.5x5= 2.5 watts 


Р. = IE, = 0.5 х 25 = 12.5 watts 


3 3 


47 ІЕд = 0.5 x 15 = 7.5 watts 
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(d) Total power 


P= Pit Po + Р. + Р, 


Рь= 2.5 +2.5 + 12.5 + T, 5 = 25 watts 


Check: 
P_=I 2R = 0.5? x 100 = 25 watts 
T T T 
or: 
Pr = Ет = 0.5 х 50 S 25 watts 
Or: 
E 2 
P „ЁТ? 507 2800. 95 watts 
T RT роо 100 


An important fact to keep in mind when 
applying Ohm's Law to a series circuit is to 
consider whether the values usedare component 
values or total values. When the information 
available enables the use of Ohm's Law to find 
total resistance, total voltage and total current, 
total values must be inserted into the formula. 


To find total resistance: 


TEM Ё 
T IT 
To find total voltage: 
Ep = Ip * Rp 
To find total current: 
ames 
T Rr 


NOTE: Іт is equal to I in a series circuit. How- 
ever, the distinction between Ip and I in the 
formula should be noted. The reason being that 
future circuits may have several currents, and 
it will be necessary to differentiate between 
Ir and other currents. 

To compute any quantity (E, I, R, or P) as- 
Sociated with a single given resistor, the values 
used in the formula must be obtained from that 
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particular resistor. For exampler, to find 
the value of an unknown resistance, the voltage 
across and the current through that particular 
resistor must be used. 


То find the value of a resistor: 


E 
_ R 
ет 


R 


To find the voltage drop across a resistor: 
=I, XR 


To find current through a resistor: 


KIRCHHOFF’S VOLTAGE LAW 


In 1847 Kirchhoff extended the use of Ohm’s 
Law by developing a simple concept concerning 
the voltages contained in a series circuit loop. 
Kirchhoff's Law is stated as follows. 

The algebraic sum of the instantaneous 

emf’s and voltage drops around any 

closed circuit loop is zero. 
Through the use of Kirchhoff's Law, circuit prob- 
lems сап be solved which would be difficult 
and often impossible with only a knowledge of 
Ohm's Law. When the law is properly applied, 
an equation can be set up for a closed loop and 
the unknown circuit values may be calculated, 


POLARITY OF VOLTAGE 


To apply Kirchhoff's Voltage Law, the mean- 
ing of voltage POLARITY must be understood, 
In the circuit shown in figure 4-2" the current 
is seen to be flowing in a counterclockwise 
direction due to the arrangement of the battery 
source Ey). Notice that the end of resistor R1 
into which the current flows is marked NEG- 
ATIVE ( - ). The end of В] at which the current 
leaves is marked POSITIVE (+ ). These po- 
larity markings are used to show that the end 
of К] into which the current flows isat a higher 
negative potential than is the end of the resistor 
at which the current leaves. Point A isthus more 
negative than point В. 


16 


Point C, which is at the same potential as 
point B, is labeled negative, This is to indicate 
that point C, though positive with respect to 
point A, is more negative than point D. To say 
a point is positive (or negative), without stating 
what it is positive IN RESPECT TO, has no 
meaning. 
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Figure 4-27,—Voltage polarities. 


Kirchhoff’s Voltage Law can be writtenasan 

equation as shown below: 

Еа +Eb+ Ес+ ...Ep =0 (4-14) 

where Ea, Ep, etc., are the voltage drops and 

emf's around any closed circuit loop. To set up 

the equation for an actual circuit, the following 
procedure is used. 

l. Assume a direction of current through 
the circuit. (Correct direction desirable but not 
necessary.) 

2. Using assumed direction of current, 
assign polarities to all resistors through which 
the current flows. 

3. Place correct polarities on any source 
included in the circuit. 

4, Starting at any points in the circuit, trace 
around the circuit writing down the magnitude 
and polarity ofthe voltage across each component 
in succession. The polarity used is the sign 
AFTER the component is passed through. Stop 
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when reaching the point at which the trace 
was started. 

5. Place these voltages with their polarities 
into equation (4-14) and solve for the desired 
quantity. 

Example: Three resistors are connected 
across a 50 volt source. What is the voltage 
across the third resistor if the voltage drops 
across the first two resistors are 25 volts and 
15 volts? 

Solution: A diagram is first drawn as shown 
in figure 4-28. Next а direction of current is 
assumed as shown, Using this current, the po- 
larity markings are placed at each end of each 
resistor and also on the terminals ofthe source. 
Starting at point A, trace around the circuit in 
the direction of current flow recording the volt- 
age and polarity of each component, Starting at 
point A these voltages would be as follows: 
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Figure 4-28.— Determining unknown voltage in 
a series circuit. 


Basic formula: 
E +E 
a 


pt Eet 


From the circuit: 


(+ E,) + (+E,) + (+E,) + (-E,) =0 
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Substituting values from circuit: 
E, * 15 + 25 + 50-0 
Е. - 10 = 0 

Е. = 10 volts 


Thus, the unknown voltage (Ey) is found to be 
10 volts. 

Using the same idea as above, a problem can 
be solved in which the current is the unknown 
quantity. 

Example: A circuit having a source voltage 
of 60 volts contains three resistors of 5 ohms, 
10 ohms, and 15 ohms. Findthe circuit current, 

Solution: Draw and label the circuit 
(fig. 4-29), Establish a direction of current flow 
and assign polarities, Next, starting at any point, 
point (A) will be chosen in this example; write 
out the loop equation, 
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Figure 4-29.—Correct direction of assumed 
current. 


Basic equation: 


Ea + Ер + Ec t.e EQ 0 


-E,+E,= 0 


+E, + Еу А 3 
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Since E - IR, by substitution: 


IR, + IR, - EA + IR = 


Substituting values: 
101 = 51 - 60 + 151- 0 
Combining like terms: 
30I - 60= 0 
30I = 60 
I = 2 amperes 


Since the current obtained in the above cal- 
culations is a positive 2 amperes, the assumed 
direction of current was correct, To show what 
happens if the incorrect direction of current 
is assumed, the problem will be solved as be- 
fore but with the opposite direction of current. 
The circuit is redrawn showing the new direc- 
tion of current and new polarities in figure 
4-30. | | BE.70 

Figure 4-30.—Incorrect direction of assumed 

current, 





Solution: 


SERIES AIDING AND 


Et Ept E,*... E,=0 (4-14) OPPOSING SOURCES 


b 


Starting at point (A): In many practical applications a circuit may 
contain more than one source. Sources of emf 
that cause current to flow in the same direction 

- E - Е, - Е А = Е, = 0 are considered to be SERIES AIDING апа their 
voltages add. Sources of emf that would tend to 

“IR, - IR- Е ^ IR, =0 force current in opposite directions are said 
to be SERIES OPPOSING, andthe effective source 

10I - 5I - 60 - 151-0 voltage is the difference between the opposing 
voltages. When two opposing sources are in- 

0 serted into a circuit, current flow would be in 

a direction determined by the larger source. 

60 Examples of series aiding and opposing sources 

are shown in figure 4-31. 


-30I - 60 


-301 


I =-2 amperes 


Notice that the AMOUNT of current isthe SAME MULTIPLE SOURCE SOLUTIONS 
as before. Its polarity, however, is NEGATIVE. 


The negative polarity simplyindicatesthe wrong A simple solution may be obtained for a mul- 
direction of current was assumed. Should it be tiple source circuitthrough the use of Kirchhoff's 
necesSary to use this current in further cal- Voltage Law. In applying this method, the exact 
culations on the circuit, the negative polarity same procedure is used for the multiple source 
should be retained in the calculations. as was used above for the single source circuit. 


This is demonstrated by the following problem. 


78 


Сһаріег.4—5ЕКІЕЅ D-C CIRCUITS 





SERIES AIDING 


idi 
* E2 






SERIES OPPOSING 
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Figure 4-31. — Aiding and opposing sources. 


‚ Example: Using Kirchhoff’s Voltage equa- 
tion, find the amount of current in the circuit 
shown in figure 4-32. 


Solution; As before, a direction of current 
flow is assumed and polarity signs are placed 
on the drawing, The loop equation will be 
starting at point A. 


Basic equation: 


E, + Ep + Eg +.... En=0 (4-14) 


From the circuit: 


Epp * Еу 7 Égpi * Eppa * E27? 
+ 20 + 601- 180+ 40+ 201 = 0 


19 


Combining like terms: 


+ 80I - 120- 0 
801 = 120 
I = 1.5 amperes 
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Figure 4-32.—Solving for circuit current using 
Kirchhoff's voltage equation. 


VOLTAGE REFERENCES 


REFERENCE POINT 


A reference point is an arbitrarily chosen 
point to which all other points are compared. 
In series circuits, any point can be chosen as 
a reference and the electrical potential at all 
other points can be determined in reference to 
the initial point. In the example of figure 4-33 
point A shall be considered as the reference. 
Each series resistor in the illustrated circuit 
is of equal value; therefore, the applied volt- 
age is equally distributed across each resistor. 
The potential at point B is 25 volts more positive 
than A. Points С:апа D are 50volts and 75 volts 
respectively more positive than point A. 
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D +75v 








E3- 25v 


C *50v 
E2=25v 


B 425v 


A Ov 
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Figure 4-33.—Reference points in а series 
circuit. 


D +5Оу 


R3« E3-25v 


C +25v 


R2< E2=25v 


B Ov 


E l= 25v 


A —25у 
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Figure 4-34,—Determining potentials with 


respect to a reference point, 
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If point B is. used-as the reference as іп 
figure 4-34, point D would be positive 50 volts 
in respect to the new reference point B. ‘The 
former reference point A is 25 volts negative 
in respect to point B. 


GROUND 


As in the previous circuit illustration, the 
reference point of a circuitisalways considered 
to be at zero potential, Since the earth (ground) 
is. said to be at a zero potential? "the ‘term 
GROUND is used to denote a common electrical 
point of zero potential, In figure 4-35, point A 
is the zero reference or ground and is symbol- 
ized as such. 

Point C is 75 volts positive and point B is 25 
volts positive in respect to ground, 


Ov 
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Figure 4-35. —Use of ground symbols. 

In many electrical/ electronic equipments, 
the metal chassis is the common ground for 
the many electrical circuits, The value of ground 
is noted when considering its contribution to 
economy, simplification of schematics, and ease 
of measurement. When completing each elec- 
trical circuit, common points ofa circuit at zero 
potential are connected directly to the metal 
chassis thereby eliminating. a: large amount of. 
connecting wire. The electrons pass through the 
metal chassis (conductor) to reach other points 

of the circuit. An example of a grounded. circuit. 
is illustrated in figure 4-36. 
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CONDUCTING CHASSIS 
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Figure 4-36.—Ground used as a conductor. 


Most voltage measurements used to check 
proper circuit operation in electronic equip- 
ment are taken in respect to ground. One meter 
lead is attached to ground and the other meter 
lead is moved to various test points. 


OPEN AND SHORT CIRCUITS 


A circuit is said to be OPEN when a break 
exists in a complete conducting pathway. 
Although an open occurs any time a switch is 
thrown to deenergize a circuit, an open may also 
develop accidentally due to abnormal circuit 
conditions, To restore a circuit to properoper- 
ation, the open must be located and its cause 
determined. 

Sometimes an open can be located visually 
by a close inspection of the circuit components. 
Defective components, such as burned out 
resistors and fuses can usually be discovered 
by this method, Others such as a break in wire 
covered by insulation, or the melted element 
of an enclosed fuse, are not visible to the eye. 
Under such conditions, the understanding of an 
open's effect on circuit conditions enables a 
technician to make use of a voltmeter or ohm- 
meter to locate the open component, 

In figure 4-37, the series circuit consists 
of two resistors and a fuse. Notice the effects 
on circuit conditions when the fuse opens. 
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OPEN CIRCUIT 


BE.7"7 
4-37.—Normal апа circuit 
conditions. 


Figure open 


Current ceases to flow; therefore, there is 
no longer a voltage drop across the resistors. 
Each end of the open conducting path becomes 
an extension of the battery terminals and the 
voltage felt across the open is equal to the ap- 
plied voltage. 

An open circuit, such as found in figure 
4-3" could also have been located with an ohm- 
meter. However, when using an ohmmeter to 
check a circuit, it is important to first deener- 
gize the circuit. The reason being that an ohm- 
meter has its own power source and would be 
damaged if connected to an energized circuit. 

The ohmmeter used to check a series circuit 
would indicate the ohmic value of each resistance 
it is connected across. The open circuit due to 
its almost infinite resistance would cause no 
deflection on the ohmmeter as indicated by the 
illustration, figure 4-38. 


A SHORT CIRCUIT is an accidental path of 
low resistance which passesanabnormalamount 
of current. A short circuit exists whenever the 
resistance of the circuit or the resistance of a 
part of a circuit drops in value to almost zero 
ohms. A short often occurs as a result of im- 
proper wiring or broken insulation, 
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= INFINITE 
INDICATION 





| Ж ВЕ.?8 
Figure 4-38.—Ohmmeter readings in a series 
circuit. 


In figure 4-39 a-short is caused by improper 
wiring. Note the effect on current flow. Since 
the resistor has in effect been replaced with a 
piece of wire, practically all the current flows 
through the shórt and very little current flows 
through the résistor. Electrons flow through 
the short, a path of almost zero resistance and 
complete the circuit by passing through the 10- 
ohm resistor and the battery. The amount of 
current flow increases greatly because its re- 


Sistive path has decreased from 10,010 ohms to 
10 ohms. Due to the excessive current through 


the 10-ohm resistor, the increased heat dis- 
Sipated by the resistor will destroy the compo- 
nent, 


EFFECT OF SOURCE RESISTANCE ON 
VOLTAGE, POWER, AND EFFICIENCY 


All sources of emf have some internal re- 
Sistance that acts in series with the load re- 
sistance. The source resistance is generally 
indicated in circuit diagrams as a separate 
resistor connected in series with the Source. 
Both the voltage and power made available to 
the load may be increased if the resistance of 
the source is reduced, 
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Figure 4-39. —Normal and. short circuit 


therefore a voltmeter co 
tery will read the open 


» 


10,0002 


NORMAL CURRENT 


À > „ Й 
к1=10,000а P4 


* 


EXCESSIVE CU 






d 










RRENT 


BE.79 


{ | conditions. . 

. The effects of Source resistance, Rs, on load 
voltage may be illustrated by the use of figure 
4-40. In figure 4-40 (A), the circuit is open, and 


case of a dry cell, the 
1.5 volts. In figure 4-40 (B), the cell is short- 
circuited through the ammeter, and a ‘current of 
30 amperes flows from the source. In this case 


the voltage of the cell is developed across the : 
internal resistance of the cell, The internal re-: 


nnected across the bat- 
-circuit voltage. In the 


open-circuit voltage is 


sistance of the cell is therefore, ` 


Es 1.5 


Rs = 47 


If a load, Rr, of 0.10 ohm. is:connected to’ ` 


—— 


30 


= 0. 05 ohm.. "n 


5 4 


the circuit, as shown in figure. 4-40 (C), the: 


current, I, becomes 


> 


= — = ——— = 10 amperes, 
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- "OPEN ~ CIRCUIT 


SHORT-CIRCUIT -` 
ri cun CURRENT 


uox (А). | (В). 





LOAD CONNECTED 
(С) 
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‚ Figure 4-40. "Effect ‘of source resistance on 


' 


load voltage. 
The EA ava DARLE at the load is 
EL = IRL, хол = 1 volt. 


The voltage absorbed across ше internal r re- 
sistance of the cell is 


= 10 x 0.05. = 0.5 volt. 


] st 


Rs 


Thus. the | „effect: of the internal resistance is to 
decrease, the terminal voltage from 1.5 volts 
to 1 volt- when the cell delivers 10 amperes to 
the load. ‚ 

The effect of the source. resistance on the 
power output of a d-c source may be shown by 
an analysis of the circuit: in figure 4-41 (A). 
When the variable load-resistor, Бү, is set at 


the zero ohms position (equivalent to a short’ 


circuit) the current is limited only by the in- 
ternal resistance, Rs,.of the source. The short- 
circuit current,.I;.is determined.as 


Es 100 
. Ita P Sc z 20. aniperes 


83 


This is the maximum current that maybe drawn 
from the. source, The terminal voltage across 
the short circuit is zero and all the voltage is 
absorbed within the terminal resistance of the 
source, 

; 1f the load resistance, RL, is increased 
(the internal resistance remaining the same), 
the current drawn from the source will decrease, 
Consequently, the voltage drop across the inter- 
nal resistance will decrease, At the same time, 
the terminal voltage applied across the load will 
increase and will approach.a maximum as the 
current approaches zero. 

The MAXIMUM POWER TRANSFER THEO- 
REM -says in effect that maximum power is 
transferred from the source to the load when 
the resistance of the load is equal to the inter- 
nal resistance of the source. This theorem is 
illustrated in the tabular chart and the graph 
of figure 4-41 (B) and (C). When the load re- 
sistance is 5 ohms, thus matching the source 
resistance, the maximum power of 500 watts 
is developed in the load. 

The efficiency of power transfer (ratio of 
output to input power) from the source to the 
load increases as the' load resistance is in- 
creased. The efficiency approaches 100 percent 
as the load resistance approaches a relatively 
large value compared with that of the source, 
since less power is lost in the source. The 
efficiency of power transfer is only 50 percent 
at the maximum power trarisfer resistance of 
5 ohms and approaches Zero efficiency at rela- 
tively low values of load resistance compared 
with that of the source. | 

Thus the problem of high efficiency and 
maximum power transfer is resolved as a 
compromise somewhere between the low effi- 
ciency of maximum power transfer and the high 
efficiency of the high-resistance load. Where the . 
amounts of power.involved are large and the 
efficiency is important, the load resistance is 
made large relative to the source resistance so 
that the losses are kept small. In this case the 
efficiency will be high. Where the problem of 
matching a source to a load is of paramount 
importance, as' in communications circuits, a 
strong signal may be more important than a 
high percentage of efficiency. In such cases, the ` 
efficiency of transmission will be only about 
50 percent. However, the power oftransmission 
will be the maximum of which the source is 
capable of supplying. 
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Figure 4-41.— Effect of source resistance on power output. 
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An adequate ' understanding of modern 
electrical ; equipment requires a progressive 
development : ám the study of typical electrical 
circuits. In: stepping-stone fashion, the discus- 
sion of series d-c circuits will now be followed 
by a consideration of the characteristics of 
parallel d-c circuits. It will be shown how the 
principles applied to series circuits can be used 
to determine the reactions of such quantities as 
voltage, current, -and resistance in parallel and 
series-parallel circuits. 

Along with the progressive introduction of 
electrical theories and circuit characteristics 
comes a corresponding progression inthe use of 
mathematical equations and problem solving 
methods. A basic knowledge of powers of ten, 
fractions, fractional equations, and the use of 
Simultaneous equations is required for the com- 
prehension of materialpresented inthis chapter. 


PARALLEL CIRCUIT CHARACTERISTICS 


A parallel circuit is defined as one having 
more than one current path connected to a com- 
mon voltage source. Parallel circuits, there- 
fore, must contain two or moreloadresistances 
which are not connected in series. An example 
of a basic parallel.circuit.is shown in figure 
5-1. 

Commencing at:the voltage Source (E, ) and 
tracing counterclockwise around the circuit, two 
complete and separate-paths can be identified 


in which current Сап flow: One path is traced’ 


from the source through resistance Ну andback 


to the source; the other, fromthe sourcethrough : 


resistance Ro and back to the source. 
VOLTAGE 
t! ou have seen that the source voltage in a 


series circuit divides. proportionately across 
each resistor in the circuit. In a parallel circuit 
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(fig. 5-1), the same voltage ispresentacrossall 
the resistors of a parallel group. This voltageis 
equal to the applied voltage (Rpp). The fore- 
going statement-can be expressed: in equation 
form as i 
Epp 7 Eni = Eno =ERn (5-1) 
Voltage measurements taken across the re- 
sistors of a parallel circuit, as illustrated by 
figure 5-2, verify the above equation. Each volt- 
meter indicates ‘the same amount of voltage. 
Notice that the voltage across each resistor is 
the same as the applied voltage.. 
Example. Assume that the current through 
a resistor of a parallel circuit is known to be 
4.5 milliamperes (ma) and the value of the 
resistor is 30,000 ohms. Determine the potential 
across the resistor. The circuit is shown іп. 


figure 5-3. 
Given: А 
Ко = 30K 
In2 = 4:5 milliamperes | 
..Find: : 
| ER2= .? 
Ebb = ? 
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Solution: Select proper equation. 
E = IR (4-2) 
Substitute known values: 


Еро = 1р2 X Ro 


Е. = 4.5 milliamperes х 30,000 ohms 


R2 
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Express in powers of ten: 
Eg2= (4.5 x 1073) x (30 x 103) 
/ Epo= 4.5 x 30 
Resultant: 
Erg = 135 v 
Therefore: 


Epp = 135 v 


Having determined the voltage across one 
resistor (R9) in a parallel circuit, the value of 
the source voltage (Epp) and the potentials 
across any other resistors that may be con- 
nected in parallel with it are known (equations 
5-1). 


CURRENT DIVISION 


The current in a circuit . .. . is inversely 
proportional to the circuit resistance. This fact, 
obtained from Ohm's law, establishes the rela- 
tionship upon which the following discussion is 
developed. 

A single current flows in a series circuit. 
Its value is determined in part by the total re- 
sistance of the circuit. However, the source 
current in a parallel circuit divides among the 
available paths in relation to the value of the 
resistors in the circuit. Ohm's law remains 
unchanged. For a given voltage, current varies 
inversely with resistance. 

The behavior of current in parallel circuits 
will be shown by a series of illustrations using 
example circuits with different values of resis- 
tance for a given value of applied voltage. 





PATH 2 
BE.82 
Figure 5-1.—Example of a basic parallel 
circuit. 
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Figure 5-2.—Voltage comparison in a parallel 
circuit. 
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Figure 5-3.—Example problem parallel circuit. 


Part (A) of figure 5-4 shows a basic series 
circuit. Here the total current must pass through 
the single resistor. The amount of current is 
determined as 


= ——= 80-5 amperes 


Part (B) of figure 5-4 shows the same re- 
sistor (R4) with a second resistor (R9) of equal 
value connected in parallel across the voltage 
source. Applying the proper equation from Ohm’s 
law, the current flow through each resistor is 
seen to be the same as through the single re- 
sistor in part (A). These individualcurrents are 
determined as follows: 


Epp 50 
TRhi = w= 79-5 
К1 = R-= {б = 5 amperes 


In2 = Bi ago 5 amperes 


However, it is apparent that if 5 amperes of 
current flows through each of the two resistors, 
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there. must be a total current of 10 amperes 
drawn from the source. The distribution of cur- 
rent. in the simple parallel circuit shown іп 
figure 5-4 (B) is as follows: 





BE.85 
Figure 5-4.—Analysis of current in parallel 
circuit. 


The total current of 10 amperes leaves the 
negative terminal of the battery and flows to 
point a. Since point a is a connecting point for 
the two resistors, itiscalleda junction. At junc- 
tion a the total current divides into two smaller 
currents of 5 amperes each. Thesetwocurrents 
flow through their respective resistors and re- 
join at junction b. The total current then flows 
from junction b back to the positive terminal of 
the source. Thus, the source supplies a total 
current of 10 amperes and each of thetwo equal 
resistors carries one-half the total current. 

Each individual current path in the circuit 
of figure 5-4 (B) is referred to as a branch. 
Each branch will carry a current that is a 
portion of the total current. Two or more 
branches form a network. . 

From the foregoing observations, the char- 
acteristics of current in a parallel circuit can 
be expressed in terms of the following general 
equation 


L= ц +1д+....1 (5-2) 


n 


The analysis of current in parallel circuits 
is continued with the use of the following 
example circuits. 


Compare pari (A) of figure 5-5 with part 
(B) of the preceding example circuit іп figure 
5-4. Notice that doubling the value of the secotid 
branch resistor (Rg) has no effect on the current 
in the first branch (Ір), but does reduce its 
own branch current (159) to one-half its original 
value. The total circuit current drops to a value 
equal to the sum of the branch currents. These 
facts are verified as follows: . 


i n = Ebb s 90 s 5 aniperes 

= 10 
Ry 

1, = Eb „50 2.5 amperes 
—— 20 
Ro 

L = 11 + 1, 

L 25 + 2.5 = 7.5 amperes 





(А) 





(В) 


ВЕ.86 
Figure 5-5.—Current behavior in parallel 
circuits. 
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Now compare the two circuits of figure 5-5. 
Notice that the sum of the ohmic values of the 
resistors in both circuits is equal and that the 
applied voltage is the same value. However, the 
total current in part (B) is twice the amount in 
part (A). It is apparent, therefore, that the 
manner in which resistors are connected ina 
circuit, as well as their actual ohmic value, 
affects the total current flow. This phenomenon 
will be illustrated in more detail in the discus- 
sion of resistance. The amount of current flow 
in the branch circuits and the total current in 
the circuit (fig. 5-5 (B)) are determined as 
follows: 











I, = Epp z 50 = 5 amperes 
R4 10 

I, = Ppp 2 OC. Б amperes 

10 

I, = Epp . 50 _ 5 amperes 
к, 10 

I, - 1, + 1, + 13 

p Pob, Poe, Fob 

t н, Ro Rs 

I = 50 50 + 50 к, 15 а 

t 10 * 10 * 10° ВУКОВ 


The division of current іп a parallel network 
follows a definite pattern. This pattern is de- 
scribed by Kirchhoff’s current law which is 
Stated as follows: 


The algebraic sum of the currents entering 
and leaving any junction of conductors is equal 
to zero. This law can be stated mathematically 
as 


(5-3) 


where I4, I, , etc., are the currents entering and 
leaving the junction. Currents entering the junc- 
tion are assumed to be positive, and currents 
leaving the junction are considered negative. 
When solving a problem using equation (5-3), 
the currents must be placed into the equation 
with the proper polarity signs attached. 


Example. Solve for the value of I, in figure 


5-6. 3 


1253a 






Il2 10a 
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Figure 5-6.—Circuit for example problem. 


Solution: First the currents are given proper 
signs. 
I, = + 10 amperes 
I2= - 3 amperes 
I3- ? amperes 
I,= - 5 amperes 
these currents are placed into equation (5-3) 
with the proper signs as follows: 
Basic equation: 
(5-3) 


Substitution: 
I,+ I + i} * I7 0 
(+10) + (-3) + (19) + (-5) = 0 


Combining like terms: 
I, +2=0 
I3 = -2 amperes 
thus, I, has a value of 2 amperes, and the nega- 


tive sign shows it to be a current leaving the 
junction. 


Example. Using figure 5-7, solve for the mag- 
nitude and direction of I: 
Solution: 

(5-3) 


I + I+ I+ =0 
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Figure 5-"7.—Circuit for example problem. 





(+6a) + (-3a) + (Ig) + (-5a) = 0 
13 - 2а = 0 


I3 = 2amperes 


Thus, I,is2 amperes, andits positive sign shows 
it to be a current entering the junction, 


PARALLEL RESISTANCE 


The preceding discussion of current 
introduced certain principles involving the char- 
acteristics and effects of resistance in parallel 
circuits, A detailed explanation of the character- 
istics of parallel resistances will be considered 
in this section, The explanation will commence 
with a simple parallel circuit, Various methods 
used to determine thetotalresistance in parallel 
circuits will be described, 

In the example diagram (fig. 5-8), two cyl- 
inders of conductive material having a re- 
sistance value of 10 ohms each are connected 
across a 5-volt battery. A complete circuit con- 
sisting of two parallel paths is formed and cur- 
rent will flow as showu. 

Computing the individual currents showsthat 
there is one-half an ampere of current flowing 
through each resistance, Accordingly, the total 
current flowing from the battery to the junction 
of the resistors, and returning fromthe resistors 
to the battery, is equal to 1 ampere. The total 
resistance of the circuit can be determined by 
substituting total values of voltage and current 
into the following equation. This equationis de- 
rived from Ohm's law. 

Et 
Eia 
5 
Ri= {= 5 ohms 


This computation shows the total resistance to be 
5 ohms, one-half the value of either of the two 
resistors. 


Rt 
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Figure 5-8,— Two equal resistors 
connected in parallel. 


Since the total resistance of this parallel 
circuit is smaller than either of the two resis- 
tors, the term ‘‘total resistance’’ doesnot mean 
the sum of the individual resistor values. The 
total resistance of resistors in parallel is also 
referred to as equivalent resistance, In many 
texts the terms total resistance and equivalent 
resistances are used interchangeably. 

There are several methods used to determine 
the equivalent resistance of parallel circuits. 
The most appropriate method for a particular 
circuit depends on the number and value of the 
resistors. For the circuit described above, the 
following simple equation is used: 


R 


Кед = Ñ 
where 
Reg = equivalent parallel 


resistance 


R = ohmic value of one 
resistor 
N = number of resistors 


This equation is valid for any number of equal 
value parallel resistors. 

An understanding of why the equivalent re- 
sistance of two parallel resistors is smaller 
than the resistance of either ofthe two resistors 
can be gained by an examination of figure 5-8. 
The two 10-ohm cylinders have fixed equal 
volumes. If the cylindérs were combined into 
one cylinder as shown in figure 5-9, the volume 
would double. If the same lengthis retained and 
the volume is doubled, the cross-sectional area 
will double. When the cross-sectional area ofa 
material is increased, the resistance is de- 
creased proportionately, 
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la 


EQUIVALENT TO 
TWO 10 OHM 


RESISTORSIN 
PARALLEL 





Figure 5-9.—Equivalent parallel circuit. 


Sincé, in this case, the cross -sectional area 
is two times the original area, the resistance is 
one-half the former value. Therefore, when two 
equal value resistors are connected in parallel, 
they: present a total resistance equivalent to a 
single resistor of one-half the value of either of 
the original 'résistors.: 

Example. Four 40-ohm resistors are con- 
nected in’parallel. What is their equivalent re- 
sistance? . 


Solution: 


Circuits containing parallel resistance of un- 
equal value will now be considered. Refer to 
example circuit in figure 5-10. 





ВЕ. 91 
Figure 5-10.—Example circuit with unequal 
parallel resistors. 
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Given: 
R,= 39, Ro = 6Q, EA = 30v 

Known: 
I,- 10 amperes, = 9 amperes, І, = 15 атрегеѕ. 
Determine: 
Solution: E 

Rea = r* 

t 
Reg = 2 = 2 ohms 


Notice that the. equivalent resistance of two ohms 
is less than the value of either branch resistor. 
In parallel circuits the equivalent resistance will 
always be smaller than the resistance of any 
branch. 


RECIPROCAL METHOD 


Many circuits are encountered in which re- 
sistors of unequal value are connected in 
parallel. It is therefore desirable'to develop a 
formula which can be used to compute the equiv- 
alent resistance of two or more unequal parallel 
resistors. This equation can be derived as fol- 
lows: 








Given: 
I, = 11 + I, He conde M In (5-2) 
Substituting Ё R for I gives: 
Ep = EI + ng +.’ En 
t By e Ra 
Since in a parallel circuit Е, = Е, = Е, = Е 
E E E, E 
Re Ву R$ Ra 
Dividing both sides by E: 
E | E " E + Е 
Е t E R4 E Ro * E Ra 
1 1 1 А 1 
D =~yp tZ =...» TES 
н, Ry Ro Ry 
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Taking the reciprocal of both sides: 


des 1 
d ORO aie 
Rt 1 52 Rn 
Simplifying: 
R= 1 
Р duis 1_ 
Ri R2 Rn 


This formula is called ‘‘the reciprocal of the 
sum of the reciprocals’’ and is the one normally 
used to solve for the equivalent resistance of a 
number of parallel resistors. 

Example. Given three parallel resistors of 
20 ohms, 30 ohms, апа 40ohms; find the equiva- 
lent resistance using the reciprocal ‘equation. 
(See fig. 5-11.) : 


| RI R2 
Г 20a зол 


ВЕ.92 
Figure 5-11.—Example parallel circuit with 
unequal branch resistors. 
Solution: 


Select the proper equation: 


” 1 
eq 1+ + 1 
1 R2 R3 
Substitute: = 
1 
Req =. 
рр ур РИ 
20 30 40° 
Find LCD: 
А 1 201 
Pt б, Лл шз 1% 
i20 120 120 120 
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Invert: 


R = 120 _ 9.23 ohms CC 


eq 1 


сә 


Somé parallel circuit problems can be solved 
more conveniently by considering the ease with 
which.current can flow. The degree to which a 
circuit permits or conducts current is calledthe . 
conductance (G) of the circuit. The unit of con- 
ductance is the MHO, which is ohms spelled 
backwards. The conductance of a circuit is the 
reciprocal of the resistance. The conductance 
can therefore be ‘found using the following 
formula: 


zit 

G= R 

also: Dm dl 
Raig 


In a parallel circuit, the total conductance: 
is equal to the sum of the individual branch 
conductances. Аз an equation: 


б,=бу+б„+...... G (5-6) 


i 
Example: Determine the equivalent (total) 
resistance of the circuit shown in the preceding: 


example (fig. 5-11), using the conductance 
method. 
Solution: 
G,= 1_= 1_= 0.050 mho 
1 0 
iius fes 0.033 mho 
Rə 30 
аз = X. 1. 0.025 mho 
R3 40 


Gt = G1 + G2 +G3 i (5-6) 


Gt = 0.050 + 0.033 + 0.0257 0.108 mho 


Since: 1 
Ry= — 
Gt 
A 
R, -0408 = 9.25 ohms 
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The value of equivalent resistance deter- 
mined by the conductance method is almost 
identical to the value determined by the recip- 
rocal of the sum of the reciprocals methods. 


PRODUCT OVER THE SUM 
А convenient formula for finding the equiva- 


lent resistance of two parallel resistors can be 
derived from equation (5-5) as shown below: 


1 
Rt = Trew (5-5) 
Ri R2 
Finding the LCD: 
зе 1 
ї к, + R4 
Ri X R, 
Taking the reciprocal: 
RI x R9 


This equation, called the product over the 
sum formula, is used so frequently it should be 
committed to memory. 


Example. What is the equivalent resistance 
of a 20 ohm and a 30 ohm resistor connected in 
parallel? 


Given: 
Ri = 20 
Ro = 30 
Find: 
Req =? 
Solution: 
_ R1,xRo 
t R.*R3 
R,- 20 x 30 
20 + 30 
Ri = 12 ohms 


PARALLEL CIRCUIT REDUCTION 


In the study of electricity, it is often neces- 
sary to resolve a complex circuit intoa simpler 
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form. Any complex circuit consisting of re- 
sistances can be reduced to a basic equivalent 
circuit containing the source and total re- 
sistance. This process is called reduction to an 
equivalent circuit. An example of circuit reduc- 
tion is shown in figure 5-12. 


ORIGINAL CIRCUIT 





(A) 


EQUIVALENT CIRCUIT 





(B) 

BE.93 

Figure 5-12.—Parallel circuit with equivalent 
circuit. 


The circuit shown in figure 5-12 (A)is re- 
duced to the simple circuit shown in (B). 


COMPUTING TOTAL POWER 


Power computations in a parallel circuitare 
essentially the same as those used for the series 
circuit. Since power dissipation in resistors con- 
sists of a heat loss, power dissipations are addi- 
tive regardless of how the resistors are con- 
nected in the circuit. The total power dissipated 
is equal to the sum of the powers dissipated by 
the individual resistors. Like the series circuit, 
the total power consumed by the parallelcircuit 
is 


р; = P1* p2+ P (4-13) 


Example. Find the total power consumed by 
the circuit in figure 5-13. 


Solution: 
Рр = Epp X In1 
PRi= 50x5 
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Рр] = 250 w 


Рро = Epp X Ino 
Pg27 50x2 


Рӯз = Epp x In3 


PR37 50x 1 
PR3= 50 w 
P, z Р, + Рә + Рз 
Р, = 250 + 100 + 50 


= 400 w 


Note that the power dissipated in the branch 
circuits is determined in the same manner as 
the power dissipated by individual resistors ina 
series circuit. The total power (P,) is then ob- 
tained by summing up the powers dissipated in 
the branch resistors using equation (4-13). 


Since, in the example shown in figure 5-13, 
the total current is known, the total power could 
be determined by the following method: 


Pt = Epp X It 
Pt = 50v x 8a 
Pt = 400 w 





BE. 
Figure 5-13.—Example parallel circuit. 
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Rules for solving parallel d-c circuitsareas 
follows: 


1. The same voltage exists across each 
branch of a parallel circuit and is equal to the 
Source voltage. 

2. The current through a branch of a parallel 
network is inversely proportional to the amount 
of resistance of the branch. 

3. The total current of a parallel circuit is 
equal to the sum of the currents of the indi- 
vidual branches of the circuit. 

4. The total resistance of a parallel circuit 
is equal to the reciprocal of the sum of the re- 
ciprocals of the individual resistances of the 
circuit. 

5. The total power consumed in a parallel 
circuit is equal to the sum of the power con- 
sumption of the individual resistances. 


TYPICAL PROBLEMS IN PARALLEL 
CIRCUITS 


Problems involving the determination of 
resistance, voltage, current, and power ina 
parallel circuit are solved as simply as in a 
Series circuit. The procedure is the same— 
(1) draw a circuit diagram, (2) state the values 
given and the values to be found, (3) state the 
applicable equations, and (4) substitute the given 
values and solve for the unknown. 

For example, the parallel circuit of figure 
5-14 consists of 2 branches (a and b). Branch a 
consists of 3 lamps in parallel. Their ratings 
are Ly = 50 watts, Lo = 25 watts, and L3 = 75 
watts. Branch b also has3lampsinparallel with 
ratings of L4 - 150 watts, L5 - 200 watts, and 
Lg = 250 watts. The source voltage is 100 volts. 






BRANCH а 


Es - 100 V 


BRANCH b 


E.95 


B 
Figure 5-14. — Typical parallel circuit. 
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Problerh: 


Find the cufrent in each lamp. 

„Find the resistance of each lamp. 

Find the current in branch a. 

Find the current in branch b. 

Find the total Circuit current. 

Find the total, circuit resistance. 

Find the totai power supplied to the 
circuit. 

8. Check 7 by a sepárate calculation. 


=з O0» OF 4 C5 мн 


Solution: 
P 50 
1. The current in Li isI= E“ 100 = 
0. 50 ampere. 
25 
The curse in Ly is-5 100 ^ 0. 25 ampere. 


; i (ecd _ 
The current in Ls is 100 = 0.75 ampere. 


The current in L, is 100 = 1.50 amperes. 


200 
The current in Lg is == 100 = 2.00 amperes. 
The current in L is 290 - 2.5 amperes 
с 6 100 Е ; 
TI E 10. 
2. The resistance of Li is R= 170.5" 
200 ohms. 
The resistance of L, is 100 = 400 ohms 
2°° 0.25 
The resistance of L, is >= 100- = 133 ohms 
3 > 0, 75 ° 
i .. 100 
The resistance of L,is 1.5" 96." ohms. 


The resistance of Lg is is yee 50 ohms. 


The resistance of Lo is x - 40 ohms. 


3. The current in branch a is 
I + Io +13= 0.5 + 0.25 + 0.75 = 1.5 amperes 


4. The current in branch b is 


I4* I5 *Ig 71.5* 2.0* 2.5 - 6.0 amperes 


~ 


5. The total circuit current is- 
I4 + Ip 71.5 +6.0= 7.5 amperes 


6. The total circuit resistance is 


Ri= eee 100 = 13.3 ohms 


Ik 7.5 
7. The total power supplied to the circuit is: 


50w + 25w + 75w + 150w + 200w * 250w 
= 750 watts: 


8. The total power is also equal to 


Pt = Elt = 100 x 7.5 = 750 watts 


SERIES-PARALLEL COMBINATIONS 


In the preceding discussions, series and 
parallel d-c circuits have been considered 
separately. However, the technician will seldom 
encounter a circuit that consists solely of either 
type of circuit. Most circuits consist of both 
series and parallel elements. A circuit of this 
type will be referred to as a combination cir- 
cuit. The solution of a combination circuit is 
simply a matter of application of the laws and 
rules discussed prior to this point. 


SOLVING A COMBINATION CIRCUIT , 


At least three resistors are required to 
form a combination circuit. Two basic series- 
parallel circuits are shown in figure 5-15. In 
figure 5-15 (A), R, is connected in series with 
the parallel combination made up of Ro and Rq. 


The total resistance (Н+) of figure 5+ 15 (A) 
is determined in two steps. First, the equivalent 
resistance of the parallel combination of R9 and 
R3 is determined as follows: 


Ro = R2R3 _ = 3x0 228 жыла 
' R2+R3 3+6 9 





The sum of Ry. 3 and R,— that is, R, — is 
КЫ) 


R= Б з + Ну =2 +2 = 4 ohms 


94 


Chapter 5—PARALLEL D-C CIRCUITS 





Eg = 20v 


R1 IN SERIES WITH PARALLEL. COMBINATION OF R2 AND R3 


(А) 





Ebe 
R3 





RI IN PARALLEL WITH THE SERIES COMBINATION OF R2 а R3 
(B) 


ВЕ.96 
Figure 5-15. —Coinpound circuits—series- 
parallel cdinections. 


If the total resistance (Rj) and the source 
voltage (Eg) are known, the total current (ц) 
may be determined by Ohm's law. Thus, in 
figure 5-15 (A), 

x $ 
lt =Es „20. 5 amperes 
Rt 4 

If the values of the various resistors and the 
current through them are kriown, the voltage 
drops across the resistors may be determined 
by Ohm's law. Thus, 

Eab = R1 = 5x2 = 10 volts 
and : 
Ерс = ItR2,3 = 5 x 2 - 10 volts 


According to Kirchhoff's voltage law, the sum 
of the voltage drops around the closed circuitis 
equal to the source voltage. Thus, 


Eab + Ере = Es 
or A 
10+ 10 =20 volts 


If the voltage drop (Epc) across R2,3—that 
is, the drop between points b and.c—is known, 
the current through the individual branches may 
be determined as follows: 


v 


E 
„= -be . 10 _ 5 383 апірёгеёв 
Ry 3 
and 
E 
_ be _ 10 _ 
I, = R, = 6 1. 666 айгёгез 


According to Kirchhoff's current law, the 
sum: of the currents flowing in the individual 
parallel branches is equal to the total current. 
Thus, 

P T I3 z It 
or E | ; 
3.333 + 1.666 = 5 amperes (approx) 


The total current flows through Rj; and at point 
b it divides between the two branches ininverse 
proportion to the resistance of each branch. 
Twice as much current goes through Rg as 


. through, R3 because Rg has one-half the re- 
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sistance of Rg. Thus, 3.333, or two-thirds of 5 
amperes. flows through Rg; and 1.666, or one- 
third of 5 amperes flows through R3. 

In figure 5-15 (B), Ry is in parallel with 
Series combination of Rg and R3. „The total 
resistance (R;):is -determined in „two steps. 
First, the sum of the resistance of R5 and R3~ 
that is, Кә 3—15 determined as follows: 


Каз -Rj* Rg = 2«10 = 12 ohms 
Second, the total resistance (R,) is the result of 
combining Ко 4 in parallel with Rj, or 
_ _ 12x6 
t R3 3+ Ri 12 $ 








= 4 ohms 


о 


If the total resistarice (R4) and the source 
voltage (Eg) are known, the "total current (It) 
may be determined by Ohm's law. Thus, in fig- 
ure 5-15 (B), 


Es 20 


— = 5 amperes 
t 4 
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A portion of the total current flows through 
the series combination of R9 and R3 and the 
remainder flows through R1. Because current 
varies inversely with the resistance, two-thirds 
of the total current flows through R1 and one- 
third flows through the series combination of Rg 
апа Ез, Since Бу is one-half of Во + R3. 


The source voltage (Eg) is applied between 
points а and c, and therefore the current I, 
through R is 





BUT 1.666 amperes 


According to Kirchhoff's current law the sum 
of the individual branch currents is equal to the 
total current, or 


11+123 
3.333 + 1.666 (approx) 


I, 
5 


Combination circuits may be made up ofa 
number of resistors arranged in numerous 
Series and parallel combinations. In more com- 
plicated circuits, special theorems, rules, and 
formulas are used. These are based on Ohm's 
Law and provide faster solutions for particular 
applications. Series formulas are applied to the 
Series parts of the circuit, andparallelformulas 
are applied to the parallel parts. For example, 
in figure 5-16, the total resistance (В) may be 
obtained in three logical steps. 

First, Rg, Кд, and Re in figure 5-16(A), are 
in series (there is only one pathfor current) and 
may be combined in figure 5-16 (B), to give the 
resistance, Rs; of the three resistors. Thus, 


Rs = Ra + R4*Rg = 5* 9 +10 = 24 ohms 


and it is now in parallel with Ro (because they 
both receive the same voltage). 
The combined resistance of Rs in parallel 
with Ro is 
8x 24 
= ———— = 6 ohms 
8 + 24 


RoR 
Reo = _ 2s 
i R2* Rs 


as in the figure 5-16 (C). 
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12.a ORIGINAL CIRCUIT Юл. 
А 
3i (A) 
2.0. 
R228. Rg 224.0. 
R6 
2\1. FIRST SIMPLIFICATION 
(B) 
RI 
2л. 
Rs 2 $6.n. Rt 20.0. 
R6 
l2.n. 


SECOND SIMPLIFICATION 
(C) 


EQUIVALENT RESISTANCE 
(D) 
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Figure 5-16.—Solving total resistance in a 
compound circuit. 


Third, the total resistance (R4) is deter mined 
by combining resistors R, and Rg with Rg 2 as 
ЕД 


Ry = Ry+ Rg + Rg,2=2+ 12 + 6 = 20 ohms 


Other compound circuits may be solved ina 
similar manner. For example, in figure 5-17, 
the total resistance (Ry) may be found by simpli- 
fying the circuit in successive steps beginning 
with the resistance, Ry and Кә. Thus, 








and ії is in series with Rg- 


The resistances, R and R4, are added to 
give the resultant resistance, Ку ә 3. Thus, 


R12,3-R1,2 +R3=2+4 = 6 ohms 
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Figure 5-17.—Compound circuit for solving 
resistance, voltage, current, and power. 


Rj 2,3 is in parallel with R4. The combined re- 
sistance, Ry ‚2,3,4, is determined asfollows: 





R R 6 x 12 
R -1,2,3 4 _ =—=4 
209 А76 = ohms 
R,2,3* P4 6-12 1 


This equivalent resistance is in series with 
Ев. Thus, the total resistance (6) of the circuit 
is 


R = R1 2,3,4* R, = 4+ 8 = 12 ohms 
· By Ohm’s Law, the line current (I,) is 
Eg 54 
k=. = = 4.5 атрегеѕ 
Rt 12 


The line current flows through Rs andtherefore 
the voltage drop, Es; across Н» is 


Е5 = IRs = 4.5 x 8= 36 volts 


According to Kirchhoff’s voltage law, the 
sum of the voltage drops around the circuit is 
equal to the source voltage; accordingly, the 
voltage between points a and d is ' 


Ead = Eg- Eş = 54 - 36 = 18 volts 
The current through R4 is 
= Е4 _ 18 
12 


= 1.5 amperes 


The resistance, Ry 


з, Of parallel resistors 
R апа R2 in series with? 


resistor R3is 6 ohms. 


E,q is applied across 6 ohms; therefore the 
current, Ig, through Rg is 


E 18 
| ad. 
= — = 3 amperes 
1,2,3 `6 
The voltage drop, Ез, across R3 is 


I dH as 


E3= I3R3 =3 х4 = 12 volts 


and the voltage across the parallel combination 
of К; and Ro—that is, Ep, —is 

Еве = I1, 2R1, 2 = 3х2 = 6 volts 
where I, 9 18 the current through the parallel 
combinations of R, and Ry. By Kirchhoff's 


current law, I 9 is equal to I3. The current, 
I4 through R4 is 


6 
I1 = ЁБе- — = 2 amperes 
R1 3 
and the current, Ip, through Вә is 
I „Бе. s 1 ampere 
R2 


The preceding computations may be checked 
by the application of Kirchhoff’s voltage and 
current law to the entire circuit. Briefly, the 
sum of the voltage drops around the circuit is 
equal to the source voltage. Voltage Es across 
Rs is 36 volts and voltage Eq across Кд is 18 


.volts—that is, 
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Eg^ Е5 + Ead 


or 54 = 36 + 18 volts 
Likewise, the voltage drop, Epc, across the 
parallel combination of Ку and Rg plus the volt- 
age drop, Ез, across Rg should be equal to the 
voltage across points a and d. Epc is 6 volts and 
Ез is 12 volts. Therefore, 
ЕД = Ebc * E37 6 + 12 = 18volts 

Kirchhoff'S current law says in effect that 
the sum of the branch currents is equal to the 
line current, I,. The line current is 4.5 amperes, 
and therefore the sum of 14 апа Ig should .be 
4.5 amperes, or 


It = 14 + Із = 1.5 + 3 = 4.5 amperes 
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The power consumed in a circuit element is 
determined by one of the three power formulas. 
For example, in figure 5-17 the power, Ру con- 
sumed in Ку is 


P172 I1Epc= 2x 6 =12 watts 
the power Po consumed in Rg is 

P2- Ере = 1 x 6 = 6 watts 
the power P4 consumed in R3 is 

Рз = 13Ез =3 x 12 = 36 watts 
the power P, consumed in R, is 


P, = ILE, = 1.5 x 18 = 27 watts 


4 44 
and the power Ps consumed in R5 is 


P5 = I5E5 = 4.5 x 36 = 162 watts 
The total power Р}, consumed is 
Pt = Py + Po + Рз + P4 + P5 
= 12+ 6+ 364 27+ 162 


= 243 watts 
The total power is also equal to the total 
current multiplied by the source voltage, or 


P= Es = 4,5 x 54= 243 watts 


EFFECTS OF SOURCE RESISTANCE 


The parallel circuits discussed up to this 
point have been explained and solved without 
considering the internal resistance of the source. 
Every known source possesses resistance. In a 
battery the resistance is partially due to the 
Opposition offered to the movement of current 
through the electrolyte. A schematic represen- 
tation of source resistance is shown in figure 
5-18. 

The internal resistance of the battery is 
labeled (Ri) and is always shown schematically 
connected in series with the source. Under load 
conditions this internal resistance will have a 
voltage drop across it and must be considered 
as part of the external circuit. The voltage at 
battery terminals A and B will always be less 
than the generated voltage of the battery since 
a portion of the generated voltage will be dropped 
across the internal resistance of the battery. 
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Figure 5-18.—Battery with internal resistance. 


The presence of internal resistance results 
in (1) a diminished voltage supplied to the com- 
ponents that comprise the load, (2) a decrease 
in total current, and (3) an increase in total 
resistance. The power dissipated by the circuit 
is also affected. The effect of internal resistance 
on the circuit is analyzed using the example 
circuit shown in figure 5-19. 


+ 


r 
1 
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Figure 5-19.—Effect of source resistance on a 
parallel circuit. 


The circuit shown in figure 5-19 can no 
longer be classified as a parallel circuit be- 
cause there is a series resistance to be con- 
Sidered. The circuit is solved in the following 
manner. 


Determine Rea for the parallel network: 


60+ 40 100 


Reduce to an equivalent circuit (fig. 5-20). 
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Figure 5-20.—Equivalent circuit. 


Compute the total series resistance: 
Ri= Ri * Req 
Ry= 1+ 24 -25 ohms 


Compute total current: 


І = 5 = р- = 2 атрегеѕ 


Determine voltage drop across Reg 
E = хк 
Reg t eq 
ER = 2x24 


E 7 48 volts 


Find voltage drop across Н: 


En. 
1 


PROS 2a x 1 ohm 


= xR; 


Ең = 2 volts 


Determine power dissipated by load resistors: 


Р -ILxE 
Reg t Req 
P = 2а х 48 у 
Reg 

Pa - 96 w 
‘eq 


Determine power dissipated by source resis- 
tance: 


Determine total power dissipation: 


Ре = Рв  +PR, 

еа і 
Pi 7 96w * 4w 
P, 7100 м 


Circuit efficiency is determined by the fol- 
lowing formula: : 


P 
Percent Eff = 52 x 100 
Pin 
where 
Percent Eff = percent of efficiency 


Pg = power supplied to load device 


Pip = power supplied by the source 


For the circuit of figure 5-20 the percent Ef- 
ficiency is; 





Percent Eff = Po x 100 
Pin 
' 96 
Percent Eff = x 100 
96 +4 
= 96w 
Percent Eff = —— x 100-7 96 percent 
' 100% 


From this efficiency relationship, we may con- 

clude that the source resistance does affect the 

total power dissipated by the equivalent (load) 

resistance. The Source resistance also affects 

the transfer of power. As statedinthe preceding : 
chapter, maximum transfer of power occurs 

when the circuit is 50 percent efficient, or when 

there is an equal amount of voltage dropped 

across the load and the source resistance. 


OPEN AND SHORT CÍRCUITS 


In comparing the effects of an open in series 
and parallel circuits, the major difference tobe 
noted is that an open in a parallel circuit would 
not necessarily disable the entire circuit; i.e. 
the current flow would not be reduced to zero, 
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unless the open condition existed at some point 
electrically common to all other parts of the 
circuit. 

A short circuit in a parallel network has an 
effect similar to a short in a series circuit. In 
general, the short will cause an increase in 
current and the possibility of component damage 
regardless of the type of circuit involved. 

Opens and shorts, alike, if occurring in a 
branch circuit of a parallel network, will result 
in an overall change in the equivalent resistance. 
This can cause undesirable effects in other 
parts of the circuit due to the corresponding 
change in the total current flow. 

To prevent damage to equipment due to a 
Short circuit, a fuse or overload relay is nor- 
mally placed in the circuit in series with the 
more sensitive components or in series with 
the source. The effects of a short circuit oc- 
curring in a fused network is shown in figure 
5-21 and is explained as follows: 

In figure 5-21, with the switch in position 
one (as shown), a value of current flows that does 
not exceed the rated currentcapacity of the fuse. 
If the switch is thrown to position two, the 
straight wire conductor will be in parallel with 
the load resistors. The equivalent resistance of 
the straight wire and the resistors, all con- 
nected in parallel, will be less than the resis- 
tance of the straight wire. This followsfromthe 
fact that the total resistance ofa parallel circuit 
is always less thanthe smallest resistance inthe 
branch. Since a complete path still exists to 
permit current flow, and the equivalent resis- 
tance is effectively zero, the current will rise 
rapidly until the current capacity of the fuse is 
reached. The fuse will then open the circuit 
causing the current to stop flowing. A shortusu- 
ally causes components to fail in a circuit which 
is not properly fused, or otherwise protected. 
The failure may take the form of a burned-out 
resistor, damaged source, orafireinthe circuit 
components and wiring. 


VOLTAGE DIVIDER 


In practically all electronic devices, suchas 
radio receivers andtransmitters, certain design 
requirements recur again and again. For in- 
stance, a typical radio receiver may require a 
number of different voltages at various points 
in its circuitry. In addition, all the various volt- 
ages must be derived from a single primary 
power supply. The most common method of 
meeting these requirements is by the use of a 
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Figure 5-21.— Example of a circuit protected 
from shorts by a fuse. 


voltage-divider network. A typical voltage divid- 
er consists of two or more resistors connected 
in Series across the primary power supply. The 
primary voltage Eg must be as high or higher 
than any of the individual voltages itisto supply. 
As the primary voltage isdropped by successive 
steps through the series resistors, any desired 
fraction of the original voltage may be ''tapped 
off’? to supply individual requirements. The 
values of the series resistors to be used is 
dictated by the voltage drops required. 


If the total current flowing in the divider 
circuit is affected by the loads placedonit, then 
the voltage drops of each divider resistor will 
also be affected. When a voltage divider isbeing 
designed, the maximum current drawn by the 
loads will determine the value of the resistors 
that form the voltage divider. Normally, there- 
sistance values chosen for the divider will 
permit a current equal to 10 percent of the 
total current drawn by the external loads. This 
current which does not flow through any of the 
load devices is called bleeder current. 

A voltage divider circuit is shown in figure 
5-22. The divider is connectedacross a 270-volt 
source and supplies three loads simultaneously — 
10 ma (1 milliampere is 0.001 ampere) at 90 
volts, between terminal 1 and ground; 5 ma at 
150 volts, between terminal 2 and ground; and 
30 ma at 180 volts, between terminal 3 and 
ground. The current in resistor A is15 ma. The 
current, voltage, resistance, and power of the 4 
resistors are to be determined. 


Kirchhoff’s law of currents applied to ter- 
minal 1 indicates that the current in resistor B 
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Figure 5-22.—Voltage divider, to determine 
R and P. ` 


is equal to the sum of 15 та from resistor A 
and 10 ma from the 90-volt load. Thus, 


| Ір = 15 + 10 = 25 та 
Similarly, 
‘TI, = 25* 5= 30 ma 

and 

Ig = 30 + 307 60 ma 
Kirchhoff's voltage law indicates that the voltage 
Across resistor A is 90 volts; the voltage across 
Bis * 

Ep = 150 - 90 = 60 volts 


the voltage across C is 


Ес = 180 - 150 = 30 volts 
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and the voltage across D is 
Eg = 270 - 180 = 90 volts 
Before solving for the various resistances, 


it should be recalled that in the formula, R = E 


R wil be in ohms if E is in volts and I is in 
amperes. In many electronic circuits, particu- 
larly those being considered, it is just as valid 
and considerably simpler tolet R be in thousands 
of ohms (k-ohms), E in volts, and I in milli- 
amperes. In the following formulas this conven- 
tion will be followed. Е 

Applying Ohm's law to determine the re- 
sistances— 


resistance of A if Н. = ie = 15 = 6 k-ohms 
Ер 60 
resistance of B if Ry = = = 57 02,4 k-ohms 
I, 5 
E 
. c. 30 
resistance of Cis R = = = = 1 k-ohm 
с I, 30 
Fa. 90 
resistance of Dis R, = = 55 = 1,5 k-ohms 
а I1 6 


The power absorbed by 
resistor A is P,= Eala 


= 90 x 0.015= 1.35 watts 
resistor B is Py- Eplp = 60 x 0.025= 1.50 watts 
resistor C is P,- E,I, = 30 x 0.030- 0.90 watt 

resistor D is P47 Egly = 90 x 0.060- 5.40 watts 
The total power absorbed by the 4 resistors is 

1.35 + 1.50 + 0.90 + 5.40 = 9.15 watts 

The power absorbed by the load connected to 
terminal 1 is P4 = E,I,= 90x 0.010 = 0.90 watt 
terminal 2 is Ро = Eglo = 150 x 0.005 = 0.75 watt 
terminal 3 is P4.7 Eglg = 180 x 0.030 = 5.4 watts 
The total power supplied to the 3 loads is 


0.90 0.75 4 5.4 = 7.05 watts 


The total power supplied to the entire circuit 
including the voltage divider and the 3 loads is 
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9.15 + 7.05 = 16.2 watts 
This value is checked as 
Pi = Е х I =270 x 0.060 = 16.2 watts 


In figure 5-23 the voltage divider resistances 
are given and the current in Rg is to be found. 
The load current in R, is 6 ma; the current in 
Ro is 4 ma; and the current inR4 is 10 ma. The 
source voltage is 510 volts. Kirchhoff's current 
law may, be applied at the junctions a, b, c, and 
d to determine expressions for the current in 
resistors Ry, Rs, Re, and Ry. Accordingly, the 
current іп R4 is 1+ 6+ 4+ 10, or I + 20; the cur- 
rent in Rs is I; the current in Rg is I +6; the 
current in Ry is I+ 6+ 4, or I +10. 
+, 1+20 10 ma 
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Figure 5-23.—Voltage divider, to determine E 
and R. 


The voltage across R4 may be expressed іп 
terms of the resistance in.k-ohms and the cur- 
rent in milliamperes as 5(I + 20) volts. Similar- 
ly, the voltage across Rs is equal to 25I; the 
voltage across Rep is 10(1 + 6) and the voltage 
across R4 is 10(I +10). Kirchhoff's law of volt- 
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ages may be applied to the voltage divider to 
solve for the unknown current, I, by expressing 
the source voltage in terms of the given values 
of voltage, resistance, and current (both known 
and unknown values). The sum of the voltages 
across Кд, R5, Rg, and Rz isequalto the source 
voltage as follows: 


E4* Eg*EgtE4 ^Eg 

Б(1 + 20) + 25 1+ 10(1+ 6)+ 10(1+ 10) = 510 
51+ 100 +25 1+ 101+ 60+10 1+ 100—510 
50 I+ 260 - 510 


50 I= 510 - 260 
50 I= 250 
I=5 ma 


The current of 5 ma through R4. produces a 
voltage drop across Ry of 5 x 25, or 125 volts. 
Since R, is in parallel. with Rs, the voltage 
across load Ку is 125 volts. The current through 
R4 is 5+20, or 25 ma and the corresponding 
voltage is 5 x 25, or 125 volts. Since point dis 
at ground potential, point c is 125 volts positive 
with respect to ground, whereas point e is 125 
volts negative with respect to ground. The cur- 
rent іп Re is 5+6 or 11 má and the voltage 
drop across Rg is 11 x 10, or 110 volts. The 
current in RJ is 5 + 10, or 15 maand the voltage 
drop is 15 x 1o or 150 volts. The total voltage is 
the sum of the voltagesacrossthe divider. Thus, 


125+ 125+ 110+ 150= 510 


The power absorbed by each resistor in the 
voltage divider may be found by multiplying the 
voltage across the resistor by the current inthe 
resistor. If the current is expressedinamperes 
and the emf in volts, the power willbe expressed 
in watts. Thus the power in Rq is 


P4= E4l4 = 125 x 0.025 = 3.125 watts 


Similarly the power in Rs is 125 x 0.005 = 0.625 
watt; the power in Rg is 110 x 0.011- 1.21 
watts; and in Rọ is 150 x 0.015 - 2.25 watts. 
The total power in the divider is  : і 


3.125 + 0.625 +1.21+ 2.25 = 7.21 watts: 


The voltage across load R is the voltage across 
R5, or 125 volts. The power in R4 is 


P1 -EJ,- 125 x 0.006 = 0.750 watts 
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"The voltage across load Ro is equal to the sum 


of the voltages across Rs and Rg. Thus, 
Eg =E5 * Eg = 125+ 110 = 235 volts 
Тһе power in load Ro is 
Ра = Epl =235 x 0.004 = 0.940 watt 


The voltage across load R3 is equal to the sum 
of the voltages across R5, Rg, and Ry. Thus, 


Е. = Е, + Eg + Е = 125+ 110 + 150 = 385 volts 
The power іп load Rg is 
Рз = ЕзІз = 385 x 0.010 = 3.85 watts 
The total power in the three loads is 
‚ 0.75+ 0.94 + 3.85= 5.54 watts 
and the total power supplied by the source is 
equal to the sum -of the power absorbed by the 
voltage divider and the three loads, or 
_1.21+ 5.54 = 12.75 watts 
The total power may be checked by 
P, = Ey], = 510 x 0.025- 12.75 watts 


The resistances of load resistorsR,Ro, and 
Rg are determined by means of Ohm’s law as 
follows: 


E 
R, = — = 125 . 20,83 k-ohms 
1 4 6 
E 
Nu _ 235 _ _ 
Ro = рғ й 58. 75 k-ohms 
апа 
Eg _ 385 
В„ = = = 38.5 k-ohms 
3 I, 10 


The variation of voltages and currents found 
in the previous examples are undesirable ina 
voltage divider. It must be designed to provide 
voltages that are as stableas possible. A voltage 
divider consisting of two resistors will be de- 
signed using the circuit configuration shown in 
figure 5-24. The supply voltage is 200 volts. It 
is desired to furnish voltages of 50and 200 volts 
to two loads drawing 6 and 18 milliamperes 


respectively. Assume bleeder current to be 10 
percent of the required load current. 
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Figure 5-24.—Example circuit for proposed 
voltage divider. 


Total load current is specified as 24 milli- 
amperes. The bleeder current, therefore, should 
be 

1 = 10 percent It, ' 


I - 10 percent x 24 ma 


1 = 2,4 та 


The bleeder current and the current through 
resistor Rg combine and both currents flow 
through Бу. This current value may be computed 


TR1= 1 +1н3 
1ң1= 2.4 ma+ 6 ma 
In17 8.4 ma 
The total current may alsobedetermined 
I, = 8.4 ma + 18 ma | 


I, = 26.4 ma 


The resistance values of Rg and R4 must be 
as follows: 


E Е 
1 - Bs s50 s 8. 33 k-ohms, 
R3 6x10 
M En4 __200 кыы 
4 Dn 18 x 10-3 = 11. 1 k- ohms 
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Computing for R] and R9 10. Find the power for Rg, branches (a) and 

E (b), and R4. 

R, zi Rb 150 = 17:85 k-ohms 11. Find the total екеш power. 
In; 8.4x 10? Solutions: 
E 5 50 l. The resistance of branch (a) R, is 

R =- - —— = 20.82 k-ohms R3 XR 

2 Tre 2.4x10 Ка 23774 4 gg 
R3. R4 


TYPICAL PROBLEMS IN SERIES- 1 10 
PARALLEL CIRCUITS p. 100 * 100 50 
100 + 100 
As Seen by the preceding calculations, prob- Ra = 504 50 = 100 ohms 
lems involving the determination of resistance, 
voltage, current, and power in a series-parallel 


; 1 15 
circuit are relatively simple. The procedure is 2. The resistance of branch (b) Ry А 


the same as for series and parallel circuits— R. = (R4 + Rg) R6 
(1) draw the circuit diagram, (2)statethe values b= К + ESI 
given and the values to be found, (3) state the Rg*Rg + Ка 
applicable equations, апа (4) substitute the given (80 + 80) 160 
values and solve for the unknown. For an exam- Rp = 20+ “BO + 80 +160 


ple refer to figure 5-25. 
Rp = 20 + 80 = 100 ohms. 


Problems: 
3. The total circuit resistance R-pis 
1. Find the resistance of branch (a). R. xR 
2. Find the resistance of branch (b). Вт= LA^ 7b, Ry 
3. Find the total circuit resistance. ‚ Rat Rp 
4. Find the total circuit current. 100 x 100 
9. Find the voltages Ер], Ед, and Ep. т = т + 50 
6. Find the current for branch (а) апа (b). 100 * 100 
7. Find the voltages Epo and Eps. 
8. Find the currents Ij, Ig, I3, and I4. 
9. Find the voltages Ens, Ерб, and Еру. RT = 50 + 50 = 100 ohms: 
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Figure 5-25.—Typical series-parallel circuit. 
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4. The total circuit current is= In= E_ The current I, is 
р т 3 
i Ry Egg 100 
E 250 3=—— = — = 0.625 ampere 
Ір==- = Ss 2.5 amperes Rg 160 
Ет 100 


The current for I, is 
9. The voltage drop of R, is 
I47 Ip - Ig 2 1.25 - 0.625 = 0.625 ampere 
Ері = у Ry 72.5 x 50 = 125 volts 
9. The voltage drop across Rg is 
The voltage for (a) is 
' ER3= I4 Ез = 0.625 х 100 = 62.5 volts 
E= Eg -Eni 7-250 -'125- 125 volts 
The voltage drop across Rg is 
The voltage for (b) is 
Ere= Ig Rg= 0.625 x 160= 100 volts 
Ep = Eg - Eg = 250 - 125= 125 volts 
The voltage drop across Rg is 
6. The current for branch (a) is 


E Erg= 14 Rg = 0.625 x 80= 50 volts 
= ——A- 125 _ 1.25 amperes i 
R4 100 10. The power consumed by Rg is 
The current for branch (b) is Pag =14 Egg = 0.625 x 50= 31.25 watts 
I =Ёь = 125 =1.25 amperes The power consumed by branch (a) is 
Rp 100 


Pa= I, Eg =1.25 x 125 = 156.25 watts 
7. The voltage drop across Rg is 
The power consumed by branch (b) is 
Еро? Ip R27 1.25 x 20= 25 volts 
Pp = Ip Ep = 1.25 x 125 = 156.25 watts 
The voltage drop across R5 is 
The power consumed by R, is 
En57 1,85 = 1.25 x 50 7 62.5 volts 
Р = | Е =2.5 х 125 = 312.5 watts 
8. The current I4 is ВІ ВІ ВІ 
11. ‘The total power consumed by the circuit 
l= ER3 = 569 – 0.625 ampere is 
R3 100 
Pa = Poh, +P, + P, 7312.5 * 156.25 + 156.25 
The current Io is T R1 a b 
= 625 watts 


I5 = I, - 11 = 1.25 - 0.625= 0.625 атреге ог Pp =E Iņ" 250 x 2.5= 625 watts 
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СНАРТЕК 6 


NETWORK ANALYSIS OF D-C CIRCUITS 


'SPECIAL NETWORK TECHNIQUES 


The circuit solutions studied up to this point 
have been accomplished mainly through the use 
of formulas derived from Ohm's law. Like many 
other fields of science, electronics has its share 
of special: shortcut methods. These methods, 
however, must be reserved until enough back- 
ground theory has been presented to make their 
use worthwhile. This chapter will therefore be 
devoted to ‘methods of solution which either 
simplify ‘circuit calculations or solve circuits 
which cannot be solved by ordinary methods. 


LOOP ANA LYSIS 


Loop analysis is a valuable method of circuit 
analysis in which Kirchhoff's voltage law is the 
key to the solution, In this method, two or more 
equations are formed which are then solved 
simultaneously. » 

Figure 6-1 shows a network containing five 
resistors and a source. This network will not 
actually be solved but is included so that the 
terms and procedures can be defined. In solv- 
ing this' circuit by loop analysis, three currents 
are assumed as shown. Each current is arbi- 
trarily assigned а. counterclockwise direction 
(the true direction is unimportant at this time). 
Each of the three closed current. paths is called 
a mesh. The individual circujt components (re- 
sistors) which form the meshes are called 
elements, ' 

To solve the circuit in figure 6-1, three 
equations are formed, one for each mesh. The 
number of equations required is always equal 
to the number of meshes. These equations 
are then solved simultaneously. 


TYPICAL SOLUTION 


In this section the combination circuit shown 
in figure 6-2 willbe solved using the loop method 
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of analysis. Notice that thie given circuit is a 
two mesh circuit and therefore two equations 
are required for the solution. 

To begin the solution, a current circulating 
in a counterclockwise direction is assumed in 
each mesh. In addition, it is assumed that these 
currents cause voltage drops across the circuit 
resistors. Polarities are then assigned to each 
resistor, according to the direction of current 
flowing through the resistor. Notice that re- 
sistor R2 carries two currents which flow in 
opposite directions. A separate set of polarity 
signs is uséd for the voltage drops caused by 
each of these currents. After assigning currents 
and polarities to the circuit, the voltage equa- 
tions can be formed. 

Recalling Kirchhoff’s statement that the 
algebraic sum of the emf's and voltage drops 
around any closed loop is equal to zero, an 
equation can be formed for loop ABEF of figure 
6-2. This equation is written starting: at point 
A and tracing around the loop jn the direction 
of assumed current. The polarities used for 
each voltage drop in the equation ‘are those 
found following the component traced through. 
For example, in tracing through Rj from E to 
F the positive polarity sign is used. (For. those 
needing a reyiew of Kirchhoff’s voltage equa- 
tions, refer to chapter 5.) Therefore, the E 
tion for loop ABEF is 


ABEF: 2011 - 20I2 + 8Ij -40= 0 (1) 


Simpliying: 2811 - 2012 (2) 

Notice that in passing through Rg, two volt- 
age drops of opposite polarity are encountered, 
Both of these drops (2011 and-2012) must be іп- 
cluded in the equation along with their proper 
polarities, 
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, Again notice that two opposing voltage drops 
ELEMENTS ' (+ 2012 and - 2011) were included for R2. 
Equations (2) and (4), repeated below, are 
now Solved simultaneously to obtain I1 and I2. 


281j - 2012 - 40 (2) 
- 2011 + 5012 - 0 (4) 
In order to eliminate Io, equation (2) is multi- 


plied by 5 and equation (4) is multipliedby 2. The 
resulting equations (5) and (6) are then added. 





14011 - 10012 = 200 (5) 
- 4011 + 10012 = 0 (6) 
10011 =200 
Dividing both sides by 100: 
I, - 200 
100 
- 2 amperes 


BE.107 To obtain the value of I2, 2amperes is now subs- 
Figure 6-1. —A three mesh network. | tituted into equation (4) and in place of Ij. 


- 20x2 * 5012-0 
E 40 + 5012 = 
5012 = 40 
12 = 0.8 атреге 
Thus, current Ij is 2 amperes and current I2 is 
0.8 ampere. The voltage drops cán now be eval- 


uated using these currents and" Ohm's law as 
follows: 


Ері = В| 
ER1 = 2 х8 





‘ pos FRI = 16 volts 
: | ВЕ.108 
Figure 6-2. — Example circuit, Notice that the actual current through R2 is the 
algebraic sum of the two opposing currents, І 
Next, an equation is written for loop BCDE. Therefore, the voltage across R2 is' 


This equation is п 7 Ep2 = a - 5) R2 
BCDE:' +3015 + 2015 -. 2011 = 0 (3) - Eg2- L2x20 
Simplifying: 7 201+ 5012 = . (4) | Epg = 24 volts 
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ER37 12R3 

Ерз= 0.8х30 

Ep3 = 24 volts 
MULTIPLE SOURCE CIRCUITS 


Quite frequently, networks containing more 
than one source must be solved. Although a 
circuit of this type may look complicated, the 
solution is no more difficult than the one dis- 
cussed previously. In fact, the same method of 
solution is used in both single and multiple 
source circuits. 

Figure 6-3 shows a multiple source circuit 
which will be used in the example solution, In 
the diagram a counterclockwise current has been 
assumed in each mesh and polarities assigned 
accordingly. Note that Rg has two opposing volt- 
age drops, one for each current, The voltage 
equation for loop ABEF is 


+5 + 2011- 2019 * 20 + 51; - 50= 0 (7) 


Simplifying: 25117 201, = 25 (8) 


Loop BCDE: 


-100 + 7I2 + 20 + 1012 + 2012-2017 570 (9) 


Simplifying: -201; + 3715 = 85 (10) 
Multiply (8) by 4: 1001 - 801, = 100 (11) 
Multiply (10) by 5:= 1001, +18519 = 425 (12) 
Ааа: + 10512 = 525 
= 025 
12 105 
I2 ~ 5 amperes 
Substitute (13) in (8) 
25117 20(5) = 25 
2511- 100 = 25 
2511 = 125 
1| = 5 amperes (14) 


Had one of the above currents been negative, 
this would have indicated an incorrectly assumed 
direction of current flow. The magnitude 


of current would be correct. Now that the cur- 
rents are known, the voltage drops across the 
resistors can be calculated. 


Ері = ЦЕ] 
Ер] = 25 volts 
Ер2 = (-19)В2 


Ерә = 0 volts 









1 


1: 5л 20V 


BE.109 ` 
Figure 6-3.— Multiple source circuit, 


Notice that equal and opposite currents flow 
through Rg and no voltage drop occurs across 


it. 


ER3 = I2R3 
ER3 = 50 volts 
Ер4 = I2R4 
Ерд = 35 volts 


EQUIVALENT CIRCUITS 


In the analysis of many circuits, the solution 


is primarily concerned with the computation of 
values for load current and load voltage. In most 
cases additional calculations are required as 
intermediate steps in the solution. The following 
discussion will show how many of these inter- 
mediate steps can be eliminated. 


Let us now examine the load resistor (Б) 


Shown in figure 6-4. This resistor is connected 


108 


Ass Chapter 6-NETWORK ANALYSIS OF D-C CIRCUITS 
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0:а switch so that it сап be connected across 
the terminals of either of the two circuits. When 
the switch is in the position illustrated, Ry, is 
connected to circuit A. 





BE.110 
‘Figure 6-4, —Equivalent circuits. 


: By using a lengthy series of steps, the values 
of load current (2 ma) and load voltage (32 v) 
can be computed. Using the methods studied up 
to this time, computations of total resistance, 
total current, and various voltage drops would 
be requiredas intermediate steps of the solution, 
(An alternate method would be loop analysis.) 

Keeping in mind the values of load voltage and 
current determined for circuit A, assume the 
switch to be in the position which places Ry, 
across the terminals of circuit B, Inthis simple 
series circuit the load voltage and current can be 
easily determined, Notice that again the load 
voltage is 32 volts and the load current is 2 
milliamperes, Since the load voltage and current 
are the same regardless of which circuit is used, 
as far as the loadis concerned circuit B could be 
substituted for circuit A. Any circuit that may be 
substituted for another circuit is calledanequi- 
valent circuit. The purpose of this section is to 
show how a simple equivalent circuit can be 
developed for any complex circuit, This simple 
equivalent circuit is then used for the 
calculations instead of the original complex 
circuit. It should not be necessary toemphasize 
the hours of work that can be saved by utilizing 
an equivalent circuit. 


THEVENIN'S THEOREM 


. one of the most valuable equivalent circuits 
is one known as Thevenin's equivalent circuit. 
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This circuit is derived from Thevenin’s 
Theorem, stated as follows: 


Thevenin’s Theorem: Any linear network of 
impedance and sources, if viewed from any two 
points in the network, can be replaced by an 
equivalent impedance 2 in series with an 
equivalent voltage source Eth. (The term im- 
pedance means any opposition to current flow 
and in d-c circuits will be taken to mean re- 
sistance.) 


According to this theorem, anylinear d-c circuit 
regardless of its complexity can be replaced by 
a Thevenin's equivalent shown in figure 6-5. 











Zth | 
(THEVENIN'S 
IMPEDANCE) 


= Eth 


(THEVENIN'S 
VOLTAGE) 


TERMINALS 





BE.111 
Figure 6-5.—Thevenin’s equivalent circuit. 


The process whereby a Thevenin's equivalent 
circuit is developed for a given network is best 
illustrated by an example. 

Assume that the circuit in figure 6-6 (A) is 
to be used to develop a Thevenin's equivalent 
circuit. Basically the problem consists of finding 
values of Eth and Zth. These quantities can be 
found using the following procedure. 


APPLICATION OF 
THEVENIN'S THEOREM 


1. Disconnect the section of the circuit con- 
sidered as the load (Ry, in fig. 6-6 (A)). 

2. By measurement or calculation, de- 
termine the voltage that would appear between 
the load terminals with the load disconnected 
(terminals X and Y). This open circuit voltage 
is called Thevenin's voltage (Ei). 

3. Replace each source within the circuitby 


its internal impedance. (A constant voltage 
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Source such as a battery is replaced with a 
Short, while a constant current source is re- 
placed with an open, (See fig. 6-6 (B).) | 

4. By measurement or calculation, deter- 
mine the impedance (resistance) the load would 
See, looking back into the network from the load 
terminals, This is Thevenin’s impedance (Zt). 
(See fig. 6-6 (B).) 

5. Draw the equivalent circuit consisting of 
Ry, and Zp in series, connected across source 
Eth (fig. 6-6 (C). Solve for the load current and 
voltage. 


RE 





(A) 





(B) 





(C) 


: BE.112 
Figure 6-6.—Developing a Thevenin's equiva- 


lent. 
A TYPICAL SOLUTION 


In the following solution, the load voltage will 
be computed using loopanalysis. The circuit will 
then be solved a second time using a Thevenin’s 
equivalent circuit. The two methods can thus be 
compared as to results and ease of computation. 


110 


Figure 6-7 shows a three mesh circuit for 
which the output voltage Ey, is tobe determined: 
Currents are assumed in each mesh and ap- 
propriate polarities are assigned. The voltage 
equations are then written as follows: 


(15) 


ABGH: +101, - 101, - 110 = 0 


101; - 101) = 110 (16) 
BCFG: + 301, - 301, + 201, + 101, - 101, = 0(17) 
- 101, + 601, - 301, = 0(18) 
+ 101 


CDEF: + 301, - 301, = 0(19) 


3 


- 301, + 401, = 0(20) 





BE.113. 


Figure 6-7.—Example circuit. 
Adding (16) to (18): 
101, - 1015 - 110 
-1011 + 60Ig - 3013 = 0 
5019 3013 = 110 (21) 
Multiplying (20) by 3: -9015 + 12013 = 0 


Multiplying (21) by 4: 20015 - 12013 = 440 


Adding: 1101, = 440 (22) 


I2 = 4 amperes (23) 


V 


V 


Substituting (23) into (20) 


A5 - 30(4) + 401. = 0 
- 120 + 401, = 0 
401. = 120: 
Ig = 3 amperes (24) 
Substituting (23) into (16) 
E 101, - .10(4) = 110 
101, - 40. = 110 
= 0 
101, 15 
I, = 15 amperes (25) 


Once all three currents are known, the voltages 
are computed and added for each loop asa check. 
If the computed voltages around each loop add 
up to zero, the computed currents are correct. 
The output voltage Er, is then 


E 
Е. = 


L~ 
Most people will agree that the ароуе solution is 
long and tedious. The same circuit will now be 
solved through the use of a Thevenin's equivalent 
circuit; The procedure is as follows: 


30 volts 


1. Disconnect the load as shown in (A) of 
figure 6-8. 

'2. Compute Eth, the no load (open circuit) 
voltage between terminals E and D. This voltage 
is the same as the voltage across R3. Since 110 
volts are applied to R2 and R3 in series, the 
voltage across R3 is three-fifths of 110 volts 
or 66 volts. | 

3. Replace the source 'with its internal 
impedance. In this case the source is a battery 
(constant voltage source) and is replaced with a 
short as in (B) of figure 6-8. This shorts out 
both the battery terminals and R1, resulting in 
the circuit shown in (C) of figure 6-8. 

NOTE: The internal resistance of a flash- 
light cell is approximately 0.005 ohm. Thus, the 
internal resistance of a battery is usually 
considered to be 0 ohms. 
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BE. 114 
Figure 6- 8. —Evolutiori of the equivalent circuit. 


4, Determine the resistance (Zip) the load 
would see ‘‘looking back?’ into the, network from 
terminals E and D. Notice that ‘in (C) of 
the figure, two separate paths exist between 
terminals E and D. One ofthese paths is through 
R2 and the other is through Вз, indicating the two 
resistors to be in parallel. Since Rg and R3 are 
in parallel, this resistance 2th | is 
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E нон, 
th ^ R,«R, 
7, 20х30 
th 20430 

Z,h = 12 ohms 


9. Draw the equivalent circuit and connect 
the load resistance as in (D) of figure 6-8, in- 
cluding the values obtained for Ер and 2+. 
Using Ohm's law, solve for the load current and 
voltage. 


PENES: 
L Zih* Ry 
66 

Ір, 5-5 


IL = 3 amperes 


Notice that the load currents (I5 inthe loop anal- 
ysis and 1ү in Thevenin’s equivalent) are 
identical. . 


Er, = E Ry, 
Et, = 3x10 
Et, = 30 volts 


This is the same value of voltage found by loop 
analysis. At this point one should stop 
and compare the labor required by each method 
in order to reach a solution. Once the steps used 
in applying Thevenin's theoremare learned, this 
method is by far the simplerofthetwo methods. 


VOLTAGE DIVIDER EQUATION 


AS an aid to the application of Thevenin's 
equivalent circuit, an equation can be derived 
which will yield the load voltage in one simple 
calculation. This equation (the derivation will 
be left as a problem for the student) is: 


E, R 


кү = tht 
Za Бү, (26) 


To illustrate the use of equation (26)the Thevenin 
equivalent will be developed for the circuit in 
figure 6-9. As before, the load circuit will be 
opened to determine Eth, the open circuit load 


voltage. With the switch in figure 6-9 open, no. 
load current flows through Ку or Ез. The voltage 
between X and Y is therefore the same as the 
voltage across Ro. Applying the voltage divider 
formula this voltage is found to be: 





_ E Ro 
E = 
E _ 100 x30 
. R2 POE 
ER? = 60 volts 


Since this is the open circuit load voltage, this 
voltage is Ey). 


760 volts 


Eth 






+E, R2 
100v 30a 


BE.115 
Figure 6-9.—Example circuit, 


Next the source is replaced with a short 
circuit. This places Ку and Ro in parallel and 
the impedance Zth looking back into the network 
is: 


12 
zd Hg" 
R, +R, 
Zl 20 x 30 
th = 8+ 50 


Zth = 20 ohms 
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The Thevenin's equivalent circuit is drawn and 

the.load connected as in figure 6-10. Inone step 

the. output voltage across the load can be found 

as follows: Б : 

s Eth RL 
L Zant Rt 
60 x 10 

30 


Еу = 


=. 20 volts 





BE.116 
Figure 6-10:—Thevenin’s equivalent for figure 
6-9. 


Using Thevenin’s equivalent circuit andthe volt- 
age divider equation as tools, certain complex 
circuits can be quickly solved. This technique 
Should not be forgottenas it willbea time saving 
aid in future chapters. 


NORTON'S THEOREM 


Another important theorem that can be used 
as an aid in solving complex circuits is called 
Norton's Theorem. This theorem is similar to 
Thevenin's and is stated as follows: 


Norton's Theorem: Any linear network of im- 
pedance and sources, if viewed from any two 
points in the network, can be replaced by an 
equivalent impedance Zh in shunt with an equiva- 
lent current source 1. 


This equivalent circuit is shown in figure 6-11. 
Notice that the impedance Zth is placed in shunt 
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(parallel) with a constant current source. The 
impedance Zt, is the same impedance used in 
Thevenin's equivalent circuit. 


Q 


BE.117 
Figure 6-11.—Norton’s equivalent circuit. 


To illustrate the application of Norton’s 
theorem, a Norton’s equivalent circuit will Бе 
developed for the network shown in figure 6-12. 
The quantities Z,, and I, can be found as 
follows: 

1. Disconnect the section of the circuit 
considered as the load (Ry, in fig. 6-12 (A)). 





A 
a! R2 
un Wa 
i в 
[NE 


tc) REPLACE SOURCE WITH ITS INTERNAL"R" 


A 

RL 

О, 20а 
8 


(0) DRAW EQUIVALENT CIRCUIT 


BE.118 
Figure 6-12.—Evolution of Norton’s equivalent 
circuit. 


2. By measurement or calculation deter- 
mine the current that would flow through a wire 
connected between the load terminals (A and B 
of fig. 6-12 (B)). This short-circuit load current 
is Norton’s current (Ip). 

3. Remove short from load terminals. Re- 
place each source within the network with its 
internal impedance (the battery in fig. 6-12 (C) 
is replaced with a short). 
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4. By measurement or calculation, de- 
termine the impedance Ztp looking back into the 
network. (Same as for Thevenin's equivalent.) 

9. Draw the equivalent circuit consisting of 
Ry, Zth, and source Ip all in parallel (fig. 6-12 
(C)) and then solve for the desired quantities. 

As an aid to the application of Norton's 
theorem, a current divider equation can be de- 
rived which will yield the load current in one 
calculation. Using the notation from Norton's 
equivalent circuit this equation is 


IZ 
и 9888 (27) 
гр +в 
th L 
The current through the short (Iņ) in figure 
6-12 (B) is 3 amperes, since the short ef- 
fectively places R directly across the source. 
With I, equal to 3 amperes and 2р equal to 
10 ohms, the load current It, is 


12 
Lo (27) 
Zth +В], 


I = 3 x 10 
L 10-20 


Ij, = 1 ampere 


Should it be desired to develop the Thevenin’s 
equivalent circuit, Eth canbe easily determined. 
The Thevenin’s and Norton’s equivalent circuits 
are closely related such that 


Eth= In 2th (28) 


Therefore, Et, for figure 6-12 is 


Eth =In 2 
Eth =3 x10 
Eth = 30 volts 


Thus, if either equivalent circuit is known it 
is a simple matter to convert to the other. 
Usually a Norton’s equivalent circuit is used 
when the load current is desired, and a The- 
venin’s equivalent circuit is used when the 
load voltage is required. 


BRIDGE CIRCUITS 
SIMPLE RESISTANCE BRIDGE 


A resistance bridge. circuit in its simplest 
form is shown in figure 6-13. Two identical 
resistors, R] and Rg, are connected in parallel 
across a 20-volt power source. The network 
becomes a bridge circuit when a cross connection 
or ‘‘bridge’’ is placed between the two resistors. 


BRIOGE 


I:0 





(8) 





(C) 


BE.119 
Figure 6-13.—Simple resistance bridges. 


The voltage across both resistorsis dropped 
at the same rate, because the resistorsare iden- 
tical. Therefore, points a-a’, b-b', c-c’, and 
d-d' are at equal potentials. If the bridge is 
connected between points of equal potential, as 
in figure 6-13 (A), no current will flow through 
the bridge. However, if the bridge is connected 
between points of unequal potential, current will 
flow from the more negative to the less negative 
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end, as shown in figure 6-13 (B) In (B), 
current flows right-to-left from b' to d. In 
(C), current flows left-to-right from a to c'. 
Thus, it can be seen that the direction of 
bridge current is controlled by the relative 
potential of the two ends of the bridge resistor. 
When the bridge is across equal potentials, and 
no current flows, it is said to be balanced, 
When it is across unequal potentials, and current 
flows, it is said to be unbalanced, The bridge 
may be unbalanced in either or bothoftwo ways— 
(1yby connecting the bridge to unequal potentials, 
or (2) by using resistors of unequal values, thus 
causing an unbalanced condition, 


UNBALANCED RESISTANCE BRIDGE 


Figure 6-14 shows an unbalanced bridge 
using unequal resistors. The two parallel legs 
are Rj-R4 and R3-R5. Rg is the bridge. The 
current and voltage drop of each resistor, and 
the source voltage Eg, are to be determined, 


Ola O.la 





BE.120 
Figure 6-14,—Unbalanced resistance bridge. 


The current of 0.1 ampere flowing into junc- 
tion a divides into two parts. The part flowing 
through R1 is indicatedasIj andthe part through 
Rg is 0.1 - Il, Similarly, at junction b, 1] divides, 
part flowing through R2 and the remainder 
through R4. The part through R2 is designated 
Io, and ‘the part through R4 is 11-12. 
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The direction of current through R2 may be 
assumed arbitrarily. 

If the solution indicates a positive value for 
I2, the assumed direction is proved to be correct, 
The current through R4 is Ij - Ig. At junction d 
the ‘currents may be analyzed in a similar 
manner, Current I9 through R2 joins cur- 
rent 0.1 - I; from R3; and the current through 
R5 is 0.1 - I? + 12. 

The unknown currents, Ij and 12, may be de- 
termined by establishing two voltage equations і 
which they both appear. These equations are 
solved for Ij and 12 in terms ofthe given values 
of current and resistance. The first voltage equa- 
tion is developed by tracing clockwise aroundthe 
closed circuit containing resistors R1, Ro, and 
R3. The trace starts at junction a, andproceeds 
to b, tod, andbacktoa. The algebraic sum of the 
voltages around this circuit is zero, These volt- 
ages are expressed in terms of resistance and 
current, Going from a to b, the voltage drop is 
in the direction of the arrow and is equal to 
-5011; the drop across Rg, going from b to d, is 
-10012; and the voltage from d to a (in opposite 
direction to the arrow) is + 70(0.1 - Ij), Thus, 


-501, - 10012 + 70(0.1 - n) = 0 
Multiplying both sides by -1, 
5019 + 10015 - 70(0.1 - 13) = 0 


and transposing and simplifying, 


1201) + 10012 =7 (29) 

The second voltage equation is established by 
tracing clockwise around the circuit, which in- 
cludes resistors R4, R5, and Ro. Starting at 
junction b, the trace proceeds to c, to d, and 
returns to b, The voltage across Кд, from b to 
c, is -250(1, - Ig); the voltage across R5, from 
c to d, is + 150(0.1 - Ij + Ig); and the voltage 
across Ro, from d to b, is + 10012. Thus, 


-250(11 - Ig) + 150(0.1 - H + Ig) + 10015 = 0 


from which, 
4001; - 50012 = 15 (30) 


Equations (29) and (30) may be solved simul- 
taneously by multiplying equation (29) by the 
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factor 5 and then adding the equations to elimi- 
nate I, as follows: 


4001; - 50019 = 15 


6001] + 50019 = 35 
1,0001, = 50 
Ij = 0.05 ampere 


Substituting the value of 0.05 for 1] іп equation 
(29) and solving for I», 


120(0.05) + 10012 


10012 
I = 0.01 ampere 


Thus the current іп Ку is I} = 0.05 ampere. 
The current in Rə is Ig = 0.01 ampere. The cur- 
rent in Rg is 0.1 - Ij = 0.1 - 0.05, or 0.05 
ampere. The current in R4 is I] - 12 - 0.05 
- 0.01,0r 0.04ampere. The current in Rs is0.1 - 
11 + Igor 0.1 - 0.05 + 0.01 = 0.06ampere. The 
voltages Ej, E2, E3, Eq, and Es are as follows: 


E] across Ry is ЦВ] = 0.05 x 50 = 2.5 volts. 

Ез across Во is 1589 = 0.01 х 100 = 1.0 volt. 

E3 across Rg is (0.1 - Ij)R3-0.05 x 70=3.5 volts. 

E4 across Rg is (Ij - I9)R4-0.04 x250-10 volts. 

E5 across Hs is (0.1 - Ij+I9)R5=0.06 x 150 = 
9.0 volts. 


The source voltage Eg is equal to the sum of 
voltages across Rg and R5 or Б] and R4. Thus, 


Es = Ei * E, 
22.5 +10 = 12.5 volts 
and 
Es = Eg Y Ee 


=3.5+ 9 = 12.5 volts 


The voltage across Rg is the difference in the 
voltages across R3 and R1. It is also the 


difference in the voltages across R4 and R5. 
WHEATSTONE BRIDGE 


A type of circuit that is widely used for 


. precision measurements of resistance is the 
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Wheatstone bridge. The circuit diagram of a 
Wheatstone bridge is shown in figure 6-15 (A). 
R1, Rg, and Rg are precision variable resistors, 
and Ry is the resistor whose unknown value of 
resistance is to be determined. After the bridge 
has been properly balanced, the unknown resist- 
ance may be determined by means of a simple 
formula, The galvanometer, G, is inserted 
across terminals b and d to indicate the condi- 
tion of balance. When the bridge is properly 
balanced there is no difference in potential 
across terminals bd, and the galvanometer de- 
flection, when the switch is closed, willbe zero. 

The operation of the bridge is explained ina 
few logical steps. When the switch tothe battery 
is closed, electrons flow from the negative 
terminal of the battery to point a. Here the 
current divides, as it would in any parallel 
circuit, a part of it passing through R1 and R2 
and the remainder passing through R3 and Rx. 
The two currents, labeled Ij and Io, unite at 
point c and return to the positive terminal of the 
battery. The value of 11 depends on the sum of 
resistances R] and R2, and the value of I2 de- 
pends on the sum of resistances R3 and Rx. In 
each case, according to Ohm’s law, the current 
is inversely proportional to'the resistance. 

R1, Бә, and Ез are adjusted so that when 
the galvanometer switch is closed there will 
be no deflection of the needle. When the galva- 
nometer shows no deflection there is no 
difference of potential between points b and d. 
This means that the voltage drop (Ej) асгоѕѕ Кі], 
between points a and b, isthe same as the voltage 
drop (E3) across R3, between points a апаа. By 
similar reasoning, the voltage drops across R2 
and Rx—that is, Eg and Ex—are also equal, Ex- 
pressed algebraically, 


Ey = Ез 
Or 
and 

Eg = Ey 
or 

165 = IR; 
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(A) 


SCHEMATIC WHEATSTONE-BRIOGE CIRCUIT 





SLIDE-WIRE BRIDGE 


BE.121 
Figure 6-15.—Wheatstone bridge circuit. 


Dividing the voltage drops across R1 and 





Simplifying, 
R3 by the respective voltage drops across R2 Ri Ry 
and Ry, Me, Oe 
R R 
2 x 
Therefore, 
ИЛ: 183 R3R3 
Hrs m R, = —— 
IR2 12Вх ME 
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The resistance values of R], R2, and R3 are 
readily determined from the markings on the 
standard resistors, or from the calibrated dials 
if а dial-type bridge is used. 

The Wheatstone bridge may be of the slide- 
wire type, as shown in figure 6-15 (B). In the 
slide-wire circuit, the slide-wire (b to d), 
corresponds to Rj and R3 of figure 6-15 (A). 
The wire may be an alloy of uniform cross 
section; for example German silver or nichrome, 
having a resistance of about 100 ohms. Point 
a is established where the slider contacts the 
wire, The bridge is balanced by moving the 
slider along the wire. 

The equation for solving for Rx in the slide- 
wire bridge of figure 6-15 (B), is similar to the 
one used for solving for Ry in figure 6-15 (A). 
However, in the slide-wire bridge the length 
Li corresponds to the resistance Rj, and the 
length L2 corresponds to the resistance R3. 
Therefore, Lj and L2 may be substituted for 
Rj and R3 in the equation, The resistance of 
L1 and L2 varies uniformly with slider move- 
ment because in a wire of uniform cross section 
the resistance varies directly with the length; 
therefore the ratio of the resistances equals 
to the corresponding ratio of the lengths. Sub- 
stituting L1 and Lg for R1 and R3 
L2R2 


Rx Li 


A meter stick is mounted underneath the 
slide-wire and Lj and L2 are easily read in 
centimeters, For example, if a balance is 
obtained when R2 = 150 ohms, Ц] = 25 ст. 
and L2 = 75 cm., the unknown resistance is 


75 а 
25 x 150 = 450 ohms 
PARALLEL SOURCES SUPPLYING 
A COMMON LOAD 


Ry 


The circuit shown in figure 6-16 illustrates 
two sources of emf, Eg; and Egg, having in- 
ternal resistances of 2 and 2.5 ohms respec- 
tively, connected in parallel, and supplying a 
5-ohm load, Neglecting the resistance of the 
lead wires, it is desired to determine the cur- 
rent delivered by each source to the load, 
the load current, and the load voltage. 

The problem may be solved by establishing 
two voltage equations in which the voltages are 
expressed in terms of the unknown currents 
Ij and I2, the known resistances, and the known 
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l,zI14 I2 





BE.122 
Figure 6-16.—Parallel sources supplying a 
common load, 


voltages. The equations are then solved simul- 
taneously as in previous examples, to eliminate 
one of the unknown currents, The other unknown 
current is solved by substitution. 

The first voltage equation is established by 
starting at point g and tracing clockwise around 
circuit gabdefg, The total load current is equal 
to the sum of the source currents, 11+ Io. 
The first voltage equation is, 


62- 21] - 5(11 + 19)-0 


from which, 


71; + 519 = 62 (31) 


The second voltage equation is established 


by starting at point h and tracing around circuit 
hcbdefh, Thus, 


60 - 2.512 -5(11 + I2) =0 
from which, 


511 + 7.512 - 60 (32) 
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I, is eliminated by multiplying equation (31) 


by 1.5 and subtracting equation (32) from the re- 
sult, as follows: E 


10.51; +. 7.512 = 93 
, 5.01, + 7.512 = 60 


5.51] = 33 


11 6 amperes 


Substituting this value in equation (31), 
7x64 512 = 62 


from which 


Ig = 4 amperes 


The load current іѕ 1+ Ig= 6 + 4 = 10am- 
peres. Thus source Eg] supplies 6 amperesand 
source Eg2 supplies 4 amperes. 

The load voltage is equal to the voltage de- 
veloped across terminals f and b and is equal 
to the difference in a given source voltage and 
the internal voltage absorbed across the co- 
responding source resistance. i 

The statement applies equally to either 
source since both are in parallel with the load. 
In terms of source Es] 

Ер” Ез 7 ШВ} 


62 - 6х2 


50 volts 


and in terms of source Е 59 


Epp Eso = LR, 


60-4x2.5 


= 50 volts 


А further check on the loadvoltage isto express 
this value in terms of the load current and the 
load resistance as follows: 


E R 


(I * „нр 


2) 
(6 +4) (5) 


fb 


50 volts 
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DISTRIBUTION CIRCUITS 
TWO-WIRE DISTRIBUTION CIRCUITS 


Up to this point the voltage drop and the 
power lost in the line wires connecting the 
load and the source have been neglected. When 
the load is located at some distance from the 
source, the line resistance becomes an ap- 
preciable part of the total circuit resistance 
and the voltage and power lost in the line be- 
come significant even with moderate loads. 

In figure 6-17, load M draws 7 amperes 
through terminals b and e, and the parallel 
group of lamps draws 5 amperes through 
terminals c and d. The current in line wires 
bc ahd de is 5 amperes. The line current in 
wires ab and ef is 5 + 7 = 12 amperes. 










оь 70.050. Rye = 0.050 

I,=120 

t 1m=70| 

a o Т 9999 

Ref 70.05 N 

f I, 7120 e Rye = 0052 d 
BE.123 

Figure 6-17.—Simple two-wire distribution 


circuit. 


The voltage source supplies a constant po- 
tential of 120 volts between points a and f. The 
resistance of line wires ab and ef is 2 x 0.05 
0.1 ohm. The voltage drop across line wires 
ab and ef is 12 x 0.1 = 1.2 volts. The voltage 
drop across line wires bc and de is 5x0.1 
0.5 volt. The voltage across M is 120 - 1.2 
118.8 volts and the voltage across the five 
lamps is 118.8 - 0.5 = 118.3 volts. 

The power dissipated in line wires ab and 
ef is equal to (12)2 x 0.1 = 14.4 watts. The 
power absorbed by line wires be and de is 
(5)2 x 0.1= 2.5 watts. The total power absorbed 
by the line wires is 14.4 + 2.5 = 16.9 watts. 
The power delivered to load M is 118.8 x 7 
831.6 watts, and to the 5 lamps is 118.3 x 5 
591.5 watts. The total power supplied to the 
entire circuit is equal to 16.9 + 831.6 + 591.5 
1,440 watts and is equal to the 
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product of the total applied voltage and the total 
current, Thus, 


P = 


t E,I 


dt 120x12- 1,440 watts 


THREE -WIRE DISTRIBUTION CIRCUITS 


Three-wire distribution circuits transmit 
power at 240 volts and utilize it at 120 volts. 
The direct-current 3-wire system includes a 
positive feeder, anegative feeder, anda neutral 
wire, as shown infigure 6-18 (A). The loads are 
connected between the negative feeder and the 
neutral, and between the positive feeder and the 
neutral. Whenthe loads are unbalanced (unequal), 
the neutral wire carries a current equal to the 
difference in the currents in the negative and 
positive feeders. 

In the example of figure 6-18 (A), load Lj 
draws 10 amperes, load L2 draws 4 amperes, 
and the neutral wire carries a current of 10 - 
4 = 6 amperes. The direction of flow of the 
current in the neutral wire is always the same 
as that of the smaller of the currents in the 
positive and negative feeders. Thus the flow 
is to the left in the lower (positive) wire and 
also in the neutral. The current in the upper 
(negative) wire is 10 amperes and in the lower 
wire it is 4 amperes, The algebraic sum of the 
currents entering and leaving junction cis equal 
to zero, Thus, 

+ 10 6 


4 0 


To find load voltage, Ej, a voltage equation 
is established in which Ej isexpressedinterms 
of the source voltage, Е 5], and the IR drops in 
the negative feeder and neutral wire. The alge- 
braic sum of the voltages around the circuit 
fabcf, is equal to zero. Starting at f and pro- 
ceeding clockwise, 


+120 - 10 x 0.5 - E4-6x0.5-0 
E1 = 112 volts 


Thus the voltage across load Ly is 112 volts. 
This voltage is less than the source voltage by 
an amount equal to the sum of the voltage drops 
in the negative (5 volts) and the neutral(3 volts) 
wires. 

To find load voltage E2 a voltage equation is 
established in which E2 is expressedinterms of 
the source voltage, Eg2, and the IR drops in the 
positive feeder and the neutral wire. The 


120 


algebraic sum of the voltages around the circuit 
efcde is zero. Starting at e and proceeding clock- 
wise, 


+120 + (6x 0.5) - E> - (4x 0.5) = 0 
E> = 121 volts 


In tracing the circuit from f to c, note that 
the direction is against the arrow representing 
current flow, and therefore that the IR drop of 
(6 x 0.5) volts is preceded by a plus sign. The 
load voltage, E2, is 121 volts, which is 1 volt 
higher than the source voltage, Eg2. The total 
source voltage (Е51 + Egg) is 240 volts and the 
total load voltage (Е + ЁЕ2) 15112 + 121 = 233 
volts. This value is also equal to the difference 
between the total source voltage and the sum of 
the voltage drops in the positive and negative 
feeders, or 240 - (2 + 5) = 233 volts. 

When the loads are balanced on the positive 
and negative sides of the 3-wire system, the 
neutral current is zero and the currents in the 
outside wires (positive and negative) are equal. 
When the loads are unbalanced the neutral wire 
carries the unbalanced current. The voltage on 
the heavily loaded side falls while the voltage on 
the lightly loaded side rises. The lower the re- 
sistance of the neutral wire, the less imbalance 
in voltage there will be for a given unbalanced 
load. 

A more complicated 3-wire circuit is shown 
in figure 6-18 (B). The source voltage is 120 volts 
between each outside wire and the neutral, or 
center, wire. Load currents in the upper side of 
the system are indicated as 10, 4, and 8 amperes 
respectively for loads 1, 2, and 3. In the lower 
side of the system, the load currents are 12 and 
6 amperes respectively for loads 4 and 5. In 
order to determine the various load voltages it 
is necessary to find the currents ineach outside 
wire and in the neutral wire. The resistances of 
these wires are indicated, andtherefore the volt- 
age drops andthe load voltages may be calculated 
after the currents are determined. 

To find the currents inthe various sections of 
the wires, it is best to start at the load farthest 
removed from the source. The polarities of the 
Sources are such that electrons flow out of the 
negative terminal at n and return to the positive 
terminal at b. 

Currents flowing toward a junction are 
assumed to be positive, and those flowing away 
from a junction are assumed to be negative. Ap- 
plying Kirchhoff’s current law at junction h, the 
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Figure 6-18.— Three-wire distribution circuits. 
Applying the same rule successivelyto junc- 
it follows that at 
0 j 


tions f, e, p, m, d, апа c, 
0 amperes 


neutral current, In (flowing from h to f) is 
junction f, ác du цу zi 
Ifp = 


determined as 
12 - 8 - Inf= 0 

Ihf = 4 amperes 
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at junction e, 


4+8-1,, = 0 


Ó 
Ш 


12 amperes 


ec 
at junction p, 
6+0- Іа = 0 
Ipa = 6 amperes 
at junction m, 
+ i. s. 6-12 - 0 


Алп = 18 amperes 
at junction d, 


0 


d 

с. 
+ 
о 
1 
rary 
e 
l 


4 amperes 
at junction c, 
-1 + 10+12= 0 | 
kb = 22 amperes 


Thus, Eg1 supplies 22amperes and Es2 
supplies 18 amperes. The electron flow inall 
parts of the lower wire is outward from 
the source, and the electron flow in all parts of 
the upper wire is back toward the source. The 
current in the neutral wire is always equal to 
the difference in the currents in the two outside 
wires, and the electron flow is in the direction 
of the smaller of these two currents. Thus in 
figure 6-18 (B), the neutral current in section ad 
is 4 amperes, which is the difference between 
18 amperes and 22 amperes; and it is in the 
direction of the smaller current in section nm. 
The neutral current in section pd is 6 amperes, 
wnich is the difference between 18 amperes and 
12 amperes; and it is in the same direction as 
the 12 amperes in section ec, The neutral current 
in section fp is zero because the current in each 
outside wire in that section is 12 amperes. The 
neutral current in section hfis4amperes, which 
is the difference between 12 amperes and 8 
amperes, and it is inthe direction ofthe smaller 
outside current in section ge. 

In order fo find the voltages acrossthe loads 
in figure 6-18 (B), Kirchhoff's voltage law is 
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applied to the various individual circuits, Thus 
to find the voltage, Е], across load Li, the 
algebraic sum of the voltages around the circuit 
abcda is equated to zero, and E1 is then readily 
determined. Starting at a, 


- 120 + (22 x 0.2) + Е; + (4 х 0.2) = 0 
Е] = 114.8 volts 


To find load voltage E2, the algebraic sum of 
the voltages around circuit dcefpd is set equal 
to zero. Starting at d, 


- 114,8 + (12x 0.2) + Eo ` 
+ (0x0.1) - (6x0.1) = 0 


E, - 113 volts 


2 

To find load voltage Ез, the algebraic sum of 
the voltages around loop feghf is set equal to 
Zero, Starting at f, 


- 113 + (8x0.2) + E3 - (4x0.2) = 0 
Ез = 112.2 volts 


To find load voltage E4, the algebraic sum of the 
voltages around loop nadpfhkmn is set equal to 
zero. Loop mpfhkm cannot be used because it 
would contain two unknown voltages, E5 and E4. 
Starting at n, 


- 120 - (4 x 0.2) + (6 x 0.1) + (0 x 0.1) 

+ (4х 0.2)+ Ед + (12x0.3) + (18x0.3) = 0 
E4 = 110.4 volts 

To find load voltage Es, the algebraic sum of 


the voltages around loop nadpmn is set equal to 
Zero. Starting at n, 


- 120 - (4x0.2) + (6x0.1) 
+ E5 + (18x0.3)- 0 
E5 = 114,8 volts 


In each case, the equations used contain one 
unknown; and thus a simple solution is quickly 
obtained, It is necessary that the path traced 
include a completely closed loop and that all but 
one of the voltages within that loop be known. 
Simple transposition of the resulting equation 
gives the desired voltage. 
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ELECTRICAL CONDUCTORS AND WIRING TECHNIQUES 


Since all electrical circuits utilize conduc- 
tors of one type of another, it is essential that 
you know the basic physical features and elec- 
trical characteristics of the most common 
types of conductors. 

As stated previously, any substance that 
permits the free motion of a large number of 
electrons is classed as a conductor. A conduc- 
tor may be made from many different types of 
metals, but only the most commonly used types 
of materials will be discussed in this chapter. 

To compare the resistance and size of one 
conductor with that of another, a standard or 
unit size of conductor must be established. A 
convenient unit of linear measurement, as far 
as the diameter of a piece of wireis concerned, 
is the mil (0.001 of an inch); and a convenient 
unit of wire length is the foot. The standard 
unit of size in most cases is the MIL-FOOT; 
that is, a wire will have unit size if it has 
diameter of 1 mil and a length of 1 foot. The 
resistance in ohms of a unit conductor of а 
given substance is called the specific resist- 
ance, or specific resistivity, of the substance. 

Gage numbers are a further convenience in 
comparing the diameter of wires. The gage 
commonly used is the American wire gage 
(AWG), formerly the Brown and Sharpe (B and S) 
gage. 


MIL 
SQUARE MIL 


The square mil is a convenient unit of cross- 
sectional area for square or rectangular con- 
ductórs. A square mil is the area of a square, 
the sides of which are 1 mil, as shown in figure 
7-1 (A). To obtain the cross-sectional area in 
square mils of a square conductor, square one 
side measured in mils. To obtain the cross- 
sectional area in square mils of a rectangular 
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conductor, multiply the length of one side by 
that of the other, each length being expressed 
in mils. 

For example, find the cross-sectional area 
of a large rectangular conductor 3/8 inch thick 
and 4 inches wide. The thickness may be ex- 
pressed in mils as 0.375 x 1,000 - 375 mils, 
and the width as 4 x 1,000, or 4,000 mils. The 
cross-sectional area is s 375 x4, 000, or 1,500,000 
square mils. 


CIRCULAR MIL 


The circular mil is the standard unit of wire 
cross-sectional area used in American and 
English wire tables. Because the diameters of 
round conductors, or wires, used to conduct 
electricity may be only a small fraction of an 
inch, it is convenient to express these diameters 
in mils, to avoid the use of decimals. For 
example, the diameter of a wire is expressedas 
25 mils instead of 0.025 inch. A circular mil is 
the area of a circle having a diameter of 1 mil, 
as shown in figure 7-1 (B). The area in circular 

ils of a round conductor is obtained by squar- 
ing the diameter measured in mils. Thus, a 
wire having a diameter of 25 mils has an area 
of 25^ or 625 circular mils. By way of com- 
parison, the basic formula for the area of a 
circle is A= 7 R2 and in this example the area 
in square inches is 


3,14(0.0125)2 = 0.00049 sq. in. 


If D is the diameter of a wire in mils, the area 
in square mils is 


(2) - 


3.1416 


^ D? = 0.7854D? sq. mils. 
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Figure 7-1.—(A) Square mil; (B) circular mil; 
(C) comparison of circular to square mil. 


Therefore, a wire 1 mil in diameter has an 
area of 

А = 0.7854 x 12 = 0.7854 sq. mils, 
which is equivalent to 1 circular mil. The 


cross-sectional area of a wire in circular mils 
is therefore determined as 


0.7854D2 


.0.7854D^ _ n2 n; А 
0.7854 D^ circular mils, 


Az 
where D is the diameter in mils. Thus, the 
constant -F is eliminated from the calculation. 


In comparing square and round conductors 
it should be noted that the circular mil isa 
smaller unit of area than the square mil, and 
therefore there are more circular mils than 
Square mils in any given area. The comparison 
is shown in figure 7-1 (C). The area of a circu- 
lar mil is equal to 0.7854 of a square mil. 
Therefore, to determine the circular-mil area 
when the square-mil area is given, divide the 
area in square mils by 0.7854. Conversely, to 
determine the square-mil area when the circu- 
lar-mil area is given, multiply the area in 
circular mils by 0.7854. 
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For example, a No. 12 wire has a diameter 
of 80.81 mils. What is (1) its area in circular 
mils and (2) its area in square mils? ; 


Solution: 


(1) A= D2- 80.812- 6,530 circular mils 


(2) A =0.7854x6,530 = 5,128.7 square mils 


A rectangular conductor is 1.5 inches wide - 
and 0.25 inch thick. (1) What is its area in 
square mils? (2) What size of round conductor 
in circular mils is necessary to-carry the same 
current as the rectangular bar? 


Solution: 
(1). = 1.5 x 1,000 = 1,500 mils 
0.25"= 0.25 x 1,000 = 250 mils 


A= 1,500 x 250 = 375,000 sq. mils 


(2) To carry the same current, the cross- 
sectional area of the rectangular bar 
and the cross-sectional area of the round 
conductor must be equal. There are more 
circular mils than square mils in this 
area, and therefore 


Ae 375,000 . 
0.7854 


A wire in its usual form is a slender rod or 
filament of drawn metal. In large sizes, wire 
becomes difficult to handle, and its flexibility 
is increased by stranding. The strands are 
usually single wires twisted together in suffi- 
cient numbers to make up the necessary cross- 
sectional area of the cable. The total area in 
circular mils is determined by multiplying the 
area of one strand in circular mils by the 
number of strands in the cable. 


411,000 circular mils 


CIRCULAR-MIL- FOOT 


A circular-mil-foot, as shown in figure 7-2, 
15 actually a unit of volume. It is a unit conduc- 
tor 1 foot in length and having a cross-sectional 
area of 1 circular mil. Because it is considered 
a unit conductor, the circular- mil-foot is useful 
in making comparisons between wires that are 
made of different metals. For example, a basis 
of comparison of the RESISTIVIT Y (to betreated 
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later) of various substances may be made by 
determining the resistance of a circular-mil- 
foot of each of the substances. 


rerom FOOT IRE 
SUR NEA 


BE.126 
Figure 7-2.—Circular-mil-foot. 


In working with certain substances it is 
Sometimes more convenient to employ a dif- 
ferent unit volume. Accordingly, unit volume 
may also be taken as the centimeter cube; and 
Specific resistance becomes the resistance 
offered by a cube-shaped conductor 1 cm. long 
and 1 sq. cm. in cross-sectional area. The inch 
cube may also be used. The unit of volume 
employed is given in tables of specific resist- 
ances. 


SPECIFIC RESISTANCE 
OR RESISTIVITY 


Specific resistance, or resistivity, is the 
resistance in ohms offered by unit volume (the 
circular-mil-foot) of a substance to the flow of 
electric current. Resistivity is the reciprocal 
of conductivity. A substance that has a high 
resistivity will have a low conductivity, and 
vice versa, 

Thus, the specific resistance of a substance ` 
is the resistance of a unit volume of that sub- 
stance. Many tables of specific resistance are 
based on the resistance in ohms of a volume of 
the substance 1 foot long and 1 circular mil in 
cross-sectional area. The temperature at which 
the resistance measurement is made is also 
specified. If the kind of metal of which а con- 
ductor is made is known, the specific resistance 
of the metal may be obtained from a table. The 
specific resistances of some common substances 
are given in table 7-1. 

The resistance of a conductor of uniform 
cross section varies directly as the product of 
the length and the specific resistance of the 
conductor and inversely as the cross-sectional 
area of the conductor. Therefore the resistance 
of a conductor may be calculated if the length, 
cross-sectional area, and specific resistance 
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Table 7-1.—Specific resistance. 


Specific resistance at 20? C, 



















Circular-mil- 
foot 
(ohms) 





Centimeter 
cube 
(microhms) 


Substance 





Silver...... 1.629 9.8 

Copper 1.724 10.37 
(drawn). 

Gold....... 2.44 14.7 

Aluminum ... 2.828 17.02 

Carbon 3.8 to 4.1 vw жоё ow ew 
(amorphous 

Tungsten... 33.2 

Bras8...... 42.1 

Steel (soft)... 95.8 

Nichrome ... 660.0 






of the substance are known, Expressed as an 
equation, the resistance, R in ohms, of a con- 
ductor is 


= рі 
R=? А 
where р (Greek rho) is the specific resistance 
in ohms per circular-mil-foot, L the length in 
feet and A the cross-sectional area in circular 
mils. 

For example, what is the resistance of 1,000 
feet of copper wire having a cross-sectional 
area of 10,400 circular mils (No. 10 wire), the 
wire temperature being 20^ C? 


Solution: 


The specific resistance, from table 7-1, is 
10.37. Substituting the known values in the 
preceding equation, the resistance, R, is de- 
termined as 


1,000 _ 


10,400 

If R, р, and A are known, the length may be 
determined by а simple mathematical trans- 
position, This is of value in many applications. 
For example, when it is desired to locate a 
ground in a telephone line, special test equip- 
ment is used that operates on the principle that 
the resistance of a line varies directly with its 
length. Thus, the distance between the test 
point and a fault can be computed accurately. 

AS has been mentioned in preceding chapters, 
conductance (G) is the reciprocal of resistance. 


R=? 2 = 10.37 x 1 ohm, approximately 
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When R is in ohms, the conductance is ex- 
pressed in mhos. Where resistance is opposi- 
tion to flow, conductance is the ease with which 
the current flows. Conductance is mhos is 
equivalent to the number of amperes flowing in 
а conductor per volt of applied emf. Expressed 
in terms of the specific resistance, length, and 

cross Section of a conductor, 

A 

ee PL 
The conductance, G, varies directly as the 
cross-sectional area, A, and inversely as the 
specific resistance, р and the length, L. When 
A is in circular mils, p is in ohms per cir- 
cular-mil-foot, L is in feet, and G is in mhos. 
The relative conductance of several sub- 

stances is given in table 7-2. 


Table 7-2.—Relative conductance, 












Substance Relative conductance 


(Silver = 100%) 







Silver ... 
Copper... 
Gold .... 
Aluminum. 
Tungsten . 
Zinc E 
Platinum . 





WIRE MEASURE 
RELATION BETWEEN WIRE SIZES 


Wires are manufactured in sizes numberea 
according to a table known as the American 
wire gage (AWG). As may be seen in table 7-3, 
the wire diameters become smaller as the gage 
numbers become larger. The largest wire size 
shown in the table is 0000 (read ''4 naught”), 
and the smallest is number 40. Larger and 
smaller sizes are manufactured but are not 
commonly used by the Navy. The ratio of the 
diameter of one gage number to the diameter of 
the next higher gage number is a constant, 
1.123. The cross-sectional area varies as the 
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square of the diameter. Therefore, the ratio of 
the cross section of one gage number to that of 
the next higher gage number is the square of 
1.123, or 1.261. Because the cube of 1.261 is 
very nearly 2, the cross-sectional area is ap- 
proximately halved, or doubled, -every three 
gage numbers. Also because 1.261 raised to the 
10th power is very nearly equal to 10, the 
cross-sectional area is increased or decreased 
10 times every 10 gage numbers. 

A No. 10 wire has а diameter of approxi- 
mately 102 mils, a cross-sectional area of 
approximately 10,400 circular mils, anda re- 
sistance of approximately 1 ohm per 1,000 feet. 
From these facts it is possible to estimate 
quickly the cross-sectional area and the resist- 
ance of any size copper wire without referring 
directly to a wire table. 

For example, to estimatethe cross-sectional 
area and the resistance of 1,000 feet of No. 17 
wire, the following reasoning might be employed. 
A No. 17 wire is 3 sizes removed from a No, 20 
wire and therefore has twice the cross-sec- 
tional area of a No. 20 wire. A No. 20 wire is 
10 sizes removed from a No. 10 wire and there- 
fore has one-tenth the cross section of a No. 10 
wire. Therefore, the cross-sectional area of a 
No. 17 wire is 2 x 0.1 x10,000 = 2,000 circular 
mils. Since resistance varies inversely withthe 
cross-sectional area, the resistance of a No. 17 
wire is 10 x 1 x 0.5 = 5 ohms рег 1,000 feet. 

A wire gage is shown in figure 7-3. It will 
measure wires ranging in size from number 0 
to number 36. The wire whose size is to be 
measured is inserted in the smallest slot that 
will just accommodate the bare wire. The gage 
number corresponding to that slot indicates the 
Wire size. The slot has parallel sides and 
should not be confused with the semicircular 
opening at the end of the slot. The opening 
simply permits the free movement of the wire 
all the way through the slot. 


STRANDED WIRES AND CABLES 


A WIRE is a slender rod or filament of 
drawn metal. The definition restricts the term 
to what would ordinarily be understood as 
“solid wire." The word ‘‘slender’’ is used 
because the length of a wire is usually large 
in comparison with the diameter. If a wire is 
covered with insulation, it is properly called an 
insulated wire. Although the term ‘‘wire’’ prop- 
erly refers to the metal, it is generally under- 
stood to include the insulation. 
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Table 7-3.—Standard annealed solid copper wire. 


(American wire gage--B & S) 


Ohms per 1,000 ft. 


Pounds 
per 


Diameter | Circular Square 25? C. 65? C. | 
(mils) mils inches (277? F.) (2149? F.) 1,000 ft. ! 


212,000.0 | 0.166 
168,020.0 .132 
133,000.0 .105 
106,000. .0829 
83,700. .0657 
66,400. .0521 
52,600. .0413 
41,700. .0328 
33,100. .0260 
26,300. .0206 
20,800. .0164 
16,500. .0130 
.0103 
.00815 
.00647 
.00513 
.00407 
.00323 
.00256 
.00203 
.00161 
.00128 
.00101 
.000802 
„000536 
„000505 
„000400 
„000317 
.000252 
.000200 
.000158 
.000126 
.0000995 
.0000789 
.0000626 
.0000496 
.0000394 
.0000312 
.0000248 
.0000196 
.0000156 
.0000123 
.0000098 
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A CONDUCTOR is a wire or combination of 
wires not insulated from one another, suitable 
for carrying an electric current. 

A STRANDED CONDUCTOR is a conductor 
composed of a group of wires or of any com- 
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w 
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0.264 | 641.0 
333 | 508.0 | 
.420 | 403.0 
528 | 319.0 
.665 | 253.0 
.839 | 201.0 
1.061 | 159.0 
1.335 | 126.0 
1.685 | 100.0 
2.13 79:5 
2.68 63.0 
3.38 50.0 
4.27 39.6 
5.38 31.4 
6.75 24.9 
8.55 19.8 
10.77 15.7 
13.62 12.4 
17.16 9.86 
21.6 7.82 
27.2 6.20 
34.4 4.92 
43.3 3.90 
54.9 3.09 
69.1 2.45 
87.1 1.94 
109.8 1.54 
138.3 1.22 
174.1 0.970 
220.0 0.769 
217.0 0.610 
350.0 0.484 
440.0 0.384 
554.0 0.304 
702.0 0.241 
882,0 0.191 
1,114.0 0.152 
1,404.0 0.120 
1,769.0 0.0954 
2,230.0 0.0757 
2,810.0 0.0600 
3,550.0 0.0476 
4,480.0 0.037 
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bination of groups of wires, The wires in а 
stranded conductor are usuallytwistedtogether. 

A CABLE is either a stranded conductor 
(single-conductor cable) or a combination 
of conductors insulated from one another 
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STANDARD 
WIRE GAUGE 
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Figure 7-3, — Wire gage. 


(multiple-conductor cable). The term cable is a 
general one, and in practice it isusually applied 
only to the larger sizes of conductors. A small 
cable is more often called a stranded wire or 
cord, Cables may be bare or insulated. The 
insulated cables may be sheathed (covered) 
with lead, or protective armor. 

Figure 7-4 shows some of the different 
types of wire and cables used in the Navy. 

Conductors are stranded mainly to increase 
their flexibility. The arrangement of the wire 
strands in concentric-layer cablesisasfollows: 

The first layer of strands around the center 
is made up of 6 conductors; the second layer is 
made up ох 12 conductors; the third layer is 
made up of 18 conductors; and so on. Thus, 
standard cables are composed of 1, 7, 19, 37, 
and so forth strands. 


WIRE 


SINGLE SOLID CONDUCTOR 


we 











STRANDED CONDUCTDR 





SOLID CONDUCTOR 
MULTI~CONDUCTOR CABLE 


BE.128 
Figure 7-4, —Conductors. 
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The overall flexibility may be increased by 
further stranding of the individual strands. 
Figure 7-5 shows a typical 37-strand cable. 
It also shows how the total circular-milcross- 
sectional area of a stranded cable is determined. 





002 INCH 
37 STRAND CONDUCTOR 


DIAMETER OF EACH STRAND = .002 INCH 
DIAMETER OF EACH STRAND, MILS = 2 MILS 
CIRCULAR MIL AREA OF 

EACH STRAND = D2 = 4CM 

TOTAL CM AREA OF 

CONDUCTOR = 4x 37 = 148 CM 


BE.129 
Figure 7-5.—Stranded conductor. 


FACTORS GOVERNING THE SELECTION 
OF WIRE SIZE 


Several factors must be considered in se- 
lecting the size of wire to be used for trans- 
mitting and distributing electric power. 

One factor is the allowable power loss 12в 
loss) in the line. This lossrepresents electrical 
energy converted into heat, The use of large 
conductors will reduce the resistance andthere- 
fore the I^R loss. However, large conductors 
are more expensive initially than small ones; 
they are heavier and require more substantial 
supports. 

A second factor is the permissible voltage 
drop (IR drop) in the line. If the source main- 
tains a constant voltage at the input to the line, 
any variation in the load on the line will cause 
a variation in line current, and a consequent 
variation in the IR drop in the line. A wide 
variation in the IR drop in the line causes poor 
voltage regulation at the load. The obvious 
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remedy is to reduce either J or R. A reduction 
in load current lowers the amount of power 
being transmitted, whereas a reduction in line 
resistance increases the size and weight of 
conductors required. A compromise is gener- 
ally reached whereby the voltage variation at 
the load is within tolerable limits andthe weight 
of line conductors is not excessive. 

А third factor is the current-carrying ability 
of the line, When current is drawn through the 
line, heat is generated. The temperature of 
the line will rise until the heat radiated, or 
otherwise dissipated, is equal to the heat gen- 
erated by the passage of current through the 
line. If the conductor is insulated, the heat 
generated in the conductor is not so readily 
removed as it would be if the conductor were 
not insulated. Thus, the protect the insulation 
from too much heat, the current through the 
conductor must be maintained below a certain 
value, Rubber insulation will begin to deterio- 
rate at relatively low temperatures. Varnished 
cloth insulation retains its insulating properties 
at higher temperatures; and other insulation— 
for example, asbestos or silicon—is effective 
at still higher temperatures. 


Electrical conductors may be installed in 
locations where the ambient (surrounding) tem- 
perature is relatively high; in which case the 
heat generated by external sources constitutes 
an appreciable part of the total conductor heat- 
ing. Due allowance must be made for the in- 


fluence of external heating on the allowable 
conductor current and each case has its own 
Specific limitations. The maximum allowable 
operating temperature of insulated conductors 
is specified in tables and varies with the type 
of conductor insulation being used. 


Tables have been prepared by the National 
Board of Fire Underwriters giving the safe 
current ratings for various sizes and types of 
conductors covered with various types of in- 
sulation. For example, the allowable current- 
carrying capacities of copper conductors at 
not over 30'C (86? F) room temperature for 
Single conductors in free air are given in 
table 7-4, 


COPPER VS. ALUMINUM CONDUCTORS 


Although silver is the best conductor, its 
cost limits its use to special circuits where a 
substance with high conductivity is needed. 

The two most generally used conductors are 
copper and aluminum. Each has characteristics 
that make its use advantageous under certain 
circumstances. Likewise, each has certain dis- 
advantages. 


Copper has a higher conductivity; it is 
more ductile (can be drawn out), has relatively 
high tensile strength, and can beeasily soldered. 
It is more expensive andheavierthanaluminum. 


Table 7-4, —Current-carrying capacities (in amperes) of single copper 


conductors at ambient temperature of below 30°С 


Rubber or 
thermoplastic 


Thermoplastic 


asbestos var-cam 
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asbestos, var-cam, or 





Heat- Resistant 
or Moisture 
Resistant 


Impregnated | Asbestos 


asbestos 
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Although aluminum has only about 60 percent 
of the conductivity of copper, itslightness makes 
possible long spans, and its relatively large 
diameter for a given conductivity reduces 
corona—that is, the discharge of electricity 
from the wire when it has a high potential. 
The discharge is greater when smaller diameter 
wire is used than when larger diameter wire 
is used. However, aluminum conductors are 
not easily soldered, and aluminum's relatively 
large size for a given conductance does not 
permit the economical use of an insulation 
covering. 

A comparison of some of the characteristcs 
of copper and aluminum is given іп table 7-5. 


Table 7-5, —Characteristics of copper and 
aluminum. 






Characteristics 













Tensile strength 25,000 
(1b/in?). 

Tensile strength for same |55,000 40,000 
conductivity (Ib). 

Weight for same 48 
conductivity (1b). 

Cross section for same 160 


conductivity (C.M.). 
Specific resistance 


TEMPERATURE COEFFICIENT 


The resistance of pure metals—such as 
silver, copper, and aluminum—increasés as 
the temperature increases. However, the re- 
sistance of some alloys—such as constantan 
and manganin—changes very little as the tem- 
perature changes. Measuring instruments use 
these alloys because the resistance of the 
circuits must remain constant if accurate meas- 
urements are to be achieved, 

In table "7-1 the resistance of a circular- 
mil-foot of wire (the specific resistance) is 
given at a specific temperature, 20°С in this 
case. It is necessary to establish a standard 
temperature because, as has been stated, the 
resistance of pure metals increase with an 
increase in temperature; and a true basis of 
comparison cannot be made unless the resist- 
ances of all the substances being compared are 
measured at the same temperature. Theamount 
of increase in the resistance of a 1-ohm sample 
of the conductor per degree rise intemperature 
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above 0°C is called the TEMPERATURE CO- 
EFFICIENT OF RESISTANCE. For copper, the 
value is approximately 0.00427 ohm. For pure 
metals, the temperature coefficient of resist- 
ance ranges between 0.003 and 0.006 ohm. 

Thus, a copper wire having a resistance of 
50 ohms at ап initial temperature of 0°С will 
have an increase in resistance of 50 x 0.00427, 
or 0.214 ohms for the entire length of wire for 
each degree of temperature rise above 0? C. 
At 20?C the increase in resistance is approxi- 
mately 20 x 0.214, or 4.28 ohms, The total re- 
Sistance at 20°С is 50+ 4.28, or 54.28 ohms. 


CONDUCTOR INSULATION 


To be useful and safe, electric current 
must be forced to flow only where it, is needed. 
It must be ‘‘channeled’’ from the power source 
to a useful load, In general, current-carrying 
conductors must not be allowed to come in 
contact with one another, their supporting hard- 
ware, ог. personnel working near them. To 
accomplish this, 'cónductors are coated or 
wrapped with various. materials. These mate- 
rials have such a high reSistance that they are, 
for all practical purposes, nonconductors. They 
are generally referred to as insulators or 
insulating material. 

Because of the expense of insulation and its 
stiffening effect, together with the great variety 
of physical arid electrical conditions under 
which the conductors are operated, only the 
necessary minimum of insulation is applied for 
any particular ’ tybe of cable designed to do a 
specific job. Therefore there is a wide variety 

of insulated conductors available to meet the 
reduirenients of апу job. 

Two. fundamental properties of insulation 
materials (for example, rubber, glass, asbestos, 
and : plastic) are insulation resistance and di- 
electric strength. These are entirely different 
and distinct properties. 

INSULATION RESISTANCE is the resistance 
to current leakage through and over the surface 
of. insulation materials. Insulation resistance 
can: be measured by means of a megger without 
damaging the insulation; and information so 
obtdined serves as a useful guide in appraising 
the general condition of insulation. However, the 
data obtained in this manner may not give a 
true picture of the condition of the insulation. 
Clean-dry insulation having cracks or other 
faults may show a high value of insulation re- 
sistance: but would not be suitable for use. 
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2 DIELECTRIC STRENGTH is the ability of 


' {һе insulator to withstand potential difference 
` and is usually expressed in terms of the voltage 


:at which the insulation fails because ofthe elec- 
'trostatiéó stress. Maximum dielectric strength 
‘values: сап бе measured by raising the voltage 


of a TEST SAMPLE until the insulation breaks 
down, . 


RUBBER 


One of the most common types of insulation 
is rubber. The voltage that may be applied to a 
rubber-covered pair of conductors (twisted 
pair) is dependent on the thickness and the 
quality of the rubber covering. Other factors 
being equal, the thicker the insulation the 


' higher may be the applied voltage. Figure 7-6 


shows two types of rubber-covered wire. One 
is a single, solid conductor, and the other is 
a 2-conductor cable in which each stranded 
conductor is covered with rubber insulation. 


-In each case the rubber serves the same pur- 


pose—to confine the current to its conductor. 
It may be seen from the enlarged cross- 
sectional view that a thin coating of tin sepa- 
rates the copper conductor from the rubber 
insulation. If the thin coating of tin were not 
used, chemical action would take place and the 
rubber would become soft and gummy where it 
makes contact with the copper. When small, 
solid, or stranded conductors are used, a wind- 
ing of. cotton threads is applied between the 
conductors and the rubber insulation. 


PLASTICS 


. Plastic has become one of the more common 
types of material used as: insulation for elec- 
trical conductors. It has good insulating, 
flexibility, and moisture resistant qualities 
under various conditions. There are various 
types of plastics used as insulating material, 
thermoplastic being one of the most common. 
With the use of thermoplastic the conductor 


. temperature can be higher than with some other 


types of insulating materials without damage to 
the insulating quality of the material. 


VARNISHED CAMBRIC 


Heat is developed when current flows through 
a wire, and when a large amount of current 
flows, considerable heat may be developed. The 
heat can be dissipated if air is circulated freely 
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around the wire. If a cover of insulation is 
used, the heat is not removed so readily and 
the temperature may reach a high value. 

Rubber is a good insulator at relatively low 
voltage as long as the temperature remains 
low. Too much heat will cause even the best 
grade of rubber insulation to become brittle 
and crack. VARNISHED CAMBRIC insulation 
will stand much highertemperatures than rubber 
insulation, Varnished cambric is cotton cloth 
that has been coated with an insulating varnish. 
Figure 7-7 shows some of the detail of a cable 
covered with varnished cambric insulation. The 
varnished cambric is in tape form and is 
wound around the conductor in layers. An oily 
compound is applied between each layer of the 
tape. This compound prevents water from seep- 
ing through the insulation. It also acts as a 
lubricant between the layers of tape, so they 
wil slide over each other when the cable is 
bent, 

This type of insulation is used on high- 
voltage conductors associated with switch gear 
in substations and power houses and other 
locations subjected to high temperatures. It is 
also used on high-voltage generator coils and 
leads, and also on transformer leads because 
it is unaffected by oils or grease and because 
it has a high dielectric strength. Varnished 
cambric and paper insulation for cables are the 
two types of insulating materials most widely 
used at voltages above 15,000 volts, but such 
cables are always lead-covered to keep the 
moisture out. 


ASBESTOS 


Even varnished cambric may break down 
when the temperature goes above 85°С (185° 
F). When the combined effects of a high am- 
bient (surrounding) temperature and a high 
internal temperature due to large current flow 
through the wire makes the total temperature 
of the wire go above 85' C, ASBESTOS insula- 
tion is used. 

Asbestos is a good insulation for wires and 
cables used under very high temperature con- 
ditions. It is fire resistant and does not change 
with age. One type of asbestos-covered wire is 
shown in figure 7-8, It consists of a stranded 
copper conductor covered with felted asbestos, 
which is, in turn, covered with asbestos braid. 
This type of wire is used in motion-picture 
projectors, arc lamps, spotlights, heating ele- 
ment leads, and so forth. 
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Figure 7-6.—Rubber insulation, 


Another type of asbestos-covered cable is 
Shown in figure 7-9. It serves as leads for 
motors and transformers that sometimes must 
operate in hot, wet locations. The varnished 
cambric covers the inner layer of felted asbes- 
tos and prevents moisture from reaching the 
innermost layer of asbestos. Asbestos loses its 
insulating properties when it becomes wet, and 
will in fact become a conductor, The varnished 
cambric prevents this from happening because 
it resists moisture. Although this insulation 
will withstand some moisture, it should not be 
used on conductors that may at times be partly 
immersed in water, unless the insulation is 
Protected with an outer lead sheath. 
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PAPER 


Paper has little insulation value alone, but 
when impregnated with a high grace of mineral 
oil, it serves as a satisfactory insulation for 
high-voltage cables. The oil has a high dielec- 
tric strength, and tends to prevent breakdown 
of paper insulation when the paper isthoroughly 
saturated with it. The thin paper tapeis wrapped 
in many layers around the conductors, and it is 
then soaked with oil, 

The 3-conductor cable showm in figure 7-10 
consists of paper insulation on each conductor 
with a spirally wrapped nonmagnetic metallic 
tape over the insulation. The space between 
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Figure 7-7.—Varnished “cambric insulation. 
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Figure 7-8.—Asbestos insulation. 


conductors is filled with a suitable spacer to 
round out the cable and another nonmagnetic 
metal tape is used to secure the entire cable, 
and then a lead sheath is applied over all. 
This type of cable is used on voltages from 
10,000 volts to 35,000 volts. 


SILK AND COTTON 


In certain types of circuits—for example 
communications circuits—a large number of 
conductors are needed, perhaps as many as 
several hundred. Figure "7-11 shows a cable 
containing many conductors, each insulated 
from the others by silk and cotton threads. 

The use of silk and cotton as insulation 
keeps'the size of the cable small enough to be 
handled easily. The silk and cotton threads are 
wrapped around the individual conductors in 
reverse directions, and the covering is then 
impregnated with a special wax compound. 


Because the insulation in this type of cable 
is not subjected to high voltage, thin layers of 
silk and cotton are used. . ; 
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Figure 7-9.—Asbestos and varnished cambric 
insulation, i 
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Figure 7-10.—Paper-insulated power cables. 
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Figure 7-11.—Silk and cotton insulation. 
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ENAMEL 


The wire used on the coilsof meters, relays, 
small transformers, and so forth, is called 
MAGNET WIRE. This wire is insulated with an 
enamel coating. The enamel is a synthetic 
compound of cellulose acetate (wood pulp and 
magnesium). In the manufacture, the bare wire 
is passed through a solution of the hot enamel 
and then cooled, This process is repeated until 
the wire acquires from 6 to 10 coatings. Enamel 
has a higher dielectric strength than rubber for 
equal thickness. It is not practical for large 
wires because of the expense and because the 
insulation is readily fractured when large wires 
are bent, | 

Figure 7-12 shows an enamel-coated wire. 
Enamel is the thinnest insuiating coating that 
can be applied to wires. Hence, enamel-insu- 
lated magnet wire makes smaller coils. En- 
ameled wire is sometimes covered with one or 
more layers of cotton covering to protect the 
enamel from nicks, cuts, or abrasions, 


CONDUCTOR PROTECTION 


Wires and cables are generally subject to 
abuse, The type and amount of abuse depends 
on how and where they are installed and the 
manner in which they are used. Cables buried 
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SCRAPED AWAY 






ENAMEL 
COATING 
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Figure 7-12,—Enamel insulation, 


directly in the ground must resist moisture, 
chemical action, and abrasion. Wires installed 
in buildings must be protected against mechan- 
ical injury and overloading. Wires strung on 
crossarms on poles are kept far enough apart 
so that they do not touch; but snow, ice, and 
strong winds necessitate the use of conductors 
having high tensile strength and substantial 
supporting frame structures. 

Generally, except for overload transmission 
lines, wires or cables are protected by some 
form of covering. The covering may be some 
type of insulator like rubber or plastic. Over 
this an outer covering of fibrous braid may be 
applied. If conditions require, a metallic outer 
covering may be used, The type of outer cover- 
ing used depends on how and where the wire or 
cable is to be used. 


FIBROUS BRAID 


Cotton, linen, silk, rayon, and jute are types 
of FIBROUS BRAIDS. They are used for outer 
covering under conditions where the wires or 
cables are not exposed to heavy mechanical 
injury. Interior wiring for lights or power is 
usually done with impregnated cotton, braid- 
covered, rubber-insulated wire. Generally, the 
wire will be further protected by a flame- 
resistant nonmetallic outer covering or by a 
flexible or rigid conduit. 

Figure 7-13 shows a typical building wire. 
In this instance two braid coverings are used 
for extra protection. The outer braid is soaked 
with a compound that resists moisture and 
flame. 

Impregnated cotton braid is used as a 
covering for outdoor overhead conductors to 
afford protection against abrasion. For example, 
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CONDUCTOR 
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Figure 7-13.— Fibrous braid covering. 
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the service wires from the transformer sec- 
ondary mains to the service entrance and also 
the -high-voltage primary mains to the trans- 
former are protected in this manner. 
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LEAD SHEATH 


Subway-type cables or wires that are con- 
tinual subjected to water must be protected 
by a watertight cover. This watertight cover 
is made either of a continuous lead jacket or 
a rubber sheath molded around the cable. 

Figure 7-14 is an example ofa lead-sheathed 
cable used in power work. The cable shown is a 
Stranded 3-conductor type. Each conductor is 
insulated and then wrapped with a layer of 
rubberized tape. The conductors are twisted 
together and fillers or rope are added to form 
a rounded core. Over this is wrapped a second 
layer of tape called the SERVING, and finally 
the lead sheath is molded around the cable. 
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Figure 7-14.—Lead sheathed cable. 


METALLIC ARMOR 


Metallic armor provides a tough protective 
covering for wires or cables. The type, thick- 
ness, and kind of metal used to make the armor 
depend on the use of the conductors, the cir- 
cumstances under which the conductors are to 
be used, and on the amount of точе treatment 
that is to be expected. 

Four types of metallic armor cables are 
shown in figure 7-15. 

Wire braid armor is used wherever light, 
flexible protection is needed. This type of 
armor is used almost exclusively aboard ship. 
The individual wires that are woven together to 
form the metal braid may be made of steel, 
copper, bronze, or aluminum. Besides mechan- 
ical protection, the wire braid also presents a 
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static shield. This is important in radio work 
aboard ship to prevent interference from stray 


fields. 

When cables are buried directly in the 
ground, they mightbe injuredfromtwo sources— 
moisture, and abrasion. They аге protected 
from moisture by a lead sheath, and from 
abrasion by steel tape or interlocking armor 
covers. The steel tape covering, as shown in 
figure 7-15, is wrapped around the cable and 
then covered with a serving of jute. It is known 
as Parkway cable. The interlocking armor 
covering can withstand impacts better than 
steel tape. Interlocking armor has other uses 
besides underground work. In wiring the interior 
of buildings, interlocking armor- -covered wire 
(BX cable) without the lead sheath is frequently 
used. 

Armor wire is the best type of covering to 
withstand severe wear and tear. Underwater 
leaded cable usually has an outer armor wire 
cover. | 

All wires and cables do not have the same 
type of protective covering. Some coverings 
are designed to withstand moisture, others to 
withstand mechanical strain, and so forth. A 
cable may have a combination of each type, 
each doing its own job. 


CONDUCTOR SPLICES AND 
TERMINAL CONNECTIONS 


Conductor splices and connections are an 
essential part of any electric circuit. When 
conductors join each other, or connect to a 
load, splices or terminals must be used. It is 
important that they be properly made, since 
any electric circuit is only as good as its 
weakest link. The basic requirement of any 
splice or connection is that it be both mechan- 
ically and electrically as strong as the conduc- 
tor or device with which itisused. High-quality 
workmanship and materials must be employed 
to insure lasting electrical contact, physical 
strength, and insulation (if required). The most 
common methods of making splices and con- 
nections in electric cables will now be dis- 
cussed. 

The first step in making a splice is prepar- 
ing the wires or conductor. Insulation must be 
removed from the end of the conductor and the 
exposed metal cleaned. In removing the insula - 
tion from the wire, a sharp knife is used in 
much the same manner as in sharpening a 
pencil. That is, the knife blade is moved ata 
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Figure 7-15.—Metallic armor. 


small angle with the wire to avoid ''nicking"' 
the wire. This produces a taper on the cut 
insulation, as shown in figure 7-16. The insula- 
tion may also be removed by using a plier-like 
hand-operated wire stripper. After the insula- 
tion is removed, the bare wire ends should 
then be scraped bright with the back of a knife 
blade or rubbed clean with fine sandpaper. 


WESTERN UNION SPLICE 


Small, solid conductors may be joined to- 
gether by a simple connection known as the 
WESTERN UNION SPLICE. In most instances 
the wires may be twisted together with the 
fingers and the ends clamped into position 
with a pair of pliers. 

Figure 7-17 shows the steps in making a 
Western Union splice. First, the wires are 
prepared for splicing by removing sufficient 
insulation and cleaning the conductor. Next, 
the wires are brought to a crossed position and 
a long twist or bend is made in each wire. Then 
one of the wire ends is wrapped four of five 
times around the straight portion of the wire. 
The other end wire is wrapped in a similar 
manner. Finally, the ends of the wires should 
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Figure 7-16.—Removine inen- іоп freri a wire. 


be pressed down as close as possible to the 
straight portion of the wire this prevents the 
sharp ends from puncturing the tape covering 
that is wrapped over the splice. : 
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Figure 7-17.— Western Union splice. 


STAGGERED SPLICE 


Joining small, multiconductor cables to- 
gether presents somewhat of a problem. Each 
conductor must be spliced and taped; and if 
the splices are directly opposite each other, 
the overall size of the joint becomes large and 
bulky. A smoother and less bulky joint may be 
made by staggering the splices. 


Figure 7-18 shows how a 2-conductor cable 
is joined to а similar cable by means of the 
staggered splice. Care should'be exercised to 
ensure that a short wire is connected to a long 
wire, and that the sharp ends are clamped 
firmly down on the conductor. 


RATTAIL JOINT 


Wiring that is installed in buildings is usually 
placed inside long lengths of steel pipe (conduit). 
Whenever branch circuits are required, junction 
or pull boxes are inserted in the conduit. One 
type of splice that is used for branch circuits 
is the rettail joint shown in figure 7-19. 


The ends of the conductors to be joined are 
stripped of insulation, The wires are then 
twisted to form the rattail effect, 
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Figure 7-18,—Staggered splice. 
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Figure 7-19.—Rattail joint. 


FIXTURE JOINT 


A fixture joint is used to connect a light 
fixture to the branch circuit of an electrical 
system where the fixture wire is smaller in 
diameter than the branch wire. Like the rattail 
joint, it will not stand much mechanical strain, 

The first step is to remove the insulation 
from the wires to be joined, Figure 7-20 shows 
the steps in making a fixture joint. 

After the wires are prepared, the fixture 
wire is wrapped a few times around the branch 
wire, as shown in the figure. The wires are not 
twisted, as in the rattail joint. The end of the 
branch wire is then bent over the completed 
turns. The remainder of the bare fixture wire 
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Figure "7-20.— Fixture joint. 
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is then wrapped over the bent branch wire. 
Soldering and taping completes the job. 


KNOTTED TAP JOINT 


All of the splices considered up to this 
point are known as BUTTED splices. Each was 
made by joining the FREE ends of the conductors 
together. Sometimes, however, it is necessary 
to join a conductor to a CONTINUOUS wire, 
and such a junction is called a TAP joint, 

The main wire, to which the branch wire is 
to be tapped, has about one inch of insulation 
removed. The branch wire is stripped of about 
three inches of insulation. The steps in making 
the tap are shown in figure 7-21. 

The branch wire is crossed over the main 
wire, as shown in figure, with about three- 
fourths of the bare portion of the branch wire 
extending above the main wire. The end of the 
branch wire is bent over the main wire, brought 
under the main wire, around the branch wire, 
and then over the main wire to form a knot. 
It is then wrapped around the main conductor in 
short, tight turns and the end is trimmed off. 

` The knotted tap is used where the splice is 
subject to strain or slip. When there is no 
mechanical strain, the knot may be eliminated. 


SOLDERING EQUIPMENT 


Soldering operations are a vital part of 
electrical/electronics maintenance procedures, 
It is a manual skill which can and must be 
learned by all personnel who work in the field 
of electricity. Practice is required to develop 
proficiency in the techniques of soldering; how- 
ever, practice serves no useful purpose unless 
it is founded on a thorough understanding of 
basic principles. This discussion is devoted to 
providing information regarding some important 
aspects of soldering operations. 
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Figure 7-21.—Knotted tap joint. 
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Both the solder and the material to be 
soldered must be heated to a temperature which 
allows the solder to flow. If either is heated 
inadequately, ‘‘cold’’ solder joints result. Such 
joints do not provide either the physical strength 
or the electrical conductivity required. Ap- 
preciably exceeding the flow point temperature, 
however, is likely to cause damage to the parts 
being soldered. Various types of solder flow at 
different temperatures. In soldering operations 
it is necessary to select a solder that will 
flow at a temperature low enough, to avoid 
damage to the part being soldered, or to any 
other part or material in the immediate vicinity. 

The duration of high heat conditions is almost 
as important as the temperature. Insulation and 
many other materials in electrical equipment 
are susceptible to damage from heat. They are 
damaged if exposed to excessively high tempera- 
tures, or deteriorate if exposed to less 
drastically elevated temperatures for prolonged 
periods. The time and temperature limitations 
depend on many factors—the kind and amount 
of metal involved, the degree of cleanliness, 
the ability of the material to withstand heat, 
and the heat transfer and dissipation charac- 
teristics of the surroundings. 


SOLDER 


The three grades of solder generally used 
for electrical work are 40-60, 50-50, and 60-40 
solder, The first figure is the percentage of tin, 
while the other is the percentage of lead. 
The higher the percentage of tin content, the 
lower the temperature required for melting. 
Also, the higher the tin content, the easier 
the flow, less the time required to harden, 
and generally the easier it is to do a good 
soldering job. 

In addition to the solder, there must be 
flux to remove any oxide film on the metals 
being joined, otherwise they cannot fuse. The 
flux enables the molten solder to wet the metals 
so the solder can stick. The two types of flux 
are acid flux and rosin flux, Acid flux is more 
active in cleaning metals but is corrosive. 
Rosin is always used for the light soldering 
work in making wire connections. Generally, 
the rosin is іп the hollow core of solder in- 
tended for electrical work, sothat a separate flux 
is unnecessary. Such rosin-core solder is the 
type generally used. It should be noted, though, 
that the flux is not a substitute for cleaning 
the metals to be soldered. The metal must 
be shiny clean for the solder to stick. 
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SOLDERING PROCESS 


Cleanliness is a prime perequisite for effi- 
cient, effective soldering. Solder willnot adhere 
to dirty, greasy, or oxidized surfaces. Heated 
metals tend to oxidize rapidly, and the oxide must 
be removed prior to soldering. Oxides, scale, 
and dirt can be removed by mechanical means 
(such as scraping or cutting with an abrasive) 
or by chemical means. Grease. or oil films 
can be removed by a suitable solvent, Cleaning 
Should be accomplished immediately priortothe 
actual soldering operation. 

Items to be soldered should normally be 
tinned before making mechanical connection, 
When the surface has been properly cleaned, 
a thin, even coating of flux may be placed 
over the surface to be tinned to prevent oxida- 
tion while the part is being heated to soldering 
temperature, Rosin core solder is usually 
preferred in electrical work, but a separate 
rosin flux may be used instead. Separate rosin 
flux is frequently used when tinning wires in 
cable fabrication, Tinning is the coating'of the 
material to be soldered with a light coat of 
solder, 

The tinning on a wire should extend only 
far enough to take advantage of the depth of 
the terminal or receptacle. Tinning or solder 
on wires subject to flexing causes stiffness, 
and may result in breakage. 

The tinned surfaces to be joined анаша be 
Shaped and fitted, then mechanically joined to 
make good mechanical and electrical contact, 
They must be held still with no relative move- 
ment of the parts. Any motion between parts 
will likely result in à poor solder connection, 


SOLDERING TOOLS 
Soldering Irons 


All high quality irons operate inthe tempera- 
ture range of 500° to 600°F. Even the little 
25-watt midget irons produce this temperature. 
The important difference in iron sizes is not 
temperature, but thermal inertia (the capacity 
of the iron to generate and maintain a satis- 
factory soldering temperature while giving up 
heat to the joint to be soldered), Although it 
is not practical to try to solder a heavy metal 
box with the 25-watt iron, that iron is quite 
suitable for replacing a half-watt resistor ina 
printed circuit, An iron with a rating as large 
as 150 watts would be satisfactory for use on a 
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printed circuit, provided that suitable solder- 
ing techniques are used. One advantage of using 
a small iron for small workisthat it is light and 
easy to handle andhasa smalltip which is easily 
inserted into close places. Also, even though its 
temperature is high, it does not have the capac- 
ity to transfer large quantities of heat. 

Some irons have built -inthermostats. Others 
are provided with thermostatically controlled 
stands, These devices control the temperature 
of the soldering iron, but are a source of 
trouble. A well-designed iron is self-regulating 
by virtue of the fact that the resistance of its 
element increases with risingtemperature, thus 
limiting the flow of current. For critical work, 
it is convenient to have a variable transformer 
for fine adjustment of heat; but for general- 
purpose work, no temperature regulation is 
needed. 


Soldering Gun 


The soldering gun has gained great popu- 
larity in recent years because it heats and cools 
rapidly. It is especially well adapted to mainte- 
nance апа troubleshooting work where only a 
small part of the technician's time is spent 
actually soldering. A soldering iron, if kept 
hot constantly, oxidizes rapidly and istherefore 
difficult to keep clean. 

A transformer in the soldering gun supplies 
approximately 1 volt at high current to a loop of 
copper which acts asthetip.Itheatsto soldering 
temperature in 3 to 5 seconds, but may over- 
heat to the point of incandescence if left on 
over 30 seconds. The gun is operated with a 
finger switch so that the gun heats only while 
the switch is depressed. 

Since the gun normally operates only for short 
periods at a time, it is comparatively easy to 
keep cleanand welltinned; thus, little oxidationis 
allowed to form. However, the tip is made of 
pure copper, and is susceptible to pitting which 
results from the dissolving action of the solder. 

Tinning of the tip is always desirable unless 
it has already been done. The gunoriron should 
always be kept tinned in order to permit proper 
heat transfer to the work tobe soldered. Tinning 
also provides adequate control of the heat to 
prevent thermal spillover to nearby materials. 
Tinning of the tip of а gun may be somewhat 
more difficult than tinning the tip of an iron, 
Maintaining the proper tining on either type, 
however, may be made easier by tinning with 
silver solder. The temperature at which the 
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bond is formed between the copper tip and the 
silver solder is considerably higher than with 
lead-tin solder. This tends to decrease the 
pitting action of the solder on the copper tip. 

Pitting of the tip indicates the need for 
retinning, after first filing away a portion of 
the tip. Retinning too often results in using up 
the tip too fast. 

Overheating can easily occur when using the 
gun to solder delicate wiring. With practice, 
however, the heat can be accurately controlled 
by pulsing the gun on and off with its trigger. 
For most jobs, even the LOW position of the 
trigger overheats the soldering gun after 10 
seconds; the HIGH position is used only for 
fast heating and for soldering heavy connec- 
tions. 

Heating and cooling cycles tend to loosen 
the nuts or screws which retain the replaceable 
tips on soldering irons or guns. When the nut 
on a gun is loosened, the resistance of the 
tip connection increases, and the temperature 
of the connection is increased. Continued 
loosening may eventually cause an open circuit. 
Therefore, the nut should be tightened 
periodically. 


Resistance Soldering 


A time-controlled resistance soldering set 
is now available. The set consists of a trans- 
former that supplies 3 or 6 volts at high cur- 
rent to stainless steel or carbon tips. The 
transformer is turned ON by a foot switch 
and OFF by an electronic timer. The timer 
can be adjusted for as long as 3 seconds 
soldering time. This set is especially useful 
for soldering cables to plugs and similar 
conneciors—even the smallest types available. 

In use, the double-tip probes of the solder- 
ing unit are adjusted to straddle the connector 
cup to be soldered. One pulse of current heats 
it for tinning and, after the wire is inserted, 
a second pulse of current completes the job. 
Since the soldering tips are hot only during 
the brief period of actual soldering, burning 
of wire insulation and melting of connector 
inserts are greatly minimized. 

The greatest difficulty with this device is 
keeping the probe tips free of rosin and cor- 
rosion. A cleaning block is mounted on the 
transformer case for this purpose. Some tech- 
nicians prefer fine sandpaper for cleaning the 
double tips. CAUTION: Do not use steel wool. 
It is dangerous when used around electrical 
equipment. 
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Pencil Iron and Special Tips 


An almost indispensable item is the pencil 
type soldering iron with an assortment of tips 
(fig. 7-22). Miniature solderingirons, with watt- 
age ratings of less than 40 watts are easy to 
used and are recommended. In an emergency, 
larger irons can be converted and used on sub- 
miniature equipment as described later in this 
section. 

One type of iron is equipped with severaldif- 
ferent tips that range from one-fourth to one- 
half inch in size (diameter) and are of various 
shapes. This feature makes it adaptable to a 
variety of jobs. Unlike most tips which are 
held in place by setscrews, these tips have 
threads and screw into the barrel. This feature 
provides excellent contact with the heating ele- 
ment, thus improving heat transfer efficiency. 
A pad of ‘‘antiseize’’ compound is supplied with 
each iron. This compound is applied to the 
threads each time a tip is installed in the iron, 
thereby enabling the tip to be easily removed 
when another is to be inserted. 

A special feature of this iron is the solder- 
ing pot that screws in like a tip and holds about 
a thimbleful of solder. It is useful for tinning 
the ends of large numbers of wires. 
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Figure 7-22.— Pencil iron kit with special tips. 
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The interchangeable tips are of various sizes 
and shapes for specific applications, Extra tips 
may be obtained and shaped to serve special 
purposes, The thread-in units are useful in 
soldering subminiature items. The desoldering 
units are specifically designed for performing 
special and individual functions. 

Another advantage of the pencil soldering 
iron is its possible use as an improvised light 
Source for inspections. Simply remove the 
Soldering tip and insert a 120-volt, 6-watt, 
type 656, candelabra screwbase lamp bulb into 
the socket. 

If leads, tabs, or small wiresare bentagainst 
a board or terminal, slotted tips may be used to 
simultaneously melt the solder and straighten 
the leads. 

A hollow tip, which fits over a pin terminal, 
may be used to desolder and resolder wiring at 
cables or feed-through terminals. 

Many miniature components have multiple 
connections, all of which must be desoldered to 
permit removal of the component in one opera- 
tion. These connections may be desoldered in- 
dividually by heating each connectionandbrush- 
ing away the solder. With this method, particular 
care must be taken to insure that loose solder 
does not stick to other parts of become lodged 
where it may cause a short circuit. A more 
efficient method is to use the specially shaped 
desoldering units (fig. 7-22). Select the proper 
size and shape tip that will contact allterminals 
to be desoldered—and nothing else. Do not permit 
the tip to remain in contact with the terminals 
too long at one time. 

If no suitable tip is available fora particular 
operation, an improvised tip may be made. Wrap 
a length of copper wirearoundone ofthe regular 
tips and bend the wire into the proper shape 
for the purpose. This method also serves to re- 
duce tip temperature when a larger iron must 
be used on miniature components, (See fig. 7-23.) 

In connection with the discussion of solder- 
ing tools and devices, the selection of solder 
and flux is also critical. А smalldiameter rosin 
core solder with a high tin-lead ratio (60/40) is 
normally preferred in miniature circuits where 
heat is critical. 


Soldering Aids 


Several devices other than the soldering 
iron and its tips are required in soldering 
miniature circuits, Several of these (brushes, 
probes, scrapers, knives, etc.) have been 
mentioned previously. 
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Figure 7-23.—Improvised tip to reduce tip 
temperature. 


Some type of thermal shunt is essential 
in all soldering operations which involve heat- 
sensitive components. Pliers, tweezers, or 
hemostats may be used for some applications, 
but their effectiveness is limited. A superior 
heat shunt, as shown in figure 7-24, permits 
soldering the leads of component parts with- 
out overheating the part itself. 

For maximum effectiveness, any protective 
coating should be removed before applying the 
heat shunt. The shunt should be attached care- 
fully to prevent damage to the leads, terminals, 
or component parts. The shunt shouldbe clipped 
to the lead, between the joint and the part 
being protected. As the joint is heated, the 
shunt absorbs the excess heat before it can 
reach the part and cause damage. 

A small piece of beeswax may be placed 
between the protected unit and the heat shunt. 
When the beeswax begins to melt, the tempera- 
ture limit has been reached. The heat source 


GOPPER JAWS SWEATED INTO 


ALLIGATOR CLIP 





PROTECTED 
COMPONENT 


AE.47 


Figure 7-24.—Heat shunt, 
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Should be removed inimediately, but the shunt 
should be left in place. 

Premature removal of thé heat shunt permits 
the unrestrictéd flow of heat from the melted 
solder into the component. The shunt should be 
allowed to remain in place until it cools to 
room temperature. A clip-on type shunt is pre- 
ferred because it requires positive action to 
remove the shunt, but does not require that 
the technician maintain pressure to hold it in 
place. 

Another invaluable soldering aid is the 
*sólder sucker’’ syringe. One type is shown in 
figure 7-25. Its purpose is to ‘suck up" ex- 
cess solder (and incidentally the excess heat) 
from a joint. The only requirements of aii ef- 
ficient solder Sucker are a controllable source 
of vacuum (squeeze bulb), a solder receiver, 
and a tip. The, tip must be able to withstand 
the heat of molteri , solder. Teflon is ideal, 
but may be difficult to acquire. A silicon 
rubber-covered. Fiberglas sleevinz with an inner 
diameter of 0.162 inch and the bulb from a 
medicine dropper make$ a suitable syringe. 
(The glass or plastic tip ofthe medicine dropper 
cannot withstand the heat.) 


SOLDER CONNECTIONS 
Frequent arguments occur in electrical shops 


concerning the proper method of making soldered 
connections to terminals and binding posts. For 
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Figure "7-25.—Solder sucker. 
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many years. it was considered necessary to 
wrap the lead tightly around the terminal, so 
as to provide maximum mechanical support and 
strength. General Specification for Soldering 
Process states that the parts to be joined shall 
be held together in such a manner that the 
parts shall not move in relation to one another 
during the soldering process. The joint must 
not be disturbed until the solder has completely 
solidified. 

Electronics Laboratories tested many stand- 
ard capacitors and resistors soldered to 
terminals of various types. The joints were 
then subjected to vibrations far in excess of 
those normally encountered in electrical and 
electronic equipment. The connections were 
made with various degrees of wrapping around 
the terminals, with main reliance for physical 
strength being placed on the solder. As a result 
of these tests and others conducted by other 
organizations, the joints illustrated in figure 
7-26 are recommended. Wrappings of three- 
eighths to three-fourths turn are usually recom- 
mended so that the joint need not be held 
during the application and cooling of the solder. 


Excessive wrappings of leads results in 
increased heat requirements, more strain on 
parts, greater difficulty of inspection, greater 
difficulty of assembly and disassembly of the 
joints, and increased danger of breaking the 
parts or terminals during desoldering opera- 
tions. Insufficient wrapping may result in poor 
solder joints due to movement of the lead 
during the soldering operation. 

The areas to be joined must be heated to 
or slightly above the flow temperature of the 
solder. The application of heat must be care- 
fully controlled to prevent damage to com- 
ponents of the assembly, insulation, or nearby 
materials. Solder is then applied to the heated 
area. Only enough solder should be used to 
make a satisfactory joint. Heavy fillets or 
beads must be avoided. 


Solder should not be melted with the solder- 
ing tip and allowed to flow onto the joint. 
The joint should be heated and the solder 
applied to the joint. When the joint is adequately 
heated, the solder will flow evenly. Excessive 
temperature tends to carbonize flux, thus hinder - 
ing the soldering operation. 


No liquid should be used to cool a solder 
joint. By using the proper tools and soldering 
technique, a joint should not become so hot 
that rapid cooling is needed. 


——— —— 
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Figure 7-26.— Wrapping of terminals for soldering. 


If, for any reason, a satisfactory joint is 
not initially obtained, the joint must be taken 
apart, the surfaces cleaned, excess solder 
removed, and the entire soldering operation (ex- 
cept tinning) repeated. 

After the joint has cooled, all flux residues 
should be removed. Any flux residue remaining 
on the surface of electrical contacts may collect 
dirt and promote arcing at a later time. This 
cleaning is necessary even when rosin-core 
solder is used. : 

Connections should never be soldered or 
desoldered while equipment power isonor while 
the circuit is under test. Always discharge 
any capacitors in the circuit prior to any 
soldering operation. | 


SOLDER SPLICERS 


The solder-type splicer is essentially a 
short piece of metal tube. Its inside diameter 
is just large enough toallowthetipof a stranded 
conductor to be inserted in either end, after 
the conductor tip has been stripped of insula- 
tion, This type of splicer is shown in figure 
7-27. 
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The splicer is first heated and filled with 
solder. Whilé, still molten, the solder is then 
poured: out, leaving the inner surfaces tinned. 
When the conductor tips are stripped, the length 
of exposed strands should' be long enough so 
that the insulation butts against the splicer when 
the conductors are tinned and fully inserted. 
(See fig. .7-27 (B).) When heat is applied to the 
connection and the solder melts, excess solder 
will be squeezed out through the vents. This 
must be cleaned away. After the splice has 
cooled, insulating material must be wrapped or 
tied over the joint. | 


SOLDER TERMINAL LUGS 


In addition to being joined or spliced to one 
another, cohductors are often connectédto other 
objects, such as motors and switches. Since 
this is where a length of conductor ends (ter- 
minates), such. connections are referred to as 
terminal points. In some cases, it.is allowable 
to bend the end of the conductor, into a small 
“eye”? and put it around a terminal binding 
post. Where a mounting screw is used, the 
Screw is passed through the eye. The conductor 
tip which forms the eye should be bent as 
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Figure 7-27.-Steps in using solder splicer. 


Shown in figure 7-28. Note that when the screw 
or binding nutistightened, it also tendsto tighten 
the conductor eye. 

This method of connection is sometimes not 
desirable. When design requirements are more 
rigid, terminal connections are made by using 
special hardware devices called terminal lugs. 
There are terminal lugs of many different sizes 
and shapes, but all are essentially the same as 
the type shown in figure 7-29, 

Each type of lug has a barrel (sleeve) which 
is wedged, crimped, or solderedto its conductor. 
There is also a tongue with a hold or slot in it 
to receive the terminal post or screw. When 
mounting a solder-type terminal lug to a con- 
ductor, first tin the inside of the barrel. The 
conductor tip is stripped and also tinned, then 
inseried in the preheated lug. When mounted, 
the conductor insulation should butt against the 
lug barrel, so that there is no exposed conduc- 
tor. 


SOLDERLESS CONNECTORS 


Splicers and terminal luzs which do not re- 
quire solder are more widely used than those 
which do require solder. Solderless connectors 
are attached to their conductors by means of 
several different devices, but the principle of 
each is essentially the same. They are all 
Squeezed (crimped) tightly onto their conductors. 
They afford adequate electrical contact, plus 
great mechanical strength. In addition, solder- 
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BE. 
Figure 7-28.— Conductor terminal con- 
nection. 


BE. 
Figure 7-29.—Solder-type terminal lug. 
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less connectors are easier to mount correctly 
because they are free from the most common 
problems of solder connector mounting; namely, 
cold solder joints, burned insulation, and so 
forth. 

Solderless connectors are made in a great 
variety of sizes and shapes, and for many dif- 
ferent purposes. Only a few are discussedhere. 
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SOLDERLESS SPLICERS 


Three of the most common types solderless 
splicers, classified according to their methods 
of mounting, are the split-sleeve, split-tapered- 
sleeve, and crimp-on splicers. 


Split-Sleeve Splicer 


A split-sleeve splicer is shown іп figure"7- 30. 
To conaect this splicer to its conductor, the 
Stripped conductor tip is first inserted between 
the split- sleeve jaws. Using a tool designed for 
that purpose, the slide ring is forced towardthe 
end of the sleeve. The sleeve jaws are closed 
tightly on the conductor, and the slide ring holds 
them securely. 





Figure 7-30.—Split-sleeve Seer 


Split- Tapered-Sleeve Splicer 


A cross-sectional view of a split-tapered- 
sleeve splicer is shown in figure 7-31 (A). To 
mount this type of splicer, the conductor is 
stripped and inserted inthe split-tapered sleeve. 
The threaded sleeve is turned or screwed into 
the tapered bore of the body. As-the sleeve is 
turned in, the split segments are squeezed tightly 
around the conductor by the narrowing bore. The 
finished splice (fig. 7-31 (B)), must be covered 
with insulation. f 


Crimp-On Splicer 


The crimp-on splicer (fig. 7-32) is the 
simplest of the splicers discussed, The type 
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BE. 
Figure 7-31.—Split-tapered-sleeve 
splice. 


shown is preinsulated, though uninsulated types 
are manufactured. These splicers are mounted 
with a special plier-like hand-crimping tool 
designed for that purpose. The stripped con- 
ductor tips are inserted in the splicer, which 
is then squeezed tightly closed. The insulating 
sleeve grips the outer insulated conductor, and 
the metallic internal splicer grips the bare 
conductor strands. 


SOLDERLESS TERMINAL LUGS 


Solderless terminal lugs are used more 
widely than solder terminal lugs. They afford 
adequate electrical contact, plus great mechan- 
ical strength. In addition, solderless lugs are 
easier to attach correctly, because they are free 
from the most common problems of solder ter- 
minal lugs; namely, cold solder joints, burned 
insulation, and so forth. There are many sizes 
and shapes of these lugs, each intended for a 
different type of service of conductor size. Only . 
a few are discussed here. 

These are classifiedaccording to their meth- 
od of mounting. They are the split-tapered- 
Sleeve (wedge-type), split-tapered-sleeve 
(threaded-type), and crimp-on. 


Split- Tapered-Sleeve 
Terminal Lug (Wedge) 


This type lug is shown in figure 7-33. It is 
commonly referred to as a ‘‘wedge-on,’’ be- 
cause of the manner in which it is secured to a 
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Figure 7-32.— Crimp-on splicer. 


conductor. The stripped conductor is inserted 
through the hole in the split sleeve. When the 
sleeve is forced or ‘‘wedged’’ down into the 
barrel, its tapered segments are squeezed 
tightly around the conductor. 










SpJit- Tapered-Sleeve 
Terminal Lug (Threaded) 


This lug (fig. 7-34) is attached to a conduc- 
tor in exactly the same manner as a split- 
Sleeve splicer. The segments of the threaded 
split sleeve squeezes tightly around the con- 
ductor as it is turned into the tapered bore of 
the barrel, For this reason, the lug is com- 
monly referred to as a ‘‘screw-wedge.’’ 
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Стітр-Оп Terminal Lug 


The crimp-on lug is shown in figure 7-35, 
This lug is simply squeezed or ‘‘crimped’’ 
tightly onto a conductor. This is done by using 
the same tool used with the crimp-on splicer. 
The lug shown is preinsulated, but uninsulated 
types are manufactured. When mounted, both 
the conductor and its insulation are gripped by 
the lug. 


TAPING A SPLICE © BE. 153 
The final step in completing a splice or Figure 7-33.—Split-tapered-sleeve 
joint is the placing of insulation over the bare terminal lug (wedge type). 
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Figure 7-34.—Split-tapered-sleeve 
terminal lug (threaded). 
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Figure 7-35.—Crimp-on terminal lug. 


insulation should be of the 
same basic substance as the original in- 
sulation. Usually a rubber splicing com- 
pound is used. 


wire. The 


RUBBER TAPE 


Latex (rubber) tape is a splicing compound, 
It is used where the original insulation was 
rubber. The tape is applied to the splice with a 
light tension so that each layer presses tightly 
against the one underneath it. This pressure 
causes the rubber tape to blend into a solid 
mass. When the application is completed, an 
insulation simi]ar to the original has been 
restored. 

Between each layer of latex tape, when it is 
in roll form, there is alayer of paper or treated 
cloth. This layer prevents the latex from fusing 
while still on the roll. The paper or cloth is 
peeled off апа discarded before the tape is ap- 
plied to the splice. 

Figure 7-36 shows the correct way to cover 
a splice with rubber insulation. The rubber 


.Splicing tape' should be applied smoothly and 


147 


under tension so that there will benoair spaces 
bstween the layers. In putting on the first layer, 
start near the middle of the joint instead of the 

end, The diameter of the completed insulated 
joint should be somewhat greater that the over- 
all diameter of the original cable, including. the 
insulation. 


FRICTION TAPE 


Putting rubber tape over the splice means 
that the insulation has been restored to a great 
degree. It is also necessary to restore the pro- 
tective covering. Friction tape is used for this 
purpose; it also affords a minor degree ofelec- 
trical insulation. | 

Friction tape is a cotton cloth that has been 
treated with a sticky rubber compound, It comes 
in rolls similar to rubber tape except that no 
paper or cloth separator is used. Friction tape 
is applied like rubber tape; however, it doesnot 
stretch. 

The friction tape should be started slightly 
back on the original braid covering. Wind the 
tape so that each turn overlaps’ the one before 
it; and extend the tape over ontóthe braid cover- 
ing at the other end of the splice. From this 
point a second layer is wound back along the 
splice until the original starting point is reached. 
Cutting the tape and firmly pressing down the 
end complete the job. When proper care is taken, 
the splice can take as much abuse as the rest 
of the wire. 

Weatherproof wire has no rubber insulation; 
just a braid covering. In that case, no rubber 
tape is necessary, only frictiontape need be uséd. 
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PLASTIC ELECTRICAL TAPE 


Plastic electrical tape has come into wide 
use in recent years, It has certain advantages 
over rubber and friction tape. For example, it 
will withstand higher voltages for a giventhick- 
ness, Single thin layers of certain commercially 
available plastic tape will stand severalthousand 
volts without breaking down. However, to provide 
an extra margin of safety, several layers are 
usually wound over the splice. Because the tape 
is very thin, the extra layers add only a very 
small amount of bulk; but at the same time the 
added protection, normally furnished by friction 
tape, is provided by the additional layers of 
plastic tape. In the choice of plastic tape, the 
factor of expense must be balanced against the 
other factors involved, 

Plastic electric tape normally has a certain 
amount of stretch so that it easily conforms to 
the contour of the splice without adding unnec- 
essary bulk. The lack of bulkiness is especially 
important in some junction boxes where space 
is at a premium. 

For high temperatures—for example, above 
175? F.—a special type of tape backed with 
glass cloth is used. 
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Figure 7-36.—Applying rubber tape. 


CHAPTER 8 


| ELECTROMAGNETISM AND 
p MAGNETIC CIRCUITS 


The fundamental theories concerning simple 
magnets and magnetism were discussedinchap- 
ter 2 of this manual. Those discussions dealt 
mainly with forms of magnetism that were not 
related directly to electricity permanent mag- 
nets for instance. Only brief mention was made 
of those forms of magnetism having direct rela- 
tion to electricity (such as '^producing electricity 
with magnetism’’), This chapter resumes the 
study of magnetism where chapter 2 left off. 
Therefore, it may be necessary for youto review 
parts of chapter 2 from time to time. This 
chapter begins the more advanced study of 
magnetism as it is affected by electric current 
flow, and the closely related study of electricity 
as it is affected by magnetism. This general 
Subject area is most often referred to as elec- 
tromagnetism. 

Magnetism and basic electricity are so 
closely related that one cannot be studied at 
length without involving the other. This close 
fundamental relationship will be continually 
borne out in other chapters of this manual, such 
as in the study of generators, transformers, and 
motors, The technician, to be proficient in 
electricity, must become familiar with such 
general relationships that exist between mag- 
netism and electricity as follows: 

l. Electric current flow willalways produce 
some form of magnetism. 

2. Magnetism is by far the most commonly 
used means for producing or using electricity. 

3. The peculiar behaviorofelectricity under 
certain conditions is caused by magnetic in- 
fluences, 


MAGNETIC FIELD 
AROUND A CURRENT- 
CARRYING CONDUCTOR 


In 1819 Hans Christian Oersted, a Danish 
physicist, found that a definite relation exists 
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between magnetism and electricity. He dis- 
covered that an electric current is accompanied 
by certain magnetic effects and that these effects 
obey definite laws. If a compass is place in 
the vicinity of a current-carrying conductor, the 
needle alines itself at right angles to the con- 
ductor, thus indicating the presence of a mag- 
netic force. The presence of this force can be 
demonstrated by passing an electric current 
through a vertical conductor which passes 
through a horizontal piece of cardboard, as 
illustrated in figure 8-1. The magnitude and 
direction of the force are determined by setting 
a compass at various points on the cardboard 
and noting the deflection. 

The direction of the force is assumed to be 
the direction the north pole of the compass 
points. These deflections show that a mag- 
netic field exists in circular form around the 
conductor. When the current flows upward, 
the field direction is clockwise, as viewed from 
the top, but if the polarity of the supply is re- 
versed so that the current flows downward, the 
direction of the field is counterclockwise. 


The relation between the direction of the mag- 
netic lines of force around a conductor and the 
direction of current flow alongthe conductor may 
be determined by means of the left-hand rule 
for a conductor. If the conductor is grasped in 
the left hand with the thumb extended in the di- 
rection of electron flow ( - to +), the fingers 
will point in the direction of the magnetic lines 
of force. This is the same direction in which 
the north pole of a compass would point if the 
compass was placed in the magnetic field. 


Arrows generally are used in electric dia- 
grams to denote the direction of current flow 
along the length of wire. Where cross sections 
of wire are shown, a special view of the arrow 
is used. A cross-sectional view of a conductor 
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NEEDLE 
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Figure 8-1.—Magnetic field around a 
current-carrying conductor. 


that is-carrying current toward the observer is 
illustrated in figure 8-2 (A). The direction of 
current is indicated by a dot, which represents 
the head of the arrow. A conductor that is 
carrying current away from the observer is 
illustrated in figure 8-2 (B). The direction of 
current is indicated by a cross, which repre- 
sents the tail of the arrow. 

When two parallel conductors carry current 
in the same direction, the magnetic fields tend 
to encircle both conductors, drawing them to- 
gether with a force of attraction, as shown in 
figure 8-3 (A). Two parallel conductors carry- 
ing currents in opposite directions are shownin 





CURRENT CURRENT 
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Figure 8-2,— Magnetic field around a 
current-carrying conductor, detailed view. 
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figure 8-3 (B). The field around one conductor 
is opposite in direction to the field around the 
other conductor. The resulting lines of force 
are crowded together in the space between the 
wires, and tend to push the wiresapart. There- 
fore, two parallel adjacent conductors carrying 
currents in the same directionattract each other 
and two parallel conductors carrying currents 
in opposite directions repel each other. 


MAGNETIC FIELD OF A COIL 
The magnetic field arounda current-carrying 
wire exists at all points along its length. The 


field consists of concentric circles in a plane 
perpendicular to the wire. (See fig. 8-1.) When 
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Figure 8-3.— Magnetic field around two 
parallel conductors. 
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this straight wire is wound around a core, as 
shown in figure 8-4 (А), it becomes a coil and the 
magnetic field assumes a different shape. Part 
(A) is a partial cutaway view which shows the 
construction of a simple coil, Part (B)is a com- 
plete cross-sectional view of the same coil. The 
two ends of the coil are identified as a and b. 
When current is passed through the coiled con- 
ductor, as indicated, the magnetic field of each 
turn of wire links with the fields of adjacent 
turns, as explained in connection with figure 
8-3 (A). The combined influence ofallthe turns 
produces a two-pole field similar to that of a 
simple bar magnet. One end of the coil will be 
a north pole and the other end will be a south 
pole. 


POLARITY OF AN 
ELECTROMAGNETIC COIL 


In figure 8-2, it was shown that the direction 
of the magnetic field arounda straight conductor 
depends on the direction of current flow through 
that conductor. Thus, a reversalof current flow 
through a conductor causes a reversal inthe di- 
rection of the magnetic field that is produced. 
It follows that a reversal of the current flow 
through a coil also causes a reversalofits two- 
pole field. This is true because that field is the 
product of the linkage between the individual 
turns of wire on the coil. Therefore, if the field 
of each turn is reversed, it follows thatthe total 
field (coil’s field) is also reversed. 
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Figure 8-4.— Magnetic field produced bya 
current-carrying coil. 
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When the direction of electron flowthrougha 
coil is known, its polarity may be determined by 
use of the left-hand rule for coils. This rule is 
illustrated in figure 8-5, and is stated as fol- 
lows: Grasping the coil intheleft hand, with the 
fingers ‘‘wrapped around"! in the direction of 
electron flow, the thumb will point toward the 
north pole. 


STRENGTH OF AN ELECTRO- 
MAGNETIC FIELD 


The strength, or intensity, of a coil's field 
depends on a number of factors. The major fac- 
tors are listed below. All of these factors are 
discussed under headings that follow. 

1. The number of turns of coaductor. 

2. The amount of current flow through the 
coil. 

3. The ratio of the coil's length to its width. 

4. The type of material in the core. 
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Figure 8-5.— Left-hand rule for coil polarity. 
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MAGNETIC CIRCUITS 


Many electrical devices depend upon mag- 
netism in one or more forms for their operation. 
To have these devices function efficiently, en- 
gineers work out intricate designs for the re- 
quired magnetic conditions. The magnets de- 
signed to do a particular job must have the 
required strength, and must be provided with 
Paths, or circuits, of suitable shapes and ma- 
terials. 

A magnetic circuit is defined as the path (or 
paths) taken by the magnetic lines of force leav- 
ing a north pole, passing through the entire 
circuit and returning to the south pole. A mag- 
netic circuit may be a series or parallel cir- 
cuit or any combination, 


OHM'S LAW EQUIVA LENT 
FOR MAGNETIC CIRCUITS 


The law of current flow in the electric cir- 
cuit is similar to the law for the establishing of 
flux in the magnetic circuit, 

Ohm's law for electric circuits states that 
the current is directly proportional to the ap- 
plied voltage and inversely proportional to the 
resistance offered by the circuit, Expressed 
mathematically, 


Rowland's law for magnetic circuits states, 
in effect, that the number of lines of magnetic 
flux in maxwells (Ф) is directly proportional 
to the magnetomotive force in gilberts (F) and 
inversely proportional to the reluctance (R) of- 
fered by the circuit. The unit of reluctance 
Sometimes used is the ВЕІ, & . Expressed 
mathematically. 


E s 
Ф= 


The similarity of Ohm's law and Rowland's 
law is apparent. However, the units used in the 
expression for Rowland's law need to be ex- 
plained. 

The magnetic flux, Ф, (phi) is similar to cur- 
rent in the Ohm's law formula, and comprises 
the total number of lines of force existing in the 
magnetic circuit, The maxwell is the unit of 
flux—that is, 1 line of force is equal to 1 max- 
well. However, the maxwell is often referred 
to as simply a line of force, line of induction, 
or line. 


The magnetomotive force, F, or mmf, com- 
parable to electromotive force in the Ohm'slaw 
formula, is the force that produces the flux in 
the magnetic circuit, The practicalunit of mag- 
netomotive force is the ampere-turn. Another 
unit of magnetomotive force sometimes used is 
the gilbert, designated by the capital letter, F. 
The gilbert is the magnetomotive force required 
to establish 1 maxwell in a magnetic circuit 
having 1 unit of reluctance (1 rel) The mag- 
netomotive force in gilberts is expressed in 
terms of ampere-turns as 


F = 1,257 IN 


where F is in gilberts, I is in amperes, and N 
is the number of complete turns of wire 
encircling the circuit. 

The unit of intensity of magnetizing force 
per unit of length is designated as H, and is 
Sometimes expressed asgilberts per centimeter 
of length. Expressed mathematically, 


Н = 1.257 IN 

1 
where 1 is the length іп centimeters. 

The reluctance, R , similar to resistance in 
the Ohm's law formula, is the opposition offered 
by the magnetic. circuit to the passage of mag- 


“netic flux. The. unit of reluctance, symbol & 
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pronounced REL, is the reluctance of 1 centi- 
meter-cube of air. The reluctance of a mag- 
netic substance’ varies directly as the length of 
the flux path and inversely as the cross-sec- 
tional area and the permeability, д, of the sub- 
stance, Expressed mathematically, 


1 
ur" | 

where 1 is the length in centimeters, and A is 
the cross-sectional area in square centimeters. 

Permeability, designated by the Greek letter 
mu, 4, istreated under a separate heading, How- 
ever, it is defined here to permit a fuller inter- 
pretation of Rowland's law and also a practical 
application of this law, Permeability is a mea- 
sure of the relative ability of a substance to 
conduct magnetic lines of force as compared with 
air. The permeability of air is taken as 1. 
Permeability is indicated as the ratio ofthe flux 
density in lines per square centimeter (gauss, 
B) to the intensity of the magnetizing force in 
gilberts per centimeter of length, indicated by 
Н, Expressed mathematically, 
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m B Flux density B is expressed as 
ОН 
в — = 20,000 = 5,000 lines/cm.? 


Another term used in magnetic circuits is 
permeance. Permeance, indicated by the symbol 


‚Р, 18 the reciprocal of reluctance—that is, and from table 8-1 the corresponding value of 


H for cast steel is 3.9. The formula for H has 
1 previously been given as 
H = 1.257 IN 
Values of В, Н, and и for common magnetic 1 
substances are given in table 8-1. 


Table 8-1.—B, H, and 4 for common magnetic material. 


Sheet steel Cast steel Cast iron 





Wrought iron 























1.3 2.8 2.0 
1.6 3.4 2.5 

1.9 3.9 3.0 

2.3 4.5 3.5 

2.6 5.1 4.0 

3.0 5.8 4.5 

3.5 6.5 5.0 

3.9 7.5 5.6 

4.4 9.0 6.5 

5.0 11.5 7.9 

6.0 16.0 10.0 

; ' 9.0 21.5 15.0 
15,000 15.5 32.0 25.0 
16,000 27.0 49.0 49.0 
17,000 52.5 74.0 93.0 
18,000 92.0 115.0 152.0 
19,000 ; 175.0 229.0 
20,000 285.0 р 







*B - flux density in lines per square centimeter; Н = gilberts per centimeter of length; 
Ц = permeability; ц WE . 





Permeance is like conductance in electric from which 
circuits, and is defined as the property of a H1 
magnetic circuit that permits lines of magnetic IN = 1.257 


flux to pass through the circuit. 


A comparison of the units, symbols, and Substituting 3.9 for H and 20forlin the preced- 
equations used in applying Ohm's lawto electric ing equation, 
circuits and Rowland's law to magnetic circuits 


is given in table 8-2. IN - 3.9 x 20 = 62 ampere-turns 
As a practical application of Rowland’s law, 1.257 


let it be required to find the ampere-turns 
(IN) necessary to produce 20,000 lines of Пих 
in a cast steel ring having a cross-sectionalarea 
of 4 square centimeters and an average length 
of 20 centimeters, as shown in figure 8-6, 


153 


BASIC ELECTRICITY 





Table 8-2.—Comparison of electric and magnetic circuits. 


Electric circuit 


ae a orden Wi Volt, E, or e.m.f. 










Magnetic circuit 





Gilberts, F, or m.m.f. 
















Flow ......... Ampere, I Flux, $, in maxwells 

Opposition ee Te те Ohms, R Reluctance, Я, or rels 

Law........ * Ohm's law, I= E Rowland's law, - F 
1.2571М A 







Intensity of force . Volts per cm. of Н = ————-, gilberts 


E 
per centimeter of 
length. 

Flux density, В. {ог exam- 
ple, lines per cin.*, 
or gausses. 






length 






Density. .. .. . .. Current density — 
for example, amperes 


per cm.^. 













PROPERTIES OF MAGNETIC The permeability of a substance is thus a mea- 
MATERIALS sure of the relative ability to conduct magnetic 
lines of force,orits magnetic conductivity. The 
PERMEABILIT Y permeability of air is 1. The permeability of 
| nonmagnetic materials, suchas wood, aluminum, 
Wnen an annealed sheet steel core is usedin copper, and brass is essentially unity, or the 

an electromagnet it produces a stronger magnet same as for air. 
than if а cast iron core is used. This is true Magnetization curves for the four magnetic 


because annealed sheet steel is more readily materials listed in table 8-1 are given in fig- 
acted upon by the magnetizing force of the coil ure 8-7, 
than is hard cast iron, Therefore, soft sheet The permeability of magnetic materials var- 
steel is said to have greater permeability be- ies with the degree of magnetization, being 
cause the magnetic lines are established more smaller for high values of flux density, asis in- 
easily in it than.in cast iron. The ratio of the dicated in table. 8-1 and figure 8-8. 
flux produced by a coil when ‘the ( coreis iron (or 
Some other substance) to the flux produced when 
the core is air is called the permeability of the a YSTERESIS 
iron (or whatever substance is used), the cur- 
rent in the coil being the same in each case. The simplest method of illustrating the 
property of hysteresis is by graphical means 
such as the hysteresis loop shown in figure 8-9. 
In this figure the magnetizing force is indi- 
cated in gilberts per centimeter of length along 
the plus and minus H axis, and the flux density 
is indicated in gausses along the plus and minus 
CAST STEEL RING B axis. The intensity of the magnetizing force, 
H, applied by means of a current-carrying coil 


» 20,000 LINES 1 | : 
? of wire around the sample of magnetic material, 


MMF 4 SQ. CM. CROSS- is varied uniformly through one cycle of opera- 
SECTION tion, starting at zero. The force, H, is increased 

AVERAGE LENGTH in the positive direction (current flowing in a 

A FLUX PATH given direction through the coil) to 11 gilberts 


per centimeter. During this time the flux 

density, B, increases from zero to 14,000 at 

BE. 162 point A. If H is decreased to zero, the descend- 
Figure 8-6.— Determining ampere-turns ing curve of flux density does not returnto zero 
in a magnetic circuit. via its rise path.' Instead, it returns to point 
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Figure 8-7.—Magnetization curves for 
four magnetic materials. 
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Figure 8-8. —Permeability curves. 
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Figure 8-9.—Hysteresis loop. 


B, where the flux density is 13,000. The mag- 
netic flux indicated by the length of line OB 
represents Hie retentivity of the magnetic sub- 


stance. 


Retentivity is the ability of a magnetic sub- 
stance to retain its magnetism after the mag- 


netizing force has been removed. 


Retentivity 


is most apparent іп hard steel and is least ap- 


parent in soft iron. 


The value of the residual, or remaining, 
magnetism’ when H has been reduced to zero, 


depends- оп the ‘substance used and the degree кч 
In this example the 


of flux density attained. 


residual magnetism is 13, ,000 gausses. 

If current.is now sent through the coil in the 
opposite direction, so that the intensity of the 
magnetizing force becomes ,-H, the force will 
have to be increased to point С before the resid- 


ual’ magnetism is ‘reduced ‘to Zero. 


The mag- ' 


netizing force, OC, necessary to reduce the | 


`~ 
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residual magnetism to zero is called the 
coercive force. In this example the coercive 
force is 6 gilberts per centimeter. 

If the magnetizing force is continued to 
-11 gilberts per centimeter, the curve descends 
from C to D, magnetizing the sample of mag- 
netic material with the opposite polarity. If the 
magnetizing force is reduced again to zero, the 
flux density is reduced to point E. The magnetic 
flux indicated by the length of line OE represents 
the retentivity of the magnetic substance, as did 
line OB. The residual magnetism is again 
13,000 gausses. 

If the current through the coil is again re- 
versed (sent through in the original direction), 
the magnetization curve moves to zero when 
the magnetising force is increased to point F. 

Thus, when the magnetizing force goes 
through a complete cycle, the resulting magne- 
tization likewise goes through a complete cycle. 

From the foregoing analysis it is apparent 
that hysteresis is the property of a magnetic 
substance that causes the magnetization to lag 
behind the force that produces it. The lag of 
magnetization behind the force that produces it 
is caused by molecular friction, Energy is 
needed to move the molecules (or domains) 
through a cycle of magnetization. If the mag- 
netization is reversed slowly, the energy loss 
may be negligible. However, ifthe magnetization 
is reversed rapidly, as when commercial 
alternating current is used, considerable energy 
may be disipated. If the molecular friction is 
great, as when hard steel is used, the losses 
may be very great. Another factor that 
determines hysteresis lossisthe maximum den- 
sity of the flux established in the magnetic 
material. 

A comparison of the hysteresis loops for 
annealed steel and hard steel is shown in figure 
8-10. The area within each loop is a measure 
of the hysteresis energy loss per cycle of oper- 
ation. Thus, as shown in the figure, more energy 
is dissipated in molecular friction in hard steel 
than in annealed steel. It is therefore important 
that substances having low hysteresis loss be 
used for transformer cores and similar a-c 
applications, 


ELECTROMAGNETS 


An electromagnet is composed of a coil of 
wire wound around a core of soft iron. When 
direct current flows through the coil the core 
will become magnetized with the same polarity 
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that the coil (solenoid) would have without 
the core. If the current is reversed, the po- 
larity of both the coil and the soft-iron core 
is reversed. 
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Figure 8-10.— Comparison of hysteresis loops. 


The polarity of the electromagnet is deter- 
mined by the left-hand rule in the same manner 
that the polarity of the solenoid in figure 8-5 
was determined. If the coil is grasped in the 
left hand in such a way that the fingers curve 
around the coil in the direction of electron 
flow ( - to +), the thumb will point in the di- 
rection of the north pole. 

The addition of the soft-iron core does two 
things for the current-carrying coil, or sole- 
noid. First, the magnetic flux is increased 
because the soft-iron core is more permeable 
than the air core; second, the flux is more 
highly concentrated. The permeability of soft 
iron is many times that of air, and therefore 
the flux density is increased considerably when 
а soft-iron core is inserted in the coil. 

The magnetic field around the turns of wire 
making up the coil influences the molecules in 
the iron bar causing, in effect, the individual 
molecular magnets, or domains, to line up in 
the direction of the field established by the 
coil. Essentially the same effect is produced in 
a soft-iron bar when it is under the influence 
of a permanent magnet, 
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Li 5 

А Тһе magnetomotive force resulting from the 

current flow around the coil does not increase 
` the magnetisni that is inherent in the iron core, 
it merely reorientates the ''atomic" magnets 
that were present before the magnetizing force 
was applied, If substantial numbers of the tiny 
magnets are orientated in the same direction, 
the core is said to be magnetized, 

When soft iron is used, most of the atomic 
magnets return to what amounts to a miscel- 
laneous orientation upon removal of the mag- 
netizing current, and the iron is said to be 
demagnetized, if hard steel is used, more of 
them will remain in alinement with the di- 
rection of the flux produced by the flow of 
current through the coil, and the metal is 
said to be a permanent magnet. Soft iron and 
other magnetic materials having high 
permeability and low retentivity are generally 
used in electromagnets, 

It is known from experience that a piece 
of soft iron is attracted to either pole ofa 
permanent magnet. A soft-iron bar is likewise 
attracted by a current-carrying coil, if the coil 
and bar are orientated as in figure 8-11. As 
shown in the figure, the lines of force extend 
through the soft iron and magnetize it. Because 
unlike poles attract, the iron bar is pulled to- 
ward the coil, If the bar is free to move, it will 
be drawn into the coil to a position near the 
center where the field is the strongest. 

The solenoid-and-plunger type of magnet in 
various forms is employed extensively aboard 
ships and aircraft. These are used to operate 
the feeding mechanism of carbon-arc search- 
lights; to open circuit-breakers automatically 
when the load current becomes excessive; to 
close switches for motorboat starting; to fire 
guns; and to operate flood valves, magnetic 
brakes, and many other devices. 

The armature-type of electromagnet alsohas 
extensive applications. In this type of magnet the 
coil is wound on and insulated fromthe iron core. 
The core is not movable. When current flows 
through the coil the iron core becomes 
magnetized and causesa pivoted soft-ironarma- 
ture located near the electromagnet, to 
be attracted toward it. This type of magnet is 
used in door bells, relays, circuit breakers, 
telephone receivers, and so forth. 


APPLICATIONS 
Electric Bell 


The electric bell is one of the most common 
devices employing the electromagnet. A simple 
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Figure 8-11,—Solenoid with iron core. 
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Figure 8-12.—Electric bell. 


electric bell is shown in figure 8-12, Its oper- 
ation is explained as follows: 

1. When the switch is closed, current flows 
from the negativeterminalofthe battery, through 
the contact points, the spring, the two coils, and 
back to the positive terminal of the battery. 

2. The cores are magnetized, and the soft- 
iron armature (magnetized by induction) is pulled 
down, thus causing the hammer to strike the bell. 

3. At the instantthe armature is pulled down, 
the contact is broken, and the electromagnet 
loses its magnetism, The springpullsthe arma- 
ture up so that contact is reestablished, and the 
operation is repeated. The speed with which the 
hammer is moved up and down depends on the 
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stiffness of the spring and the mass of the 
moving element. 

The magnetomotive forces of the two coils 
are in series aiding and therefore the magneti- 
zation of the coreisincreasedoverthat produced 
by one coil alone. 


Circuit Breaker 


A circuit breaker, like а fuse, protects a 
circuit against overloading caused by excessive 
loads or short circuits, Inthis device the winding 
of an electromagnet is connected in series with 
the load circuit to be protected and with the 
switch contact points. The principle ofoperation 
is shown in figure 8-13. Excessive current 
through the magnet winding causes the switchto 
be tripped, and the circuit to both breaker and 
load is opened by a spring. Whenthe circuit fault 
has been cleared, the circuit is closed again by 
manually resetting the circuit breaker. Circuit 
breakers and their applications are discussed in 
greater detail in chapter 14 of this manual. 
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Figure 8-13.— Magnetic circuit breaker. 


Many more applications of electromagnets 
are discussed throughout this manual. Their ap- 
plications to generators, motors, voltage regu- 
lators, reverse current relays, and servome- 
chanisms will be covered. 
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CHAPTER 9 


INTRODUCTION TO ALTERNATING -CURRENT ELECTRICITY 


The first faltering steps of scientific achieve- 
ment in the field of electricity were performed 
with crude, and for the most part, homemade ap- 
paratus, Great men, such as George Simon Ohm, 
had.to fabricate nearly all the laboratory equip- 
ment used in their experiments. The only con- 
venient source of electrical energy available to 
these early scientists was the voltaic.cell, in- 
vented some years earlier. Due to the fact that 
cells and batteries were the only sources of 
power available, some of the early electrical 
devices were designed to operate from DIRECT 
CURRENT. 


When the use of electricity became wide- 
spread, certain disadvantages in the use of 
direct current became apparent. In a direct- 
current system the supply voltage must be 
generated at the level required by the load. To 
operate a 240-volt lamp for example, the gen- 
erator must deliver 240 volts. A 120-volt lamp 
could not be operated from this generator by any 
convenient means, А resistor could be placedin 
series with the 120-volt lamp to drop the extra 
120 volts, but the resistor would waste an amount 
of power equal to that consumed by the lamp. 


Another disadvantage of direct-current sys- 
tems is the large amount of power lost due to 
the resistance of the transmission wires usedto 
carry current from the generating station tothe 
consumer. This loss could be greatly reducedby 
operating the transmission line at very high volt- 
age and low current. This is not a practical 
solution in a d-c system, however, since the load 
would also have to operate at high voltage. Asa 
result of the difficulties encountered with direct 
current, practically all modern power dis- 
tribution systems use a type of current knownas 
ALTERNATING CURRENT (а.с.). In an alter- 
nating-current system, the current flows first in 
one direction then reverses and flows in the op- 
posite direction. 
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Unlike 4-с voltage, a-c voltage can be stepped 
up or down by a device calleda TRANSFORMER. 
This permits the transmission lines to be oper- 
ated at high voltage and low current for maximum 
efficiency. Then at the consumer end the voltage 
,is.stepped down to whatever value the load re- 
quires by usinga transformer. Due to its inherent 
advantages and versatility, alternating current 
has replaced direct current inallbuta few com- 
mercial power distribution systems. 

Many other types of current and voltage exist 
in addition to direct current and voltage. If a 
graph is constructed showing the magnitude of 
d-c voltage across the terminals of a battery 
with respect to time it would appearasin figure 
9-1 (A). The 4-с voltage is shown to have 'a 
constant amplitude. Some voltages go through 
periodic changes in amplitude like those shown 
in figure 9-1 (B). The pattern which results when 
these changes in amplitude with respect to time 
are plotted on graph paper isknownasa WAVE- 
FORM. Figure 9-1 (B) shows some ofthe common 
electrical waveforms. Of those illustrated, the 
sine wave will be dealt with most often. 


BASIC A-C GENERATOR 


An alternating-current generator converts 
mechanical energy into electrical energy. It 
does this by utilizing the principle of electro- 
magnetic induction. In the study of magnetism, 
it was shown that a current-carrying conductor 
produces a magnetic field around itself. It is 
also true that a changing magnetic field may 
produce an emí in a conductor. If a conductor 
lies in a magnetic field, and either the field or 
conductor moves, ап emf is induced іп the con- 
ductor. This effect is called electromagnetic 
induction. 


CYCLE 


Figure 9-2 shows a suspended loop of wire 
(conductor) being rotated (moved) in a counter- 
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Figure 9-1.—Voltage waveforms. 


clockwise direction through the magnetic field 
between the poles of a permanent magnet, For 
ease of explanation, the loop has been divided 
into a dark and a light half. Notice that in part 
(A), the dark half is moving along (parallel to) 
the lines of force. Consequently, it is cutting 
none of these lines. The same is true of the 
light half, moving in the opposite direction. 
Since the conductors are cutting no lines of 
force, no emf is induced. As the loop rotates 
toward the position shown in part (B), it cuts 
more and more lines of force per second be- 
cause it is cuting more directly across the 
field (lines of force) as it approaches the po- 
Sition shown in (B). At position (B) the in- 
duced voltage is greatest because the conductor 
is cutting directly across the field. 

AS the loop continues to be rotated toward 
the position shown in part (C), it cuts fewer 
and fewer lines of force per second. The in- 
duced voltage decreases from its peak value. 
Eventually, the loop is once again moving ina 
plane parallel to the magnetic field, and no 
voltage (zero voltage) is induced. The loop has 
now been rotated through half a circle (one 
alternation, or 180°), The sine curve shown in 
the lower part of the figure shows the induced 
voltage at every instant of rotation of the loop. 
Notice that this curve contains 360°, or two 
alternations. T'wo alternations represent one 
complete cicle of rotation, 

The direction of current flow during the ro- 
tation from (B) to (C), when a closed path is 
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provided across the ends of the conductor loop, 
can be determined by using the LEFT-HAND 
RULE FOR GENERATORS. The left-hand rule 
is applied as follows: Extend the left hand so 
that the THUMB points in the direction of con- 
ductor movement, and the FORE FINGER points 
in the direction of magnetic flux (north to south). 
By pointing the MIDDLE FINGER 90 degrees 
from the forefinger, it will point inthe direction 
of current flow within the conductor. 

Applying the left-hand rule to the dark half 
of the loop in part (B), the direction of current 
flow can be determined and is depicted by the 
heavy arrow. Similarly, direction of current flow 
through the light half of the loop can be deter- 
mined. The two induced voltages add together to 
form one total emf. When the loop is further 
rotated to the position shown in part (D), the 
action is reversed. The dark half is moving up 
instead of down, and the light half is moving 
down instead of up. By applying the left-hand 
rule once again, it is readily apparent that the 
direction of the induced emf and its resulting 
current have reversed. The voltage builds up to 
maximum in this new direction, as shown bythe 
sine-wave tracing. The loop finally returns to it 
original position (part E), at which point voltage 
is again zero. The wave of induced voltage 
has gone through one complete cycle. 


(As mentioned previously, the cycle is two 
complete alternations in a period of time. Re- 
cently, the hertz (Hz) has been designated to be 
used in lieu of cycles per second. While it may 
seem confusing to the reader that in one place 
a cycle is used to designate two alternations 
per period of time and in another instance a 
hertz is used to designate two alternations per 
second, the key to determine which is used is 
the time factor. One hertz is one cycle per 
Second. Therefore, throughout this manual a 
cycle is used when no specific time element is 
involved and a hertz (Hz) is used when the time 
element is measured in seconds.) 


If the loop is rotated at a steady rate, and 
if the strength of the magnetic field is uniform, 
the number of hertz and the voltage will remain 
at fixed values. Continuous rotation will produce 
a series of sine-wave voltage cycles, or, in 
other words, an a-c voltage. In this way me- 
chanical energy is converted into electrical 
energy. 

The rotating loop in figure 9-2 is called 
an armature, The armature may have any 
number of loops or coils. 
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Figure 9-2.—Basic alternating-current generator. 


FREQUENCY 


The frequency (f) of analternating current or 
voltage is the number of complete cycles 
occurring in each second of time. Hence, the 
speed of rotation of the loop determines the 
frequency. For a single loop rotating in a two- 
pole field you can see that each time the loop 
makes one complete revolution the current 
reverses direction twice. A single hertz will re- 
sult if the loop makes опе revolution each second. 
If it makes two revolutions per second, the output 
frequency will be 2 hertz. In other words, the 
frequency of a two-pole generator happens to be 
the same as the number of revolutions per se- 
cond. As the speed is increased, the frequency 
is increased. 

If an alternating-current generator has four 
pole pieces, as in figure 9-3, every complete 
mechanical revolution of the armature willpro- 
duce 2 a-c cycles. When the dark half of the 
loop passes between poles S1 and N2, a voltage 
is induced which causes current to flow into the 
slipring attached to the dark end of the loop. 

When the dark half passesbetween N2 and S2, 
the induced voltage reverses direction. Another 
reversal occurs when it passes between S2 and 
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N1. The voltage at the sliprings reverses direc- 
tion FOUR TIMES during each revolution. In 
other words, 2 cycles of a a-c voltage 
are generated for each mechanical revolution. 
If each revolution lasts 1 second, the frequency 
of the output is 2 hertz. The more poles that 
are added, the higher the frequency per re- 
volution becomes. To find the output frequency 
of any a-c generator, the following formula can 
be used: 


f= P x rpm 
~ 120 


where f is frequency inhertz, rpm is revolutions 
per minute, and P is the number of pole$. 


A generator made to deliver 60 hertz, having 
two field poles, wouldneed an armature designed 
to rotate at 3,600 rpm. If it hadfour field poles, 
it would need an armature designed to rotate at 
1,800 rpm. In either case, frequency would be 
the same, In actual practice, a generator 
designed for low-speedoperationgenerallyhasa 
greater number of pole pieces, while a high- 
Speed machine will have relatively fewer pole 
pieces, if both are to deliver power at the same 
frequency. 
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Figure 9-3.— Four-pole basic a-c generator, 


PERIOD 


An individual cycle of any sine wave 
represents a finite amount of TIME. Figure 9-4 
Shows 2 cycles of a sine wave which has a fre- 
quency of 2 hertz (Hz). Since2cyclesoccur each 
second, 1 cycle must require one-half second of 
time. The time required to complete 1 cycle of a 
waveform is called the PERIOD of the wave, In 
this example the period is one-half second, 

Each cycle of the waveform in figure 9-4 is 
seen to consist of two pulse shaped variations 
in voltage. The pulse which occurs during the 
time the voltage is postive is called the POSI- 
TIVE ALTERNATION, The pulse which occurs 
during the time the voltage is negative is called 
the NEGATIVE ALTERNATION. Fora sine wave 
these twoalternations willbe identical in sizeand 
shape, and opposite in polarity. 

The period of a waveis inversely proportional 
to its frequency. Thus, the higher the frequency 
(greater number of Hz), the shorter the period. In 
terms of an equation: 


1 
кз 


where t 
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period in seconds 
frequency in hertz 
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Figure 9-4,— Period of a sine wave. 






GENERATED VOLTAGE 


Alternating-current generators are usually 
constant-potential machines because they are 
driven at constant speed and have fixed mag- 
netic field strength for a given load. The ef- 
fective voltage, E, generated by a single- 
winding (phase) a-c generator is related to the 
total field strength per pole, Ф ; the frequency 
f; and the total number of active conductors, 
N, in the armature winding; as indicated in the 
following equation: 


E = 2.220 1N10-9 


For example, if Ọ = 2.5 x 106, f= 60 hertz, 


and N = 96 conductors, the voltage generatedis 


Е = 2.22 х 2.5 x 109 x 60x96 x 107° 


E - 320 volts 


The factors of poles (P) and Speed (S in 
rpm), which appear in the equation for gens- 
rated voltage in multipolar series-wound d-c 
generators, do not appear in the formula for 
the voltage generated in each phase of the a-c 
generator. This is because they are replaced by 
the equivalent factor of frequency (f E). 

The length of active conductor extending 
under a pole does not appear in the equation di- 
rectly because it is included in the factor of 
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total magnetic flux per pole. The longer the ac- 
tive conductor, the more flux there will be for 
each pole, since the pole length and conductor 
length are assumed tobe the same. For example, 
if an active conductor length is doubled, the pole 
length is doubled, the flux per pole is doubled, 
and the generated voltage is doubled, 


ANALYSIS OF A SINE WAVE 
VECTORS DEFINED 


An alternating current or voltage is one in 
which the direction changes periodically. The 
electron movement is first inone direction, then 
in the other, The variation is of sine waveform, 
Straight lines drawn to scale, called VECTORS, 
are used in solving problems involving sine- 
wave currents and voltages. 

A simple vector is a straight line used to 
denote the magnitude and direction of a given 
quantity, Magnitude is denoted by the length of 
the line, drawn to scale, and direction is indi- 
cated by an arrow at one endofthe line, together 
with the angle that the vector makes with 
a horizontal reference vector. 

For example, if a certain point B (fig. 9-5) 
lies 1 mile east of point A, the direction and 
distance from A to B can be shown as vector 
e by using a scale of approximately 1/2 inch 
= 1 mile. 

Vectors may be rotated like the spokes of a 
wheel to generate angles. Positive rotation is 
counterclockwise and generates positive angles. 
Negative rotation is clockwise and generates 
negative angles. 

The vertical projectioa (dotted line in fig. 
9-6) of a ROTATING VECTOR may be used to 
represent the voltage at any instant. Vector E,, 
represents the maximum voltage induced in a 
conductor rotating at uniform speed in a 2-pole 
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Figure 9-5.—Designating direction and distance 
by vectors. 
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field (points 3 and 9). The vector is rotated 
counterclockwise through one complete revolu- 
tion (380^). The point of the vector describes a 
circle. A line drawn from the point ofthe vector 
perpendicular to the horizontal diameter of the 
circle is the vertical projection of the vector. 


The circle also describes the path of the 
conductor rotating in the bi-polar field, The ver- 
tical projection ofthe vector represents the volt- 
age generated in the conductor at any instant 
corresponding to the positionofthe rotation vec- 
tor as indicated by angle 0. Angle 0 represents 
selected instants at which the generated voltage 
is plotted. The sine curve plotted at the right of 
the figure represents successive values of the 
a-c voltage induced in the conductor asit moves 
at uniform speedthroughthe 2-pole field because 
the instantaneous values of rotationally induced 
voltage are proportional to the sine of the angle 

0 that the rotating vector makes with the hori- 
zontal, 


EQUATION OF SINE 
WAVE OF VOLTAGE 


The sine curve is a graph of the equation 
е = Ep sin 6, 


where e is the instantaneous voltage, Em is 
the maximum voltage, @ is the angle of the 
generator armature, and ''sine" is one of the 
trigonometric functions shown in figure 9-6. 

The instantaneous voltage, e, depends on 
the sine of the angle. It rises to a maximum 
positive value as the angle reaches 90°. This 
occurs because the conductor cuts directly 
across the flux at 90°. It falls to zero at 180°, 
because the conductor cuts no lines of flux at 
180°, It reaches a negative peak at 270°, and 
becomes zero again at 360°, For example, when 
6=60° and E,,= 100 volts, е =100 x sin 60° 86.6 
volts. When 0 = 240°, e=100sin 240°=-86. 6 volts. 

Another form of the trigonometric equation 
for a sine wave of voltage involves the angular 
velocity of its rotating vector. The term ‘‘an- 
gular velocity’’ refers to the number of degrees 
(angles) through which a voltage vector rotates 
per second, Angular velocity is symbolized by 
the Greek letter omega (w). In practice, w is 
generally given interms of RADIANS per second, 
rather than degrees per second. A radianisa 
segment of the circumference of a circle. This 
segment is always exactly equal in length to the 
RADIUS of that circle. There are (3.14) 
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Figure 9-6.—Generation of sine-wave voltage. 


radians in half a circle, and 2 (6.28) radians 
in the circumference of a complete circle. 
Therefore, when a voltage vector makes one 
complete revolution, describing one complete 
circle, ittraverses2 7 or 6.28 radians. Interms 
of degrees of rotation, one radian is 360°/6.28 or 
57.32. 

The number of radians per secondtraversed 
by an alternating-voltage vector is closely 
related to its frequency, because either may be 
used to express the other. Since one vector revo- 
lution equals one complete cycle, then each cycle 
equals 6.28 radians of vector travel; that is, an 
alternating voltage whose frequency is 60 hertz 
would be said to have an angular velocity of 6.28 
X 60, or roughly 377 radians per second. 
Written as a formula involving angular velocity, 
the term 2 тї may be replaced by the simpler 
Symbol o, if convenient. As previously stated, 
another form of the trigonometric equation fora 


Sine wave of voltage involvesthe angular velocity 


of the generating vector. 
The equation is 


е = Em x sin ot, 


It is used to determine the voltage of a rotating 
vector at some given instant of time. The start- 
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ing reference, or ‘‘time zero,” is usually when 
the voltage vector is at zero. The equation time 
factor t is the elapsed time from time Zero, and 
is the exact instant at which the voltage is to be 
determined, To determine the exact angular po- 
sition at any instaa*, multiply the angular velo- 
city (w) of the vector bythetime elapsed (t), By 
dividing elapsed time t by the periodfor1 cycle, 
and multiplying by 360^, the angular position of 
the voltage vector may be determined for any 
instant, „Multiplying Em by the sine of 
that instantaneous angle will yield the instanta- 
neous voltage e. 

For example, considera 60-Hz voltage whose 
peak value is 100 volts. To determine the voltage 
0.00139 second from the zero point the equation 
would be: 


sin wt = sin2rft = sin 360(60)(0.00139) =sin 30° 


0.5 
The instantaneous voltage e is 


е = Em x sin 30° 


е = 100x 0.5 


e 50 volts. 
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There are four important values associated 
with sine waves of voltage or current: 

Instantaneous-designated as e or i; max- 
imum-designated as Em or Im; average-desig- 
nated as Eavg or lavg; and effective-designated 
as E orl, 

The INSTANTANEOUS value may be any value 
between zero and maximum depending onthe in- 
stant chosen, as indicated by the equatione = Em 
sin wt, 

The MAXIMUM value of voltage is reached 
twice each cycle and is the greatest value of 
instantaneous voltage generated during each 
cycle, 

The ratio of the instantaneous value of voltage 
to the maximum value is equal to the sine of the 
angle corresponding to that instant. 


PEAK AMPLITUDE 


One of the most frequently measured charac- 
teristics of a sine wave is its amplitude. Unlike 
d-c measurement, the amount of alternating 
current or voltage present in a circuit can be 
measured in various ways. In one method of 
measurement, the maximum amplitude of either 
the positive or the negative alternation is mea- 
sured, The value of current or voltage obtained 
is called the PEAK VOLTAGE or the PEAK 
CURRENT. To measure the peak value of current 
or voltage, an oscilloscope or a special meter 
(peak reading meter) must be used, The peak 
value of a sine wave is illustrated infigure 9-7, 


PEAK-TO-PEAK AMPLITUDE 


А second method of indicating the amplitude 
of a sine wave consists of determining the total 
voltage or current between the positive and ne- 
gative peaks. This value of current or voltage 
is called the PEAK-TO-PEAK VALUE (fig. 9-7). 
Since both alternations of a pure sine wave are 
identical, the peak-to-peak value is twice the 
peak value, Peak-to-peak voltage is usually mea- 
sured with an oscilloscope, although some volt- 
meters have a special scale calibrated in peak- 
to-peak volts. 


INSTANTANEOUS AMPLITUDE 


The instantaneous value of a sine wave of 
voltage for any angle of rotation is expressed 
by the formula: 


e Em X Sin 6 
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where e - the instantaneous voltage 
En = the maximum or peak voltage 
sin 6 = the sine of angle at which e is 


desired. 


Similarly the equation for the instantaneous value 
of a sine wave of current would be: 


i= I x sing 
m 


where i = the instantaneous current 


I 


A the maximum or peak current 


ѕіпб = the sin of the angle at which i 


desired 
EFFECTIVE OR RMS VALUE 


As the use of alternating current gained pop- 
ularity, it became increasingly apparent that 
some common basis was needed on which a.c. and 
d.c. could be compared. A 100-watt light bulb, 
for example, should work just as well on 120 
volts a.c. as it does on 120 volts d.c. It can be 
Seen, however, that a sine wave of voltage having 
a peak value of 120 volts would not supply the 





BE.176 
Figure 9-7,—Peak and peak-to-peak values, 
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lamp with as much power as a steady value of 
120 volts d.c. 

Since the power dissipated by the lamp is a 
result of current flow through the lamp, the pro- 
blem resolves to one of finding a MEAN alter- 
nating current ampere which is equivalent to a 
steady ampere of direct current. 

Figure 9-8 shows a circuit in which the peak 
alternating current through the 10 ohm resistor 
is 1.414 amperes. Since the current through the 
resistor is changingcontinuouslythe power dis- 
sipated by the resistor will also vary. It will 
be minimum when the current is zero. 

The variations in power throughout the cycle 
can best be analyzed by plotting a curve showing 
the instantaneous power at each point inthe cycle. 
In the procedure to follow, the instantaneous 
current, the square ofthe instantaneous current, 
and the instantaneous power willbe calculated in 
10° steps for the first quarter of the cycle. These 
values are shown in table 9-1. 


Table 9-1.—Instantaneous values of current and 
Power. 





Notice that at 0° the instantaneous current 
(i) is zero causing the power dissipated by the 
resistor to be zero. At 10° the instantaneous 
current is 0.245 amperes, the currént squared 
is 0.060 and the power is 0.60 watt. At 90° the 
current has reached its maximum value of 1.414 
amperes, the square of the current is 2.000 
and the power dissipated is 20.00 watts. 
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Figure 9-8.— Basic a-c circuit. 


During the part of the sine wave of current 
from 90 °to 180° the same values could be used 
as before but in a reverse order. Thus, at 100° 
the values of current and power would be iden- 
tical to those at 80 °, 

Using the values of і апа P from table 9-1, 
a graph can be constructed showing the way in 
which power varies throughout the cycle. This 


graph is shown in figure 9-9. , 
In this graph a sine wave of current is plotted 


first, using the instantaneous values from table 
9-1, Next the curve representing i2 and power is 
constructed, 

Notice that the power curve has twice the 
frequency of the current curve, and that ALL 
POWER IS POSITIVE, This is due to the fact 
that heat is dissipated regardless of which way 
the current flows through the resistor. 

Since all the alternations of the power curve 
are identical, the MEAN or AVERAGE POWER 
is the value HALF-WA Y between the maximum 
and minimum values of power. Thus, the average 
power dissipated by the 10 ohm resistor is 10 
watts, one-half the peak power. Since the curve 
representing power also represents current 
squared (14), the average or mean of the curve 
also lies half-way between the maximum and 
minimum values of i2, As power is proportional 
to i2, a d-c current having a value equal to the 


square root of the mean of the i2 values would 
produce the same average power as the ori- 
ginal sine wave of current, This mean current 
is called the ROOT MEAN SQUARE (RMS) 
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Figure 9-9, — Current and power curves. 


current, One RMS ampere ofalternating current 
is as effective in producing heat as one steady 
ampere of direct current, For this reason an 
RMS ampere is also callen an EFFECTIVE am- 
pere, In figure 9-9 the peak current of 1.414 
amperes produces the same amount of average 
power as 1 ampere of effective (RMS) current, 

ANYTIME AN ALTERNATING VOLTAGE OR 
CURRENT IS STATED WITHOUT ANY QUALI- 
FICATIONS, IT IS ASSUMED TO BE AN EF- 
FECTIVE VALUE. Since effective values ofa.c. 
are the ones generally used, most meters are 
calibrated to indicate effective values of voltage 
and current, 

In many instances it is necessary to convert 
from effective to peak or vice-versa. Figure 9-9 
Shows that the peak value of a sine wave is 
1.414 times the effective value and therefore: 


Em =E x 1.414 (9-1) 
where Em = maximum or peak voltage 
E = effective or RMS voltage 
and 
Ig = 1х 1.414 
where 


Im = maximum or peak current 


effective or RMS current. 


ч 
1 
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Upon occasion it is necessary to convert а 
peak value of current or voltage to an effective 
value. The conversion factor may be derived 
as follows: 

Em = E x 1.414 (9-1) 


Multiplying both sides of the equation by 1/1.414 


1 1 
ba pna ~ Rea 
| Snes 

Em * 1,414 = E 
Dividing 1 by 1.414 

E-E x 0.707 

m 
where E = the effective voltage 
En = the maximum or peak voltage 


Similarly for current 


I 


Im Xx 0.707 
where I = the effective current 

Im= the maximum or peak current. 
AVERAGE VALUE 


The average value of a complete cycle of a 
sine wave is zero, since the positive alternation 
is idential to the negative alternation. Incertain 
types of circuits however, it is necessary to 
compute the average value of one alternation. 
This could be accomplished by adding together 
a series of instantaneous values of the wave 
between 0; and 180°, and then dividing the sum 
by the number of instantaneous values used. Such 
a computation would show one alternation of a 
sine wave to have an average value equal to 
0.637 of the peak value. In terms ofan equation: 


equation: 
E = E x 0.637 
avg m 
` where 
Е v - the average voltage of one 
8 alternation 
En - the maximum or peak voltage 
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similarly. 
I = І x0.637 
avg m 
where 
дур Us the average current in one 
g alternation 
In - the maximum or peak current. 


Figure 9-10 shows a comparison betweenthe 
various values that are used to indicate the am- 
plitude of a sine wave. 


SINE WAVES IN PHASE 


If a sine wave of voltage is applied to a re-, 
sistance, the resulting current willalso be a sine 
wave. This follows Ohm's law which states that 
the current is directly proportional to the ap- 
plied voltage. Figure 9-11 shows a sine wave of 
voltage and the resulting sine wave of current 
superimposed on the same time axis. Notice that 
as the voltage increases in a positive direction 
the current increases along with it. When the 
voltage reverses direction, the current reverses 
direction. At all times the voltage and current 
pass through the same relative parts of their 
respective cycles at the same time. When two 
waves, suchas those in figure 9-11, are precisely 
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Figure 9-10.—Various values used to indicate 
sine wave amplitude. 
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BE. 180 
Figure 9-11,—Voltage and current waves in 
phase. 


in step with one another they are said to be IN 
PHASE. To be in phase, the two waves must go 
through their maximum and minimum points at 
the same time and in the same direction. 

In some circuits, several sine waves can be 
in phase with each other. Thus, it is possible 
to have two or more voltage drops in phase with 
each other and also in phase with the circuit 
current, 


SINE WAVES OUT OF PHASE 


Figure 9-12 shows a voltage wave Е, 
considered to start at 0° (time 1), As voltage 


wave E] reaches its positive peak, a second volt- 
age wave E2 starts its rise (time 2), Since these 
waves do not go through their maximum and 
minimum points at the same instant of time, a 
PHASE DIFFERENCE exists between the two 
waves, The two waves are said to be out of 
phase. For the two waves in figure 9-12 this 
phase difference is 90 БА 

To further describe the phase relationship 
between two waves the terms LEAD and LAG 
are used, The amount by which one wave leads or 
lags another is measured in degrees. Referring 
again to figure 9-12, wave E2isseento start 90^ 
later in time than wave E], thus wave E2 lags 
wave Ej by 90°. This relationship could also be 
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Figure 9-12.— Voltage waves 90° out of phase. 


described by stating that wave E] leads wave E2 
by 90. 

‚ is.possible for one wave to lead or 
lag another by any number of degrees, except 0 or 
360°, in which condition the two waves are in 
phase, Thus, two waves may differ in phase by 
45?, but two waves differing by 360? would be 
considered as in phase. 


A phase relationship that is quite common is 
the one shown in figure 9-13, The two waves 
illustrated have a phase difference of 180°. 
Notice that although the waves pass through their 
maximum and minimum valuesatthe same time, 
their instantaneous voltages are always of 
opposite polarity. If two such waves existed 
across the same component they would have a 
cancelling effect on each other. If the two waves 
are equal in amplitude the resultant wave would 
be zero. However, if they have different ampli- 
tudes the resultant wave would have the polarity 
of the larger and be the difference of the two. 


To determine the phase difference between 
' two sine waves, locate the points on the time 
axis where the two waves cross the time axis 
traveling in the same direction, The number 
of degrees between the crossing points is the 
phase difference. The wave that crosses the 
axis at the later time (to the right on the time 
axis) lags the other. 
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COMBINING A-C VOLTAGES 


Vectors may be used to combine a-c volt- 
ages of sine waveform and of the same frequen- 
cy. The angle between the vectors indicates the 
time difference between their positive maximum 
values, The length of the vectors represents 
either the effective value or the positive max- 
imum values as desired. 


The sine wave voltages generated in coils a 
and b of the simple generators (fig. 9-14 (A)) 
are 90? out of phase because the coils are lo- 
cated 90? apart on the two-pole armatures. The 
armatures are on a common shaft, When coila 
is cutting squarely across the field, coil b is 
moving parallel to the field and not cutting 
through it, Thus, the voltage in coil a is maxi- 
mum when the voltage in coil b is zero, If the 
frequency is 60 hertz, the time difference be- 
tween the positive maximum values of these 
ee i5 7 0.00416 second. 

Vector Ea leads vector Ep by 90? in figure 
9-14 (B) and sine wave a leads sine wave b by 
90? in figure 9-14 (C). The curves are shown 
on separate axes to identify them with their 
respective generators; they are also projected 
on a common axis to show the relation between 
their instantaneous values. If coils a and b are 


voltages is х 


connected in series and the maximum voltage | 


generated in each coil is 10 volts, the total 
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Figure 9-13.— Two waves 180° out of phase. 
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Figure 9-14, — Combining a-c voltages. 
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voltage is not 20 volts because the two maxi- 
mum values of voltage do not occur at the same 
instant, but are separated one-fourth of acycle. 


The voltages cannot be added arithmetically be- 
cause they are out of phase. These values, how- 
ever, can be added vectorially. 


Ec in figure 9-14 (B) is the vector sum of 
Ea and Ер, and is the diagonal of the parallelo- 
gram, the sides of which are EagandEp. The ef- 
fective voltage in each coil is 0.707 x10 or 7.07 
volts (where 10 volts is the maximum) and rep- 
resents the length of the sides of the paralle- 
logram. The effective voltage of the series 
combination is 7.07 ху or 10 volts and rep- 
resents the length of the diagonal of the para- 
llelogram. 


Curve c in figure 9-14 (C) represents the 
Sine wave variations of the total voltage Ec de- 
veloped in the series circuit connecting coils a 
and b. Voltage Ea leads Eb by 90°. Voltage Ес 
lags Ea by 45°, and leads Eb by 45°. 


Counterclockwise rotation of the vectors 

considered positive rotation thus giv- 
ing the sense of lead or lag. Thus, if 
Ea and Ep (fig. 9-14 (B)) are rotated 
counterclockwise, and their movement ob- 
Served from а fixed position, E4 will 
pass this position first, then 90° later 
Ep will pass the position. Thus Ep lags 
Еа by 90°, If the maximum voltage in 
each coil is 10 volts, the maximum value 
of the combined voltage will be 10 ху 
or 14.4 volts. (See fig. 9-14 (C)). 


is 


The important point to be made in this 
discussion is that two out-of-phase voltages may 
be resolved into a single resultant value by the 
use of vectors. Though generated voltages are 
used to illustrate the point in this case, the 
Same rules apply to VOLTAGE DROPS as well. 
Any number of out-of-phase voltages may be 
combined vectorially, as long as they all have 
the same frequency; that is, as long as they 
remain a fixed number of degrees apart, like 
the two generator loops. Their magnitudes 
(LENGTH of their vectors) may be different, 
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INDUCTANCE 
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The study of inductance presents a very 
challenging but rewarding segment of electricity. 
It is challenging in the sense that, at first, it 
will seem that new concepts аге being introduced. 
The reader will realize as this chapter pro- 
gresses that these ‘‘new concepts?' are merely 
extensions and enlargements of fundamental 
principles that have been acquired previously 
in the study of magnetism and electron physics. 
The study of inductance is rewarding in the 
sense that a thorough understanding of it will 
enable the reader to acquire a working knowledge 
of electrical circuits more rapidly and with 
more surety of purpose than would otherwise 
be possible. 

Inductance is the characteristic of an elec- 
trical circuit that makes itself evident by op- 
posing the starting, stopping, or changing of 
current flow. The above statement is of such 
importance to the study of inductance that it 
bears repeating in a simplified form. Inductance 
is the characteristic of an electrical conductor 
which opposes a CHANGE in current flow. 

One does not have to look far to find a phy- 
sical analogy of inductance. Anyone who has 
ever had to push a heavy load (wheelbarrow, 
car, etc.) is aware that it takes more work 
to start the load moving than it does to keep 
it moving. This is because the load possess the 
property of inertia, Inertia is the characteristic 
of mass which opposes a CHANGE in velocity. 
Therefore, inertia can hinder us in some ways 
and help us in others, Inductance exhibits the 
same effect on current in an electric circuit 
as inertia does on velocity of a mechanical 
object. The effects of inductance are sometimes 
desirable—sometimes undesirable, 

On September 22, 1791 in Newington Butts, 
London, a man was born who was destined to 
play a great part in the laying of the foundation 
of the growing science of electricity. This 
man, Michael Faraday, started to experiment 
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with electricity around the year 1805 while 
working as an apprentice bookbinder. It was in 
1831 that Faraday performed experiments on 
magnetically coupled coils. A voltage was in- 
duced in one of the coils due to a magnetic. 
field created by current flow in the other coil.: 
From this experiment came the induction coil, 
the theory of which eventually made possible 
many of our modern conveniences such as 
the automobile, doorbell, auto radio, etc. In 
performing this experiment Faraday also in- 
vented the first transformer, but since alternat- 
ing current had not yet been discovered the 
transformer had few practicalapplications. Two 
months later, basedonthese experiments, Fara- 
day constructed the first direct current gene- 
rator. At the same time Faraday was doing 
his work in England, Joseph Henry was working 
independently along the same lines in New York. 
The discovery of the property of self-induction 
of a coil was actually made by Henry a little 
in advance of Faraday and it is in honor of 
Joseph Henry that the unit of inductance is 
called the HENRY. 

It was from the experiments performed by 
these, and many other men that the laws and 
theories of inductance grew. 


UNIT OF INDUCTANCE 


The unit for measuring inductance, L, is the 
HENRY, h. An inductor has an inductance of 1 
henry if an emf of 1 volt is induced in the in- 
ductor when the current through the inductor is 
changing at the rate of 1 ampere per second. 
The relation between the induced voltage, in- 
ductance, and rate of change of current with 
respect to time is stated mathematically as 


AI 


At 


where E is the induced emí in volts, L is the 
inductance in henrys, and AI is the change 


E-L 
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in current in amperes occurring in At seconds. 
(Delta, symbol A, means ''a change in...... ") 

The henry is a large unit of inductance and 
is used with relatively large inductors. The 
unit employed with small inductors is the mil- 
lihenry, mh. For still smaller inductors the 
unit of inductance is the microhenry, иһ. 


SELF-INDUCTANCE 


Even a perfectly straight length of conductor 
has some inductance. As previously explained, 
current in a conductor always produces a magne- 
tic field surrounding, or linking with, the con- 
ductor. When the current changes, the magnetic 
field changes, and an emf is induced in the con- 
ductor. This emf is called a SELF-INDUCED 
EMF because it is induced in the conductor 
carrying the current, The direction of the in- 
duced emf has a definite relation to the direc- 
tion in which the field that induces the emf 

varies. When the current in a circuit is in- 

creasing, the flux linking with the circuit is 
increasing. This flux cuts across the conductor 
and induces an emí in the conductor in such a 
direction as to oppose the increase in current 
and flux. This emf is sometimes referred to as 
counterelectromotive force (cemf) The two 
terms are used synonymically throughout this 
course. Likewise, when the current is decreas- 
ing, an emf is induced in the opposite direction 
and opposes the decrease in current, These 
effects are summarized by Lenz's law, which 
states that THE INDUCED ЕМЕ IN ANY CIR- 
CUIT IS ALWAYS IN A DIRECTION TO OPPOSE 
THE EFFECT THAT PRODUCEDIT. 

The inductance is increased by shaping a con- 
ductor so that the electromagnetic field around 
each portion of the conductor cuts across some 
other portion of the same conductor. This is 
Shown in its simplest form in figure 10-1 (A). 
А length of conductor is looped so that two 
portions of the conductor lie adjacent and pa- 
rallel to one another. These portions are labeled 
conductor 1 and conductor 2. When the switch 
is closed, electron flow through the conductor 
establishes a typical concentric field around 
ALL portions of the conductor. For simplicity, 
however, the field is shown in a single plane 
that is perpendicular to both conductors. Al- 
though the field originates simultaneously in 
both conductors it is considered as originating 
in conductor 1 and its effect on conductor 2 
will be noted. With increasing current, the field 
expands outward, cutting across a portion of 
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conductor 2. The resultant induced emf in con- 
ductor 2 is shown by the dashed arrow. Note 
that it is in OPPOSITION to the battery current 
and voltage, according to Lenz's law. 
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BE. 184 
Figure 10-1.—Self-inductance. 


The direction of this induced voltage may be 
determined by applying the Left-Hand Rule for 
Generators. This rule is applied to a portion of 
conductor 2 that is ‘‘lifted’’ and enlarged for the 
purpose in figure 10-1 (A). In applying this rule, 
the thumb of the left hand points inthe direction 
that a conductor is moved through a field. (In 
this case, the field is moving, or expanding, in 
one direction, which is the same as the conduc- 
tor moving in the opposite direction.) The index 
finger points in the direction of the magnetic 
field. The middle finger, extended as shown, 


Chapter 10—INDUCTANCE 





will now indicate the direction of induced (gene- 
rated) voltage. 

In figure 10-1 (B), the same section of con- 
ductor 2 is shown, but with the switch opened 
and the flux collapsing. Applying the left-hand 
rule in this case shows that the reversal of flux 
MOVEMENT has caused a reversal in the dir- 
ection of the induced voltage. The most impor- 
tant thing to note, however, is that the voltage 
of self-induction opposes both CHANGES in 
current, It delays the initial buildup of current 
by opposing the battery voltage, and delays the 
breakdown of current by exerting an induced 
voltage in the same direction that the battery 
voltage acted. 


FACTORS AFFECTING 
SELF-INDUCTANCE 


Many things affect the self-inductance ofa 
circuit, An important factor is the degree of 
linkage between the circuit.conductors and its 
electromagnetic flux, In a straight length of con- 
ductor, there is very little flux linkage between 
one part of the conductor and another. There- 
fore, its inductance is extremely small. Con- 
ductors become much more inductive when they 
are wound into coils, as shown in figure 10-2. 
This is true because there is maximum flux 
linkage between the conductor turns, which lie 
side by side in the coil. 

Inductance is further affected by the manner 
in which a coil is wound, The coilin figure 10-2 
(A) is а poor inductor if compared to the other 
in the figure, because itsturns are widely spaced, 
thus decreasing the flux linkage between its 
turns. Also, its lateral flux movement, indicated 
by the dashed arrows, does not link effectively, 
because there is only one layerofturns.A more 
inductive coil is shown in figure 10-2 (B). The 
turns are closely spaced, and the two layers 
link each other with a greater number of flux 
loops during all lateral flux movements. Note 
that nearly all turns, such as (a) are directly 
adjacent to four other turns (shaded), thus af- 
fording increased flux linkage. І 

Тһе coil is made still more inductive by 
winding it in three layers, and providinga highly 
permeable core, as in figure 10-2 (C). The in- 
creased number oflayers (cross-sectionalarea) 
improves lateral flux linkage. Note that some 
turns, such as (b) lie directly adjacent to six 
other turns (shaded). The magnetic properties 
of the iron core increase the total coil flux 
strength many times that of an air core coil of 
the same number of turns. 


173 





| ВЕ, 185 
Figure 10-2.—Coils of various inductances. 
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From the foregoing, it can be seen that the 
primary factors controlling the inductance of a 
coil are (1) the number of turns of conductor, 
(2) the ratio of the cross-sectional area of the 
coil to its length, and (3) the permeability of its 
core material. The inductance of a coilis af- 
fected by the magnitude of current whenthe core 
is a magnetic material. When the core is air, 
the inductance is independent of the current. 
This is discussed in greater detailinthe follow- 
ing paragraphs. 

To summarize inan electric circuit, the cem* 
(counter electromotive force) is an induced emf 
or voltage. This voltage is induced in conductors 
of the circuit not by means of an external mag- 
netic field, as in the case of the simple two- 
pole generator, but by means of the magnetic 
field already surrounding any conductor carry- 
ing a current. Any change in current changes 
the intensity of this magnetic field, and the re- 
sultant emf induced, the counter emf, is a self 
induced voltage. Thus, the property of a circuit 
which produces such an emf is called self-in- 
ductance. Actually, all elements in a circuit, 
including connecting wires, show some self 
inductance, but for all practical purposes only 
those elements designed to make use of this 
property to advantage are known as inductances 
or inductors. Moreover, it may be said that 
counter emf is present in any a-c circuit, but 
its effect is negligible in a circuit of moderate 
power, such as an electric lamp, which uses 
almost pure resistance as a load. But the ef- 
fect of counter emf is considerable in circuits 
(even of very low power) which use an induc- 
tance as part of the load, such as the primary 
of the power transformer in an ordinary radio 
receiver. 


GENERATION OF COUNTER 
EMF, LENZ’S LAW 


It will be remembered that in the case of the 
simple generator, motion either of the conductor 
or of the magnet was necessary to an induced 
emf, In self inductance, the equivalent of motion, 
that is—a change in flux density of the magnetic 
lines of force about a conductor, is caused by the 
rise or fall of the current, since, as was seen 
in the study of electromagnetism, the intensity 
of a magnetic field about a conductor is directly 
proportional to the current through the conduc- 
tor. The force setting up the flux lines is equal 
to 0.47 NI. Since 0.47 is a constant, the factor 
NI is called the ampere turns. Any change in 
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current changes the factor NI or ampere turns 
and, accordingly, the flux density. Thus, self 
inductance is present constantly in an a-c 
circuit because current is constantly changing, 
but it is present in a d-c circuit only at the 
moments of closing or opening the circuit. 

That the emf self-induced in a conductor 
carrying current is a counter emf was deduced 
by H.F.E. Lenz from the principle of the con- 
servation of energy. If the emf self-induced 
was not a counter emf, then an increase of cur- 
rent would aid the applied voltage, and this in- 
crease in applied voltage would in turn tend to 
increase the current, This process would con- 
tinue, of course, until current reached an in- 
finite amount, a condition not possible in the 
physical universe. As previously mentioned, 
Lenz’ Law states: An induced emf always has 
such a direction as to oppose the action that 
produced it. Thus, when a current flowing 
through a circuit is varying in magnitude, it 
produces a varying magnetic field which sets up 
an induced emf that opposes the current change 
producing it. Or, it may be said that when the 
current in a circuit is increasing, the induced 
emf opposes the applied voltage and tends to 
keep the current from increasing; and when the 
current is decreasing, the induced emf aids the 
line voltage and tends to keep the current from 
decreasing. 

The effect of counter emf may be observed 
experimentally in that an alternating current 
through an inductor is opposed by a force much 
greater than its simple d-c resistance. For ex- 
ample, the d-c resistance of the primary of an 
ordinary power transformer used in a typical 
radio receiver is approximately 6 ohms. As in 
figure 10-3, this primary is connected directly 
to the 120-volt, a-c outlet in the home. From 
Ohm's Law: 


1- Е. 120 
^R 6 
I = 20 amperes 


Thus, the current is calculated to Бе 20 amperes, 
but when actually measured the current is found 
to be approximately 1 ampere. It may be seen 
that some opposition other than the 6-ohm re- 
sistance is present in an a-c circuit. This op- 
position is the counter emf. If by mistake such 
a radio set is connected to a 120-volt, d-c line, 
the current through the primary of the trans- 
former is 20 amperes, andthe transformer burns 
up. Hence, Ohm's Law as stated for d-c circuits 
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Figure 10-3.—Effect of cemfon current flow. 


must be modified to include this effect of elec- 
trical inertia present in a-c circuits. 


MAGNITUDE OF A COUNTER EMF 


The magnitude of a counter emf depends 

upon the same factors that govern any induced 
emf, In the analysis of an induced emf it was 
shown that the magnitude of the emf induced in 
a conductor of unit length depended on the num- 
ber of flux lines cut per second, 
This principle may be restated as Faraday’s 
Law of electromagnetic induction: THE EMF 
INDUCED IN ANY CIRCUIT IS DEPENDENT 
UPON THE RATE OF CHANGE OF THE FLUX 
LINKING THE CIRCUIT. Since there is no phy- 
sical movement of the conductor or of the lines 
of force in self inductance, the rate of change 
of the flux density is equivalent to movement, 
But, as was shown above and in the study of 
electromagnetism, the flux density about a 
conductor is directly proportional tothe current 
in the conductor, Therefore, the magnitude of 
self-induced emf depends directly upon the rate 
of change of the current in the circuit, Thus, a 
rapidly changing current induces a greater 
counter emf than a slowly changing current, 
But for any a.c. the rate of change of current 
depends on the number of hertz or the fre- 
quency. The counter emf then depends directly 
upon frequency. 

As was mentioned previously, the total mag- 
nitude of an induced emf depends also on the 
length of the conductor, since in the simple 
generator the length of the conductor and the 
number of conductors ina coil side, determine 
the total emf induced. „Thus, a long conductor 
has greater counter emf induced, or has more 
self inductance, than a short one. If, however, a 
long conductor is wound on itself in the form of 
a coil, its self inductance is increased because 


175 


of the increase in total flux density. Sucha coil, 
or inductance, is a solenoid, and, as was shown 
in the study of electromagnetism, the flux density 
about it may also be increased by the addition of 
a core material of high permeability, such as 
soft iron. Figure 10-4 illustrates this type of 
inductance. 


MEASUREMENT OF INDUCTANCE 


AS previously mentioned, the unit of mea- 
surement of inductance is the henry, named 
after Joseph Henry, the co-discoverer with 
Faraday of the principle of electromagnetic in- 
duction. A henry is defined as the inductance 
of a circuit in which a current change of 1 
ampere per second causes a counter emf of 1 
volt. Since the henry is defined in terms of 
practical units, the factor 107° must be used if 
the cemf is to be read in volts and the rate of 
change of the current in amperes per second. 
Then 


0.4т М2ЦА x 10-8 (henrys) 
EE TEES 


L z 
where L = self inductance of solenoid in 

henrys 

N = number of turns of coil 

u = permeability of core in elec- 
tromagnetic units 

А = cross-sectional area of core 
in cm 

1 = mean length of core in em. 


This formula reveals the following important 
relationships: 

1. The inductance of a coil is proportional 
to the square of the number of turns. 

2. The inductance of a coilincreases direct- 
ly as the permeability of the material making 
up the core increases. 

3. The inductance of coil increases directly 
as the cross-sectional area of the core in- 
creases. 

4. The inductance of a coil decreases as its 
length increases, Figure 10-5 (A) shows two 
coils of a fixed number of turns with different 
cross-sectional areas. The larger coil has a 
greater total flux, or less reluctance, andthere- 
fore greater inductance. Figure 10-5 (B) shows 
two coils of a fixed number of turns and the 
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Figure 10-4,—Inductance wound on iron core. 


Same cross-sectional area, but of different 
lengths. The longer coil has less total flux, or 
greater reluctance, and therefore, less induc- 
tance. 

It should also be noted that for ferromag- 
netic (iron-core) inductances, the permeability, 
и, Of the core material is not a constant, but 
depends on the magnitude of the magnetizing 
current, In a-c circuits, the current is con- 
stantly changing in magnitude and periodically 
in direction, and accordingly, an error is in- 
troduced in calculations of the magnitude of the 
inductance. In figure 10-6 (A) the relationship 
between the flux density B and the field intensity 
Н is shown in the form of a hysteresis loop 
graph. But the ratio B/H is the definition of 
permeability, Therefore, it may be seen from 
this graph that the value ofu varies as the ratio 
of B to H varies for different pointson the loop. 


4 TURNS 4 TURNS 
CROSS-SECTIONAL 
AREA 
(A) 
pcs) саа 
(В) 
BE. 188 


Figure 10-5.— Variation of inductance 
with size of solenoid, 
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In figure 10-6 (B) a permeability curve for 
cast steel is shown, Permeability for this ma- 
terial increases to a maximum valueat approxi- 
mately 7,000 lines per square centimeter and 
then falls off as the flux density increases. This 
variation of и invalidates calculations of induc- 
tance based on the formula given previously. 


MEASUREMENT OF COUNTER 
EMF: VOLTAGE 


The formula for the magnitude of a cemf is 
as follows: 


. cemf = -L Ai 
At 


An examination of this formula reveals that the 
greater the inductance, or the faster the rate of 
change of the current, the greater is the cemf 
induced in the circuit. For example, a coil of 
l-henry inductance has a current of 1 ampere 
flowing through it. If this current changes to 2 
amperes in 1 second, the cemf will be: 


cemf = -1 х (2-1) = - 1 volt 
1 


If the current change remains the same but the 
coil used has an inductance of 10 henrys, then: 


-10 volts 


cemf = -10 x (2 - 1) 
1 


If the inductance remains, as inthe first instance, 
at 1 henry, and the current change from 1 
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Figure 10-6.—Variation of и for iron-core 


materials. 


ampere to 2 amperes takes place in one-tenth 
of a second, then: 


2-1 
cemf - -1 x Bogle -10 volts 


From these examples it may be seen that 
a high value of opposition to the flow of cur- 
rent may be obtained either by increasing the 
inductance or the speed of the change of cur- 
rent in a circuit, or both. Thus, low frequency 
a-c circuits, because of the slow speed of 
change of the current, generally employ high 
values of inductance (iron cores) to obtain a 
high cemf. High-frequency a-c circuits, be- 
cause of the great Speed of the change of the 


current, often may generate sufficient cemf 
with small air core inductances. Table 10-1 
illustrates the rise in cemf asthe rate of change 
of the current increases: 


where Ai (called delta i) = change in current 


At (called delta t) = time required for 


change in current. 


Table 10-1—Relationship of cemfand frequency. 





















1/2 

1/4 -4 

1/10 -10 

1/20 -20 
1 1 1/50 -50 





1/100 





1/500 





1/1,000 
1/1,000,000 


From table 10-1 it is apparent that if a 
change of 1 ampere were to take place in- 
stantaneously, that is, if At = О, the induced 
voltage e would become infinitely large. This 
would violate Kirchhoff's first law, which states 
that at any instant the applied voltage in a 
circuit must equal the sum of the voltage drops 
around the circuit, Certainly, if At - O, the 
voltage drop across the inductance would be 
greater than any applied voltage could be. 
And by extension, it may be seen that at any 
instant, no matter how fast the change of cur- 
rent or how great the value of inductance, the 
induced voltage cannot be greater than the 
applied voltage. On the other hand, if there 
were no change of current, that is, if At were 
equal to infinity, the circuit would be a d-c 
circuit, and e would be zero. 
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GROWTH AND DECA Y OF CURRENT 
IN AN RL SERIES CIRCUIT 


If a battery is connected across a pure in- 
ductance, the current builds up to its final value 
at a rate that is determined by the battery volt- 
age and the internal resistance of the battery. 
The current buildup is gradual because of the 
counter emf generated by the self-inductance 
of the coil. When the current starts to flow, 
the magnetic lines of force move out, cut the 
turns of wire on the inductor, and build upa 
counter emf that opposes the emf of thebattery. 
This opposition causes a delay in the time it 
takes the current to build up to steady value. 
When the battery is disconnected, the lines of 
force collapse, again cutting the turns of the 
inductor and building up an emf that tends to 
prolong the current flow. 

A voltage divider containing resistance and 
inductance may be connected in a circuit by 
means of special switch, as shown in figure 
10-7 (A). Such a series arrangement is called 
an RL series circuit, 

If switch 51, is closed (as shown), a voltage, 
E, appears across the divider. A current at- 
tempts to flow, but the inductor opposes this 
current by building up a back emf that, at the 
initial instant, exactly equals the input voltage, 
E. Because no current can flow under this con- 
dition, there is no voltage across resistor R. 
Figure 10-" (B) shows that all of the voltage 
is impressed across L and no voltage appears 
across R at the instant switch Sp is closed. 

As current starts to flow, a voltage, er, 
appears across R, and ey, is reduced by the 
same amount. The fact that the voltage across 
L is reduced means that the growth current, 
ig, is increasing and consequently ey is in- 
creasing. Figure 10-7 (B) shows that ey, finally 
becomes zero when ig stops increasing, while 
ег builds up to the input voltage, E, as ig reaches 
its maximum value. Under steady-state con- 


ditions, only the resistor limits the size of 
the current. 
Electrical inductance is like mechanical 


inertia, and the growth of current in an in- 
ductive circuit can be likened to the accelera- 
tion of a boat on the surface of the water. The 
boat begins to move at the instant a constant 
force is applied to it. At this instant its rate 
of change of speed (acceleration) is greatest, 
and all the applied force is used to overcome 
the inertia of the boat. After a while the speed 
of the boat increases (its acceleration decreases) 
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Figure 10-7.— Growth and decay of current in 
an RL series circuit. 


and the applied force is used up in overcoming 
the friction of the water against the hull. As 
the speed levels off апа the acceleration be- 
comes zero, the applied force equals the op- 
posing friction force at this speedandthe inertia 
effect disappears. 

When the battery switch in the R-1 circuit 
of figure 10-7 (A) is closed, the rate of current 
increase is maximum in the inductive circuit. 
At this instant all the battery voltage is used 
in overcoming the emf of self-induction which 
is a maximum, because the rate of change of 
current is maximum: Thus the battery voltage 
is equal to the drop across the inductor and 
the . voltage across the resistor is zero. As 
time goes on more of the battery voltage ap- 
pears across the resistor and less across the 
inductor. The rate of change of current is less 
апа the induced emf is less. As the steady- 
state condition of the current flowis approached 
the drop across the inductor approaches zero 
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and all of the battery voltage is used to over- 
come the resistance of the circuit. 

Thus the voltages across the inductor and 
resistor change in magnitudes during the period 
of growth of current the same way the force 
applied to the boat divides itself between the 
inertia and friction effects. In both examples, 
the force is developed first across the inertia- 
inductive effect and finally across the friction- 
resistive effect, 

If switch S2 is closed (source voltage E 
removed from the circuit), the flux that has 
been established around L collapses through the 
windings and induces a voltage, ет, in L that 
has a polarity opposite to E and essentially 
equal to it in magnitude. The induced voltage, 
ep, causes current ig to flow through R in the 
same direction that it was flowing when S1 
was closed. A voltage, ey, that is initially 
equal to E, is developed across В. It rapidly 
falls to zero as the voltage, ет, across L, 
due to the collapsing flux, falls to zero. 


L/R Time Constant 


The time required for the current through 
an inductor to increase to 63 percent (actually, 
63.2 percent) of the maximum current or to 
decrease to 37 percent (actually, 36.7 percent) 
is known as the TIME CONSTANT ofthe circuit. 
An RL circuit and its charge and discharge 
graphs are shown in figure 10-8. The value 
of the time constant in seconds is equal to 
the inductance in henrys divided by the circuit 
resistance in ohms, One set of values is given 


in figure 10-8 (A). E is the symbol used for 


this time constant, 
Two useful relations used in calculating 


R follows: 


time constants are as 
L(in henrys) 
R(in ohms) 


. L(in microhenrys) 


R(in ohms) 


t (in seconds) 


t (in microseconds) 


The time constant may also be defined as 
the time required for the current through the 
inductor to grow or decay to its final value IF 
it continued to grow or decay at its initial 
rate. AS may be seen in figure 10-8 (B), the 
slope of the dotted tangent line, ox, indicates 
the initial rate of current growth with respect 
to time. At this rate, the current would reach 
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its maximum value in E seconds. Similarly, 


the slope of the dotted tangent line, YZ, in- 
dicates the initial rate of current decay with 
respect to time, and the decay would be com- 
= seconds. 

The equation for the growth of current, ir, 
through L is 


pleted in 


1 
Rt 


2.718 P 
where iy, is the instantaneous current through 
inductor L, E is the applied voltage (100 volts 
in this case), R is the resistance in ohms, t 
is the time in seconds, and L is the inductance 
in henrys. Figure 10-8 (B) shows a graph of 
this equation. 


t. 
When {= Б? rT in the preced- 


Й | li - 
ing equation reduces to 1. Then 218 ^ 0. 368. 


the exponent 


Therefore, 


i = E = E 
i^g (1-0.368) = 0.632 R 


= i 
E вк L 
percent of the ratio R which is the maximum 
current, 


In other words, when t = is equal to 63.2 


When the maximum current is 10 amperes 
(Е = 100 and R = 10), the current through L 


grows to 6.32 amperes in E = E, or 1 second. 


The equation for inductor voltage, ет, оп 
growth of current is 
1 
e = EI[——————— 
L Rt 
2.718 L 
The graph of this equation is also shown in 
figure 10-8 (B). When t- Б er, = 0.368E; 
that is, e7 0.368 x 100 = 36.8 volts. 


MUTUAL INDUCTANCE 


MUTUAL INDUCTANCE DEFINED 


Whenever two coils are located so that the 
flux from one coil links with the turns of the 
other, a change of flux in one coil will cause 
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Figure 10-8.—L/R time constant. 
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an emf to be induced in other coil. The two 
coils have MUTUAL INDUCTANCE. Theamount 
of mutual inductance depends on the relative 
position of the two coils. If the coils are 
separated а considerable distance, the amount 
of flux common to both coils is small and the 
mutual inductance is low. Conversely, if the 
coils are close together so that nearly allthe 
flux of one coil links the turns of the other 
mutual inductance ishigh. The mutualinductance 
can be increased greatly by mounting the coils 
on a common iron core. | 

Two coils placed close together with their 
axes in the same plane are shown in figure 
10-9. Coil A is connected to a battery through 
switch S, and coil B is connected to galvanom- 
eter С. When the switch is closed (fig.10-9 
(A), the current that flows in coil A sets up 
a magnetic field that links coil B, causing an 
induced current and a momentary deflection 
of galvanometer G. When the current in coil 
A reaches a steady value, the galvanometer 
returns to zero. If the switch is opened (fig. 
10-9 (B), the galvanometer deflects mo- 
mentarily in the opposite direction, indicating 
a momentary flow of current in the opposite 
direction in coil B. This flow of current in coil 
B, which is produced by the collapsing flux of 
coil A. 


vip NG FLUX 





SWITCH CLOSED 


When current flows through coil A the flux 
expands in coil A producing a north pole nearest 
coil B. Some of the flux, that expands from left 
to right, cuts the turns of coil B. This flux in- 
duces an emf and current in coil B that op- 
poses the growth of current and flux in coil 
A. Thus the current in B tries to establish a 
north pole nearest coil A (like poles repel). 


When the switch is opened, the magnetic 
field produced by coil A collapses. The col- 
lapse of the flux cuts the turns of coil B in 
the opposite direction and produces a south 
pole nearest coil A (unlike poses attract). This 
polarity aids the magnetism of coil A, tending 
to prevent the collapse of its field. " 


FACTORS AFFECTING 
MUTUAL INDUCTANCE 


The mutual inductance of two adjacent coils 
is dependent upon the—(1) physical dimensions 
of the two coils, (2) number of turns in each 
coil, (3) distance between the two coils, (4) 
relative positions of the axes of the two coils, 
and (5) the permeability of the cores. i 


If the two coils are positioned so that all 
the flux of one coil cuts all the turns of the 


COLL ae FLUX 


COIL B 





Figure 10-9.—Mutual inductance. 
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other, the mutual inductance can be expressed 
as follows: 


132 
1081 


0.4 ru SN 
M ————M 


where 
M equals mutualinductance of coils inhenrys 
N 1 and No equal the number of turns in coils 
1 and 2 respectively 
S equals area of core in square cm 
и equals permeability of core 


1 equals length of core in cm 


If the two coils are so positioned with 
respect to each other that all the flux of one 
coil cuts all the turns of the other, the coils 
have UNITY COEFFICIENT OF COUPLING. If 
all of the flux produced by one of the coils 
cuts only one-half the turns of the other coil, 
the coefficient of coupling is 0.5. Coefficient of 
coupling is designated by the letter, K. The coef- 
ficient of coupling is equal to the percentage 
of flux originating in one coil that cuts the 
other coil, It is never exactly equal to unity 
but it approaches this value in certain shelltype 
transformers, 

The mutual inductance between two coils, 
Li and L2, may be expressed in terms of the 
inductance of each coil and the coefficient of 
coupling, K, as follows, 


where M is in the same units of inductance 
as L4 and Ly. 


SERIES INDUCTORS WITH- 
OUT MAGNETIC COUPLING 


When inductors are well shielded, or lo- 
cated far enough apart to make the effects 
of mutual inductance negligible, the inductance 
of the various inductors are added in the same 
manner that the resistances of resistors in 
series are added, 
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For example, 


Lp^ Lj + Ly * Lg vee + Ly 

where Lt is the total inductance; Li, Lg, L3 
are the inductances of L], L2, L3; and Ly 
means that any number (N) of inductors may 


be used. 


SERIES INDUCTORS WITH 
MAGNETIC COUPLING 


When two inductors in series are so ar- 
ranged that the field of one links the other, the 
combined inductance is determined as 


L, + L9 + 2M 


1 2 
where Іт is the total inductance, Ly and L2 are 
the self inductances of Lj and L2 respectively, 
and M is the mutual inductance between the two 
inductors. The plus sign is used with M when 
the magnetomotive forces of the two inductors 
are aiding each other. The minus sign is used 
with M when the mmf’s of the two inductors 
oppose each other. The factor 2 accounts for 
the influence of Lj on Lọ and L2 on Ll, 

If the coils are arranged so that one can be 
rotated relative to the other to cause a varia- 
tion in the coefficient of coupling, the mutual 
inductance between them can be varied. The 
total inductance, Іт, may be varied by anamount 
equal to 4M. 


PARALLEL INDUCTORS WITH- 
OUT COUPLING 


The total inductance, Іт, of inductors in 
parallel is calculated in the same manner that 
the total resistance of resistors in parallel 
is calculated, providedthe coefficient of coupling 
between the coils is zero. For example, 


where Ly, L2, and Lg are the respective 
inductances of inductors Lj, Lo, and L3; and 
LN means that any number (N) of inductors 
may be used. 
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EFFECTS OF INDUCTANCE IN 
AN ELECTRIC CIRCUIT 


REACTION OF AN INDUCTOR 
TO FLUX CHANGE 


Up to this point, the effects of inductance in 
an electric circuit have been consideredas being 
controlled only by the particular inductor con- 
sidered in each case. For instance, thetime re- 
quired for the growth and decay of current in 
the circuit shown in figure 10-" is determined 
only by the inherent properties of the inductor 
L, namely, the ratio of its inductance to its re- 
sistance. When permitted to change at this in- 
herent, or natural rate, the shaper of the L/R 
curve for any particular inductor will always 
remain the same, That is, it will always exhibit 
the same natural opposition to any change in 
current and flux, when left to its owntendencies. 
At this point, however, it must be pointed out 
that an inductor can be made to exhibit many 
different degrees of reaction. This is done by 
using external means to change the flux linking 
the inductor. These changes, such as variations 
in the applied frequency, usually do not occur 
at the same rate as the inductor's inherent rate. 
When the flux is changed RAPIDLY by some ex- 
ternal means, the inductor's reaction is much 
greater than when the flux is changed gradually. 
That is, the inductor's self-induced emf is de- 
pendent on the RATE with respect to time at 
which the linking flux is changed. 


The dependence of the induced voltage onthe 
rate of change of flux with respect to time is 
shown by means of the simple apparatus in 
figure 10-10. When the switch is closed, current 
builds up to а maximum, and the lamp glows 
with its normal brilliance. If the iron core is 
inserted rapidly into the coil, the fluxincreases 
rapidly (because of the increased inductance of 
the coil) and the induced voltage opposes, ac- 
cording to Lenz's law, the source voltage. There- 
fore, less current flows through the lamp, and 
it dims momentarily. If the core is withdrawn 
rapidly from the coil, a portion of the flux that 
was established around the coil collapses. The 
resulting induced voltage opposes the decrease 
(again, according to Lenz's law) by aiding the 
Source voltage, and the coil current increases. 
Consequently, the lamp burns brighter momen- 
tarily. The faster the iron core is moved the 
greater is the flux change per unit of time and 
the more noticeable is the effect on the lamp. 
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Figure 10-10.— Dependence of self-induced 
voltage on the rate of change of flux. 


EFFECTS OF INDUCTANCE 
IN AN A-C CIRCUIT 


When a circuit containing a coil is energized 
with direct current, the coil's effect in the cir- 
cuit is evident only whenthe circuit is energized, 
or when it is deenergized. For instance, when 
the switch in figure 10-11 is placed in position 
(D , the inductance of coil L will cause a delay in 
the time required for the lamps to attain normal 
brilliance. After they have attained normalbril- 
liance, the inductance has no effect onthe circuit 
as long as the switch remains closed. When 
the switch is opened, an electric spark will 
jump across the opening switch contacts. 
The emf which produces the spark is caused 
by the collapsing magnetic field cutting the 
turns of the inductor. 





120V 
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Figure 10-11.—Relative effects of induct- 
ance in 4-с and a-c circuits. 


BASIC ELECTRICITY 





When the inductive circuit is supplied with 
alternating current, however, the inductor's 
effect is continuous and much greater than when 
it was supplied with direct current. For equal 
applied voltages, the current through the circuit 
is less when а.с. is applied than when d.c. is 
applied, as may be demonstrated by the circuits 
of figure 10-11. The alternating current is ac- 
companied by an alternating magnetic field 
around the coil, which cuts through the turns of 
the coil. This action induces a voltage in the 
coil that always opposes the changing current. 
When the switch is inposition the lamps burn 
brightly on direct current but in position (2) , al- 
though the effective value of the applied a-c 
voltage is equal to the d-c value, the lamps 
burn dimly because of the opposition developed 
across the inductance. Most of the applied 
voltage appears across L, with little remaining 
for the lamps. 


RELATION BETWEEN INDUCED 
VOLTAGE AND CURRENT 


As stated previously, any change in current, 
either a rise or a fall, inacoil causes a corre- 
sponding change of the magnetic flux around the 
coil (fig. 10-12 (A)). If the current is sinusoidal, 
the induced voltage will also have the form of a 
sine wave. Because the current changes at its 
maximum rate when it is going through its zero 
value at 0°, 180°, and 360^ (fig. 10-12 (B)), the 
flux change is also greatest at those times. Con- 
sequently, the self-induced voltage in the coil 
is at its maximum value at these instants. Ac- 
cording to Lenz's law, the induced voltage always 
opposes the change in current. Thus, when the 
current is rising in a positive direction at 0°, 
the induced emf is of opposite polarity to the 
impressed emf and opposes the rise in current. 
Later, when the current isfalling toward its zero 
value at 180 ^ {һе induced voltage is of the same 
polarity as the current andtendsto keepthe cur- 
rent from falling. Thus the induced voltage can 
be seen to lag the current by 90”. The resistance 
of the coil is small and the principal opiosition 
to the current flowthroughthe coilisthe induced 
voltage, Eind. The applied voltage, E, is slightly 
larger than Eind anddiametrically opposed it, as 
indicated in the vector diagram (fig. 10-12 (C)). 


The current lags the applied voltage in an 
inductive circuit by an angle of 90? and leads 
the induced voltage by 90°. The induced voltage 
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Figure 10- 12. — Relation between induced 


voltage and current. 


is always of opposite polarity to the applied 
voltage and is called a COUNTER EMF or a 
BACK EMF because it always opposes the change 
of current. 


INDUCTIVE KICK 


It has been shown that an inductor in which 
there is a changing current becomes à source 
of ЕМЕ, and that the direction of this ЕМЕ is 
such that it tends to oppose the change in cur- 
rent producing it. As a result of this action the 
current in the inductor does not rise to its full 
value the instant the switch is closed, but rises 
at a rate which depends upon the L/R ratio. 
Likewise when the switch is opened, the source 
removed, and a short placed across the circuit, 
the current does not instantaneously fall to zero; 
it slowly decays at a rate determined by the 
L/R ratio of the discharge circuit. 


The circuits so far considered have been 
composed of ideal components. However, 
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components are not perfect, therefore no switch 
could be manufactured that would be capable of 
being moved from one position to another in- 
stantaneously. This leads to an explanation of 
the action of the induced voltage at the INSTANT 
a switch is opened, Because the magnitude of 
self-induced voltage can be extremely great 
even though the source voltage is very low, the 
development of high induced voltages when an 
inductive circuit is suddenly opened will now be 
studied. 

Consider the circuit shown in figure 10-13 
(A) consisting of a 6 volt battery, a switch, and 
a 30 henry coil. The resistor (R) represents 
the total circuit resistance, including the re- 
sistance of the coil, At the instant the switch is 
closed (time zero), 6 volts of CEMF willdevelop 
across the coil. This is shown in figure 10-13 
(B) where ey, = 6V at to. 

Since at time zero the current, for all prac- 
tical purposes has not started to flow, there is 
no voltage drop across the resistor. With an 
inductance of 30 henrys and a voltage of6 volts, 
the initial rate of change (roc) will be: 


roe «2 
36. 


roc = 0.2 amp/sec 


After the interval of time (5 p the current has 


reached its final steady value. For the circuit 
of figure 10-13 (A) this will be: 


-b 
К R 
. 30 
Ts 
T= 30 seconds 


But: steady state value equals: 


2gl 


R 


5T 

Where: t - elapsed time, in seconds 

Therefore: steady, state will be reached in 
5xT =t 


5 x 30 = 150 sec 
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Figure 10-13.—Development of high in- 
duced voltage from low source. 


The magnetic field around the coil is now 
fully established and steady. Figure 10-13 (B) 


Shows no ey, (СЕМЕ) at 5L or 5T), therefore, 


there must be no change in current atthis time. 
If the switch is now opened, one side of the 
battery is disconnected and there is no complete 
path through which the current can flow. As a 
result, the current supplied by the battery stops 
immediately. However, the inductance of the coil 
opposes the change. Since the current supplied 
by the battery is no longer available to support 
the magnetic field, it will start to collapse. As 
it collapses, the magnetic lines of force cutsthe 
turns of the coil. Whereas expanding lines of 
force induced an EMF with the polarity on the 
coil as shown in Figure 10-13 (A), collapsing 
lines of force induce an EMF inthe coil with the 
opposite polarity. The inductance is therefore 
acting as a source of voltage attempting to main- 
tain the same current flow in the circuit just 
as if the battery was still connected. 
The decay time willbe the sameasthe growth 
time if the same L/R ratio is maintained during 
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decay as existed during growth. For an under- 
standing of the change in time constant, picture 
for .a moment, the conditions existing in the 
circuit shown in figure 10-14 (A). The curren 
flowing in this circuit is: cess 


E 
I-R 
-ê 
гг 
І= 6 атрѕ 


The voltage drop across the resistor (ER) is: 


Eg; = IR 
Ep, = 6х1 
Eg; = 6 volts 


Now if it were possible to maintain the battery 
at a constant 6 volts and briefly maintain the 
current at 6 amperes while INSTANTANEOUSLY 
removing the one ohm resistor (R4) and insert- 
ing a large resistance (Нә), as in figure 10-14 
(B), the resistive voltage drop would increase: 


Epo = IR 
Erg = 6 x 2000 
Erg = 12,000 volts 


The above conditions are impossible to obtain 
in the resistive circuit discussed and are in- 
serted here merely to show the possibility of 
obtaining a high voltage pulse when exchanging 
a high resistance for a low resistance and 
MOMENTARILY maintaining the same current, 
These conditions can be obtained in the circuit 
of figure 10-13. At the exact INSTANT the switch 
contacts represent the insertion ofan extremely 
high resistance (ореп circuit) the action of the 
inductance is maintaining the current at very 
near the value built up with the small resistance 
in the circuit has been increased by a very 
large amount, the L/R time constant of the cir- 
cuit for decay is not the original 30 seconds. 
Due to the insertion of the high resistance, the 
time constant has become a fraction ofa second. 
Transposing the following equation and substi- 
tuting values will give an approximation of the 
voltage developed across the coilbythe collaps- 
ing magnetic field, 
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Figure 10-14.—Resistive demonstration 
circuit for high voltage pulse. 





L = e 
Ai/ At 
transposing: Ai 
e-L4. At 


NOTE: Assuming for the purpose of illustration, 
that 0.00001 second (А t) after the switch is 
opened the current has decreased to 5.9994 amps, 
a change (4i) of 0.0006 amp: 


"ET * Ai 
Substituting: e-L TAE 
É 0.0006. 
e = 30 x 0.00001 
e- 30x 60 


е = 1800 volts 


The energy contained in the collapsing mag- 
netic field must be dissipated somewhere within 
the circuit. The voltage developed in the con- 
ductor is sufficient to create an arc across the 
switch contacts. The energy in the magnetic 
field is dissipated in the heat of this arc. The 
energy expended in the arc can seriously burn 
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an individual, damage the switch contacts, 
or break down the insulation of the coil. 
For these reasons care should be taken in 
the abrupt interruption of current in any in- 
cuctive circuit, | 


The development of a large voltage pulse 
from a low voltage source (INDUCTIVE KICK) 
is not always a disadvantage, but is commonly 
used in the spark coil circuits (ignition system) 
of most gasoline engines. 
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CHAPTER 11 


CAPACITANCE 


Every electrical circuit, no matter how com- 
plex, is composed of no more than three basic 
electrical properties; resistance, inductance, 
and capacitance. Therefore, a thorough under- 
standing of each of these basic properties is a 
necessary step towardthe understanding of elec- 
trical equipment. Since resistance and induct- 
ance have been covered, the last of the basic 
three, capacitance, will now be discussed. 

Two conductors separated by a nonconductor 
exhibit the property called CAPACITANCE, 
because this combination can store an electric 
charge; whereas inductance was defined as a 
property of a circuit which opposes a change 
in CURRENT. Capacitance is a property of a 
circuit which opposes a change in VOLTAGE. 
Where inductance stored energy in an ELEC- 
TROMAGNETIC field, capacitance stores energy 
in an ELECTROSTATIC field. 


REVIEW OF ELECTROSTATICS 


In order to promote a clear understanding 
of capacitance, the reader should be thoroughly 
familiar with the theories and laws of electro- 
statics. For convenience, the main points of 
electrostatics will be briefly reviewed in this 
section, 

When a charged body is brought into close 
proximity with another charged body, there is 
a force that causes the bodies to attract or 
repel one another. If the changed bodies possess 
the same sign of charge, a repelling force will 
exist between the two bodies. If they have un- 
like signs, there will be a force of attraction 
between them. The force of attraction or re- 
pulsion is caused by the electrostatic field that 
surrounds every charged body. If a material is 
charged positively, it has a deficiency of elec- 
trons. If it is charged negatively, it has an 
excess ofelectrons. The direction ofthe electro- 
static field is represented by lines of force 
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drawn perpendicular to the charged surface and 
shown originating from the positively charged 
material. Each line of force is drawn in the 
form of an arrow and is shown pointing from 
positive to negative. 

The force between charges is described by 
Coulomb’s law: ‘‘The force existing between two 
charged bodies is directly proportional to the 
produce of the charges and inversely propor- 
tional to the square of the distance separating 
them.’’ . 

If a test charge is inserted in an existing 
electrostatic field it will move toward one or 
the other of the charged areas which is causing 
the field to exist. The direction of movement 
will depend on whether the test charge is posi- 
tive or negative. Previously it has been shown 
that a positive test charge placed in a field 
moves in the direction that the line of force 
points, from positive toward negative. In this 
case the test charge will be an electron and 
since the electron is negative it will move in a 
direction opposite to that of the positive charge. 
In other words, an electron in an electrostatic 
field will move AGAINST the arrow from nega- 
tive toward positive. The above action is illus- 
trated by figure 11-1. 

If Coulomb's law is analyzed in connection 
with figure 11-1 it can be seen that the greater 
the distance between the electronand the positive 
charge the less the force of attraction. The im- 
portance of the distance between the charges 
creating the field will become apparent at a 
later time in this chapter. 

One important characteristic of electrostatic 
lines of force is that they have the ability to 
pass through any known material. 


THE CAPACITOR 


CAPACITANCE is defined as the property 
of an electrical device or circuit that tends to 
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Figure 11-1.—Electron movement inan electro- 
static field. 


oppose a CHANGE in VOLTAGE. Capacitance 
is also a measure of the ability of two conduct- 
ing Surfaces, separated by some form of non- 
conductor, to store an electric charge. For the 
present time air will be used as the insulating 
material between the conducting surfaces. 

The device used in electrical circuits to 
store a charge by virtue of an electrostatic field 
is called a CAPACITOR. (The larger the capac- 
itor, the larger the charge that can be stored.) 

The simplest type of capacitor consists of 
two metal plates separated by air. It has been 
established that a free electron inserted in an 
electrostatic field will move. The same is true, 
with qualifications, if the electron is in a bound 
state. The material between the two charged 
surfaces of figure 11-1 (airinthis case)is com- 
posed of atoms containing bound orbital elec- 
trons. Since the electrons are bound they can not 
travel to the positively charged surface. There- 
fore, the resultant effect will be a distorting of 
the electron orbits. The bound electrons will be 
attracted toward the positive surface, and re- 
pelled from the negative surface. This effect is 
illustrated in figure 11-2. In figure 11-2 (A), 
there is no difference in charge placed across 
the plates; and the structure ofthe atom’s orbits 
is undisturbed. If there is a difference іп charge 
across the plates as shown in figure 11-2 (B), 
the orbits will be elongated in the direction of 
the positive charge. 

An energy is required to distort the orbits, 
energy is transferred from the electrostatic 
field to the electrons of each atom between the 
charged plates. Since energy cannot be de- 
stroyed, the energy required to distort the 
orbits can be recovered when the electron orbits 
are permitted to return to their normal positions. 
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This effect is analogous tothe storage of energy 
in a stretched spring. A capacitor can thus 
**store"' electrical energy. 

An illustration of a simple capacitor and its 
schematic symbol is shown in figure 11-3. The 
conductors that form the capacitor are called 
PLATES. The material between the plates is 
called the DIELECTRIC. In figure 11-3 (B), the 
two verticallines represent the connecting leads. 
The two horizontal lines representthe capacitor 
plates. Notice that the schematic symbol (B)and 
the simple capacitor diagram (A) are similar in 
appearance. In a practicalcapacitor, the parallel 
plates may be constructed in various configura- 
tions (circular, rectangular, etc.); but the cross- 
sectional area of the capacitor plates is 
tremendously large in comparison to the cross- 
Sectional area of the connecting conductor. This 
means that there is an abundance of free elec- 
trons available in each plate of the capacitor. 
If the cross-sectional area and plate materialof 
the capacitor plates are the same, the number of 
free electrons in each plate must be approxi- 
mately the same. It should be noted that there 
is a possibility of the difference in charge be- 
coming so large as to cause ionization of the 
insulating material to occur (cause bound elec- 
trons to be freed). This places a limit on the 
amount of charge that can be stored in the 
capacitor. 

Figure 11-3 (A) depicts a capacitor in its 
simplest form. It consists of two metal plates 
Separated by a thin layer of insulating material 
(dielectric). When connected to a voltage source 
(battery), the voltage forces electrons onto one 
plate, making it negative, and pulls them off the 
other, making it positive. Electrons cannot flow 
through the dielectric. Since it takes a definite 
quantity of electrons to ‘‘fill up," or charge, a 
capacitor, it is said to have a CAPACITY. This 





(B) 
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Figure 11-2.—Electron orbits with and without 
the presence of an electric field. 
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characteristic is referred to as CAPACI- 


TANCE. 
DIELÉCTRIC MATERIALS 


Various materials differ in their ability to 
support eléctric flux or to serve ds dielectric 
material for capacitors. This, phenomenon is 
somewhat similar to permeability in magnetic 
circuits, Dielectric materials; or insulatorsare 
‚ rated in their ability to support electric flux 
-in terms of a figure called the DIELECTRIC 
CONSTANT, The higher the value of dielectric 
constant (other factors being equal), the better 
is the dielectric material. 

A vacuum is the standard dielectric for pur- 
. poses of reference and,is assigned the value of 
unity (or one). Thé dielectric constant of a 
dielectric material is also definedasthe ratio of 
the capacitance of a capacitor having that par- 
ticular material as the dielectric to the capaci- 
tance of the same capacitor having air as the 
dielectric. By way of comparison, the dielectric 
constant of pure water is 81; flint glass, 9.9; 
and paraffin рарег, 3.5. The range of dielectric 
constants is much more restricted than is the 
range of permeabilities.Dielectric constants for 
some common materials are giveninthe follow- 
ing list: 


Material Constant 
Vacuum 1.0000 
Air 1.0006 
Paraffin paper 3.5 
Glass 5 - 10 
Mica 3-6 
Rubber 2.5 - 35 
Wood 2.5-8 
Glycerine (15 °C) 56 
Petroleum 2 

Pure water 81 


Notice the dielectric constant for a vacuum. 
Since a vacuum is the standard of reference, it 
is assigned a constant of one; and the dielectric 
constants of all materials are compared to that 
of a vacuum. Since the dielectric constant ofair 
has been determined experimentally to be ap- 
proximately the same as that of a vacuum, the 
dielectric constant of AIR is also considered to 
be equal to one. The formula used to compute 
the value of capacitance using the physical fac- 
tors just described is: 


C 02249 (A) (11-1) 
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Figure 11-3.—Capacitor and schematic symbol. 


Where C = capacitance, in picofarads (10-12) 
A = area of one plate, in square inches 
d = distance between plates, ininches 
К = dielectric constant of insulating 
material. 
0.2249 = a constant resulting from conversion 
from Metric to British units. 


Example: Find the capacitance of.a parallel 
plate capacitor with paraffin paperasthe dielec- 
tric. : 


Given: K -3.5 
d z0.05 inch 
A = 12 square inches 
Solution: C 70.2249 (КА) (11-1) 


C = 0.2249 ( 3:512) 


C = 189 picofarads 


Using equation (11-1) it is easy to visualize 
the effects on capacitance ofthe physicalfactors 
involved. It can be seen that capacitance is a 
direct function of the dielectric constant andthe 
area of the capacitor plates, and. an inverse 
function of the distance between the plates. 


UNIT OF CAPACITANCE 


Capacitance is measured in a unit called the 
FARAD. This unit is a tribute to the memory of 
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Michael Faraday, a scientist who performed 
many early experiments with electrostatics and 
magnetism. 

It was discovered that for а: given value of 
capacitance, the ratio of charge deposited on опе 
plate, to the voltage producing the movement of 
charge, is a constant value. This constant value 
18 a measure of the amount of capacitance pres- 
ent. The symbol used to designate a capacitor is 
(C). The capacitance is equal to 1 farad when a 
voltage changing at the rate of 1 volt/per second 
causes a charging current of 1amptoflow. This 
is expressed by the equation: 

‘ 1 
C =a (11-2) 
ЛЕ 


Where.C = capacitance, in farads . 
i= шәшшалеоча сиггепї їп атр 
Де 
АС 


. rate of change of voltage, in volts, 
- with time, in seconds 


TM (11-2) may be clearer if expressed 
as follows: 


à 


Charging current of 1 


Capacitance: amp flows 
equals 1 = When voltase changes 1 it m i 
farad when en voltage changes 


volt in 1 second 
1 k H 
The farad can also be defined in terms of charge 
and voltage. A capacitor has a capacitance of 
1 farad if it will store 1 coulomb of charge when 
connected across a potential.of 1 volt. This re- 
lationship can be expressed mathematically as: 


=Q 
СЕ 


Where С = capacitance іп farads 
Q = charge іп coulombs 


E - applied potential in volts 


Example: What is the capacitance of two 
metal plates separated by one centimeter of air, 
if .001 coulomb of charge is stored when a 
potential of 200 volts is appliedtothe capacitor? 


Given: Q= 0.001 coulomb 


E = 200 volts 


Solution: C -2 (11-3) 


Converting to power of ten 





C = 0.000005 farads 


Although this capacitance might appear 
rather small (five millionths of a farad), many 
electronic circuits require capacitors of much 
smaller value. Consequently the farad is‘a 
cumbersome unit, far too large for most appli- 
cations. The MICROFARAD which is one mil- 
lionth of a farad,(1 x 10-6 farad) is a. more 
convenient unit. Thé symbols used to designate 
microfarad are uf. In high frequency circuits 
even the microfarad becomes too large, and the 
unit MICROMICROFARAD (one millionth of a 
microfarad) is Sed. The symbols for micro- 
microfarads are uui., E. 

To avoid confusion and the use of double 
prefixes the name PICOF ARAD (pf) is preferred 
in place of micromicrofarad. In powers of ten, 
1 picofayad (or 1 micromicrofarad) is equal to 
1х 107° farad. 

In using equation (11 -3) one must not deduce 


` е mistaken idea that capacitance is dependent 
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upon charge and voltage. Capacitance is deter- 
mined entirely by physical factors such as plate 
area, plate spacing, etc. 


FACTORS AFFECTING THE VALUE 
OF CAPACITANCE ^ 


The capacitance of a capacitor depends on 
the three following factors: 

1. The area of the plates. 

2. The distance between the plates. 

3. The dielectric constant of the material 
between the plates. 


These three factors are related to the capaci- 
tance of a parallel-plate capacitor consisting of 
two plates by the formula 


c= 22490) 


Where С is іп picofarads, A isthearea of one of 
the plates in square inches, d is the distance 
between the plates in inches, andkis the dielec- 
tric constant of the insulator separating the 
plates. 

For example, the capacitance of a parallel- 
plate capacitor with anair dielectric and spacing 
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of 0.0394 inch between the plates, each of which 
has an area of 15.5 square inches, is approxi- 
mately 


1x 15.5 А 
С = о.225(2 218 )- в.з picofarads 


From this formula it may seem that the capaci- 
tance increases when the platesareincreasedin 
area; it decreases if the spacing of the plates is 
increased; and it increases if the k-value is in- 
creased. 

As previously mentioned, the dielectric con- 
stant, К, expresses the relative capacitance when 
materials other than air are used as the insulat- 
ing material between the plates. For example, if 
mica is substituted for air as the dielectric, the 
capacitance increases from 3 to6timesbecause 
the dielectric constant of mica is from 3 to 6 
times greater than air (1). 

If the capacitor is composed of more than 
two parallel plates, the capacitanceis calculated 
by multiplying the preceding formula by N - 1, 
where N is the number of plates. The plates are 
interlaced as shown in figure 11-4, and the ef- 
fect is that of increasing the capacitance of the 
two-plate capacitor by the factor N - 1. In the 
figure there are 11 plates, and the capacitance 
is 10 times that of a 2-plate capacitor of the 
same plate area, spacing, and dielectric mate- 
rial. 


VOLTAGE RATING OF CAPACITORS 


In selecting or substituting a capacitor for 
use in aparticular circuit, consideration must be 
given to (1) the value of capacitance desired and 
(2) the amount of voltage to which the capacitor 
is to be subjected. If the voltage applied across 
the plates is too great, the dielectric will break 
down and arcing will occur between the plates. 


BE.201 
Figure 11-4, —Capacitor multiple-plate 
construction. 
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The capacitor is then short-circuited and the 
possible flow of direct current through it can 
cause damage to other parts of the equipment. 
Capacitors have a voltage rating that should not 
be exceeded. , 

The working voltage of the capacitor is the 
maximum voltage that can be steadily applied 
without danger of arc-over. The working voltage 
depends on (1) the type of material used as the 
dielectric, and (2) the thickness of the dielectric. 

The voltage rating of the capacitor is a 
factor in determining the capacitance because 
capacitance decreases as the thickness of the 
dielectric increases. A high-voltage capacitor 
that has a thick dielectric must have a larger 
plate area in order to have the same capaci- 
tance as a similar low-voltage capacitor having 
a thin dielectric. The voltage rating also depends 
on frequency because the losses, and the re- 
sultant heating effect, increase as the frequency 
increases. 

A capacitor that may be safely charged to 500 
volts d.c. cannot be safely subjectedto alternat- 
ing or pulsating direct voltages whose effective 
values are 500 volts. An alternating voltage of 
500 volts (r.m.s.) has a peak voltage of 707 volts, 
and a capacitor to which itis applied should have 
a working voltage of at least 750 volts. The 
capacitor should be selected so that its working 
voltage is at least 50 percent greater than the 
highest voltage to be applied to it. Effective 
(rms) voltage and the action of capacitors in 
a-c circuits are described in a later chapter. 


CHARGING AND DISCHARGING A 
CA PACITOR 


CHARGING 


In order to better understand the action of 
a capacitor in conjunction with other components, 
the charge and discharge action of a purely 
capacitive circuit will be analyzed first. For 
ease of explanation the capacitor and voltage 
Source used in figure 11-5 will be assumed to 
be perfect (no internal resistance, etc.) although 
this is impossible in practice. 

In figure 11-5 (A) an uncharged capacitor is 
shown connected to a four-position switch. With 
the switch in position 1 the circuit is open and 
no voltage is applied to the capacitor. Initially 
each plate of the capacitor isa neutralbody, and 
until a difference of potential is impressed 
across the capacitor no electrostatic field can 
exist between the plates. 
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(A) UNCHARGED 
(ө 


т=ш=) 
ў ; (3) 


(B) CHARGING 
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Figure 11-5.—Charging a capacitor. 


To CHARGE the capacitor the switch must 
be thrown to position 2 which places the capacitor 
across the terminals of the battery. Under the 
ziven conditions the capacitor would reach full 
^harge instantaneously, however, the charging 
iction will be spread out over a period of time 
in the. following discussion so that a step-by- 
step analysis can be made. 

At the instant the switch is thrown to position 
2 (fig. 11-5 (B)) a displacement of electrons will 
occur simultaneously in all parts of the circuit. 
This electron displacement is directed away 
from the negative terminal and toward the posi- 
tive terminal of the source. An ammeter con- 
nected in series with the source will indicate a 
brief surge of current as the capacitor charges. 

If it were.possible to analyze the motion of 
individual electrons in this surge of charging 
current, the following action would be observed. 
(See fig. 11-6.) 


—©—> 
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Figure 11-6.—Electron motion during charge. 






At the instant the switch is closed, the posi- 
tive terminal of the battery extracts an electron 
from the bottom conductor and the negative 
terminal of the battery forces an electron into 
the top conductor. At this same instant an elec- 
tron is forced into the top plate of the capacitor 
and another is pulled from thebottom plate. Thus, 
in every part of the circuit a clockwise DIS- 
PLACEMENT of electrons occurs in the manner 
of a chain reaction. | 

As electrons accumulate on the top plate of 
the capacitor and others depart from the bottom 
plate, a difference of potential develops across 
the capacitor. Each electron forced onto the 
top plate makes that plate more negative, while 
each electron removed from the bottom causes 
the bottom plate tobecome more positive. Notice 
that the polarity of the voltage which builds up 
across the capacitor is such as to oppose the 
source voltage. The source forces current 
around the circuit of figure 11-6 in a clockwise 


direction. The emf developed across the capaci- 


tor, however, has a tendency toforce the current 
in a counterclockwise direction, opposing the 
Source. As the capacitor continues to charge, 
the voltage across the capacitor rises until itis 
equal in amount to the source voltage. Once the 
capacitor voltage equals the source voltage, the 
two voltages balance one another and current 
ceases to flow in the circuit. 

In studying the charging process ofa capaci- 
tor it must be emphasized that NO current flows 
THROUGH the capacitor. The material between 
the plates of the capacitor must be aninsulator. 

To an observer stationed at the source or 
along one of the circuit conductors, the action 
has all the appearances of a true flow of current 
even though the insulating material between the 
plates of the capacitor prevents having a com- 
plete path. The current which appears to flow 
in a capacitive circuitis calledDISPLACEMENT 
CURRENT. 

To provide a better understanding of charging 
action, a capacitor can be compared to the 
mechanical system in figure 11-7. Part A ofthe 
diagram shows a metal cylinder containing a 
flexible rubber membrane which blocks off the 
cylinder. The cylinder is then filled with round 
balls as shown. If an additional ball is now 


.pushed into the left hand side of the tube, the 


membrane will stretch and a ball will be forced 
out of the right hand end of the tube. To an ob- 
server who could not see inside the tube the ball 
would have the appearance of traveling all the 
way through the tube. For eachballinserted into 
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tne left hand side, one ball would leavethe right 
hand side, although no balls actually pass allthe 
way through the tube. 

As more balls are forced into the tube it be- 
comes increasingly difficult to force in addi- 
tional balls, due to the tendency ofthe membrane 
to spring back to its original position. 

If too many balls are forced into the tube, 
the membrane will rupture, and any number of 
balls can then be forced all the way through the 
tube. 

A similar effect occurs in a capacitor when 
the voltage applied to the capacitor is too high. 
If an excessive amount of voltage is applied to 
a capacitor, the insulating material between the 
plates will break down and allow a current flow 
through the capacitor. In most cases this de- 
stroys the capacitor, necessitating its replace- 
ment. 

When a capacitor is fully charged and the 
Source voltage is equaled by the counter elec- 
tromotive force (cem) across the capacitor, the 
electrostatic field between the plates of the 
capacitor will be maximum. Since the electro- 
static field is maximum the energy storedinthe 
dielectric will be maximum. 

If the switch is now openedas shown in figure 
11-8 (A), the electrons on the upper plate are 
isolated. Due to the intense repelling effect of 
these electrons, no electrons will return to the 
positive plate. Thus, with the switch in position 
3, the capacitor will remain charged indefinitely. 
At this point it should be noted that the insulating 
dielectric material ina practical capacitor is not 
perfect and small leakage current will flow 
through the dielectric. This current will even- 
tually dissipate the charge. A high quality 
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Figure 11-7.—Mechanical equivalent of a 
capacitor. 
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capacitor may hold its charge for a month or 
more however. 

To review briefly, when the capacitor is 
connected across a source, a surge of charging 
current will flow. This charging current de- 
velops a cemf across the capacitor which op- 
poses the applied voltage. When the capacitor is 
fully charged the cemf will be equal to the ap- 
plied voltage and charging current will cease. 
At full charge the electrostatic field between the 
plates is at maximum intensity and the energy 
stored in the dielectric is maximum. If the 
charged capacitor is disconnected from the 
source the charge will be retained for some 
period of time. The length of time the charge is 
retained depends on the amount of leakage cur- 
rent present. Since electrical energy is stored 
in the capacitor, a charged capacitor can act as 
a source. 


DISCHARGING 


To DISCHARGE a capacitor, the charges on 
the two plates must be neutralized. This is ac- 
complished by providing a conducting path be- 
tween the two plates (fig. 11-8 (B)). With the 
switch in position 4 the excess electrons on the 
negative plate can flow to the positive plate and 
neutralize its charge. When the capacitor is 
discharged the distorted orbits of the electrons 
in the dielectric return totheir normal positions 


(ne 


(2) 





(A) UNCHARGED 





` (B) CHARGING 


BE.205 
Figure 11-8.—Discharging acapacitor. 
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and the stored energy is returned to the circuit. 
It is important to note that a capacitor does not 
consume power. The energy the capacitor draws 
from the source is recovered whenthe capacitor 
is discharged. 


: CHARGE AND DISCHARGE OF AN 
RC SERIES CIRCUIT 


Ohm's.law states that the voltage across a 
resistance is equal to the current through it 
times the value of the resistance. This means 
that a voltage will be developed across a re- 
sistance ONLY WHEN CURRENT FLOWS 
through it. 

A capacitor is capable of storing or holding 
a charge of electrons. When uncharged, both 
plates contain the same number of free elec- 
trons. When charged, one plate contains more 
free electrons than the other. The difference in 
the number of electrons is a measure of the 
charge on the capacitor. The accumulation of 
this charge builds up a voltage across the ter- 
minals of the capacitor, andthe charge continues 
to increase until this voltage equals the applied 
voltage. The charge in a capacitor is related to 
the capacitance and voltage as follows: 

Q=CE, (11-4) 
in which Q is.the charge in coulombs, C the 
capacitance in farads, and E the difference in 
potential in volts. Thus, the greater the voltage, 
the greater the charge on the capacitor. Unless 
a discharge path is provided, a capacitor keeps 
its charge indefinitely. Any practical capacitor, 
however, has some leakage through the dielectric 
so that the charge will gradually leak off. 

A voltage divider containing resistance and 
capacitance may be connected in a circuit by 
means of a switch, as shown in figure 11-9 (A). 
Such a series arrangement is calledanRC series 
circuit. 

If S1 is closed, electrons flow counterclock- 
wise around the circuit containing the battery, 
capacitor, and resistor. This flow of electrons 
ceases when C is charged to thebattery voltage. 
At the instant current begins to flow, thereis no 
voltage on the capacitor and the drop across R 
is equal to the battery voltage. The initial charg- 


ing current, I, is therefore equal to zs. Figure 


11-9 (B) shows that at the instant the switch is 
closed, the entire input voltage, Eg, appears 
across R, and that the voltage across C is Zero. 

The current flowing in the circuit soon 
charges the capacitor. Because the voltage on 
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BE.206 
Figure 11-9.—Charge and discharge of an RC 
series circuit. 


the capacitor is proportional to its charge, a 
voltage, ес, will appear across the capacitor. 
This voltage opposes the battery voltage —that is, 
these two voltages buck each other. As à re- 
sult, the voltage ey across the resistor is Eg 
ес, and this is equal to the voltage drop (eR) 
across the resistor. Because Eg is fixed, ic 
decreases as e, increases. 

The charging process continues until the 
capacitor is fully charged andthe voltage across 
it is equal to the battery voltage. Atthis instant, 
the voltage across R is zero and no current 
flows through it. Figure 11-9 (B) shows the 
division of the battery voltage, Eg, between the 
resistance and capacitance at all times during 
the charging process. 

If S2 is closed (S1 opened) infigure 11-9 (A), 
a discharge current, ig, will discharge the 
capacitor. Because ig 18 opposite in directionto 
іс, the voltage across the resistor will have a 
polarity opposite to the polarity during the charg- 
ing time. However, this voltage will have the 
same magnitude and will vary in the same man- 
ner. During discharge the voltage across the 
capacitor is equal and opposite to the drop 
across the resistor, as shown infigure 11-9 (C). 
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The voltage drops rapidly from its initial value 
and then approaches zero slowly, asindicated in 
the figure. 


RC TIME CONSTANT 


The time required to charge a capacitor to 
63 percent (actually 63.2 percent) of maximum 
voltage or to discharge it to 37 percent (actually 
36.8 percent) of its final voltage is knownas the 
TIME CONSTANT of the circuit. An RC circuit 
with its charge and discharge graphs is shown in 
figure 11-10. The value of the time constant in 
Seconds is equal to the product of the circuit re- 
sistance in ohms and its capacitance in farads, 
one set of values of which is given in figure 
11-10 (A). RC is the symbol used for this time 
constant, 

Some useful relations used in calculating RC 
time constants are as follows: 


R (ohms) x C (farads) =t (seconds) 
R (megohms) x C (microfarads) =t (seconds) 
R (ohms) x C (microfarads) =t 
(microseconds) 
R (megohms) х C (picofarads) =t 
(microseconds) 


The time constant may also be defined as 
the time required to charge or discharge a 
capacitor completely IF it continues to charge 
or discharge at its initial rate. Ав may be seen 
in figure 11-10 (B), the slope of the dotted tangent 
line, OX, indicates the initial rate of charge. At 
this rate, the capacitor would be completely 
charged in RC seconds. Likewise, the slope of 
the dotted tangent line, YZ, indicates the initial 
rate of discharge with respect to time, and at 
this rate the capacitor would be completely dis- 
charged in RC seconds. 

The equation for the rise in voltage, ec; 
across the capacitor is 


ес= Е 1-—ÀÀAM— 


2.7188C 


where ee, is the instantaneous voltage across 
the capacitor, E the applied voltage (100 volts 
in this case), t the time in seconds, R the re- 
sistance in ohms, C the capacitance in farads 
(0.000001 farad or luf in this case), and the 
number 2.718 the naturallogarithmbase. Figure 
11-10 (B) shows a graph of this equation. 


When t = RC, the exponent, , reduces to 1, 


Therefore, 


1 ) 
ес= E ( - 27118]- 0.632Е 


In other words, when t= RC, ес is equal to 63.2 
percent of E, the maximum value. When the 
maximum is 100 volts, as shown, the voltage 
across the capacitor increases to 63.2 volts in 
RC seconds—that is, in 10 microseconds. 


t. 
RC 


The equation for the charging current, ic, is 


1 
t 


RC 
2.718 


The graph of this equation is shown, in figure 
11-10 (B). When t=RC, ig = 0.368 x =; that is, 


when t = 10 microseconds, ig= 0.368 x 100 = 3.68 
ampere. 10 


А Е 
le =R 


UNIVERSAL TIME CONSTANT CHART 


Because the impressed voltage and the values 
of R and C or R and L usually will be known, a 
universal time constant chart (fig. 11-11)can be 
used. Curve A is a graph of the voltage across 
the resistor in series with the inductor on the 
growth of current. Curve B isagraphof capaci- 
tor voltage on discharge, capacitor current on 
charge, inductor current оп decay, or the voltage 
across the resistor in series with the capacitor 
on charge. The graphs of resistor voltage and 
current and inductor voltage on discharge are 
not shown because negative values would be 
involved, 

The time scale (horizontal scale) is graduated 
in terms of the RC ог Ë time constants so that 
the curves may be used for any valueof R and C 
or L and R. The voltage and current scales (ver- 
tical scales) are graduated in terms of the frac- 
tion of the maximum voltage or current so that 
the curves may be used for any value of voltage 
or current. If the time constantand the initial or 
final voltage for the circuit in question are 
known, the voltages across the various parts of 
the circuit can be obtained from the curves for 
any time after the switch is closed, either on 
charge or discharge. The same reasoning is true 
of the current in the circuit. 
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Figure 11-10. —RC time constant. 
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Figure 11-11.—Universal time constant chart for RC and RL circuits. 


The following problem illustrates how the 
universal tinie constant chart may be used. 

A circuit is to be designedin whicha capaci- 
tor must charge to one-fifth (0.2) of the maxi- 
mum charging voltage in 100 microseconds 
(0.0001 Second). Because of other considera- 
tions, the resistor must have a value of 20,000 
ohms. What size of capacitor is needed? 

Curve A is first consulted to determine the 
RC time necessary to give 0.2 of the full voltage. 
The time is less than 0.25 RC, approximately 


0.22 RC. 1f 0.22 RC must beequalto 100 micro- 


seconds, one complete RC must be equal to 50 


455 microseconds, or 0.000455 second. There- 
fore, 


RC = 0.000455. 


Substituting the known value of R and solving for 
С, 

_ 0.000455 
~ 20,000 


or 0.023 microfarad. 

The graphs shown in figure 11-10 are not 
entirely complete—that is, the charge or dis- 
Charge (or the growth or decay) is not quite 
complete in5 RC ог5ё seconds. However, when 


C = 0.000000023 farad, 
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the values reach 0.99 of the maximum (corre- 
sponding to 5 RC or 5 zi the graphs may be 


considered accurate enough for most purposes. 


CAPACITORS IN SERIES 
AND PARALLEL 


Capacitors may be connected in series or 
parallel to give resultant values, which may be 
either the sum of the individual values (in 
parallel) or a value lessthanthat ofthe smallest 
capacitance (in series). 


CAPACITORS IN SERIES 


А circuit consisting of a number of capacitors 
in series is similar in some respects їо опе con- 
taining several resistors in series. In a series 
capacitive circuit the same DISPLACEMENT 
CURRENT flows through each part ofthe circuit 
and the applied voltage will divide across the in- 
dividual capacitors. 

Figure 11-12 shows a circuit containing a 
source and two series capacitors. When the 
switch is closed, current will flow in the direc- 
tion indicated by the arrows on the diagram. 
Since there is only one path for current, the 
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Figure 11-12.—Series capacitive circuit. 


amount of charge current in motion is the same 
in all parts of the circuit. This current is of 
brief duration and will flow only until the total 
voltage across the capacitors is equal to the 
source voltage. 


Since the charge (Q) is the same in all parts of 
the circuit: 


$ Q = Qi = Q» =... Qn (11-5) 
also: Q 
С = E (11-4) 
transposing: 
E =Q (11-6) 


Since the sum of the capacitor voltages must 
equal the source voltage (Kirchhoff’s law): 


E= E] *E9 +... Ey (11-7) 
Substituting equation (11-6) into (11-7) 
Әр Q1 © ........ Qn (11-8) 
ec C1 +с2+ Cn 


Since by equation (11-5) all the charges are the 
same, dividing each term of (11-8) by Q; yields: 


= +1 ERARE i 11-9 
Cy Cy Co Cn | i 
Taking the reciprocal of both sides: 
1 
Cy= 11-10 
es UE aep t 1 | 
Сі C2 Cn 


Where Сү, Ci etc., are in farads. 


Equation (11-10) is the general equation used to 
compute the total capacitance of capacitors 
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connected in series. Notice the similarity be- 
tween this equation and the one used to find 
equivalent resistance of parallel resistors. If 
the circuit contains only two capacitors the 
product over the sum formula can be used. 


= СІС 


(11-11) 
C1 + C2 


Ct 


Where: Сү, C, etc., are in farads. 


As might be anticipated from the above equa- 
tions, the total capacitance of series connected 
capacitors will always be smaller than the 
smallest of the individual capacitors. 

Example. Determine the total capacitance of 
a Series circuit containing three capacitors of 
0.01 uf, 0.25 uf, and 50,000 pf respectively. 


Given: Cı 20.01 uf 

Co - 0.25 H 

C3 =50,000 pf 
Solution: 

C, = 1 (11-10) 

diss ge age 

Ci + Co * C4 
1 
С; =. 
t 1 1 1 


Olaf ' .35uf ' 50,000pf 


Converting to powers of ten. 


Сүт 1 
ppc T j 
-8 -8 -8 
1 x 10 25 x 10 5 x 10 
1 
Ct Ы —————_———————— 
100 x 10° + 4 x 106 + 20х106 
ЕЕ 
t ^124 x 109 
Ct = 0. 008uf 


The total capacitance of 0.008 wf is slightly 
smaller than the smallest capacitor (0.014f). 


CAPACITORS IN PARALLEL 


When capacitors are connected in parallel 
one plate of each capacitor isconnected directly 
to one terminal of the source, while the other 
plate of each capacitor is connected to the other 
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terminal of the source. In figure 11-13, since 
all the negative plates of the capacitors are 
connected together, and all the positive plates 
are connected together, C, appears as a capaci- 
tor with a plate area equal to the sum of all 
the individual plate areas. As previously men- 
tioned, capacitance is a direct function of plate 
area. Connecting capacitors in parallel effec- 
tively increases plate area and thereby the 
capacitance. 

For capacitors connected in parallel the 
total charge is the sum of all the individual 
charges. 


Qi =Q] +Q, + Q3 + e Qa (11-12) 
Transposing formula (11-4): 
Q = CE (11-13) 
Substitute: (11-13 into (11-12) 
C,E =C,E+ CoE + СЕ (11-14) 
Divide both sides by E: 
С=С? Со + Cat... С (11-15) 


Where: allcapacitances аге іп the same units. 
Example: Determine the total capacitance in 
a parallel capacitive cirucit: 


Given: C 17 0.03 
C3 = Quf 
С» = 0.25uf 
Solution: C, = С 1* Cot C3 (11-14) 


C, = 0.03 + 2 + 0.25 
C, = 2.28uf 


SERIES PARALLEL CONFIGURATION 


If capacitors are connected in a combination 
of series and parallel the total capacitance is 
found by applying equations (11-10) and 11-14) 
to the individual branches. 

Example. Determine the total capacitance of 
the circuit in figure 11-14. 
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Figure 11-13.— Parallel capacitive circuit. 
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Figure 11-14.—Series-parallelcapacitance con- 
figuration. 
Given: Су = 0.06uf 
Cy = 0.002uf 
C 47 0.005 
Cs = 0.001uf 
Find: C, =? 
Solution; Simplify the circuit into separate 
branches. f 
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BRANCH 1 - consists of a series combination 
C4 and Со. To determine total capacitance of 
this branch only: 


С.С 
Branch i: C, =} 2 (11-11) 
1 C+ С 
| 1* Сә 
_ 0,6 x 0.002 

1 0,06 + 0.002 
с 0.00012 
0. 062 
C,4 = 0.00193 


BRANCH 2 - consists ofaseries-parallel com- 
bination. Solve for total capacitance of branch 
2 only. The equivalent capacitance (Ceq) of the 
parallel combination of C4 and C5 must be de- 
termined first by the use of equation (11-14) 
for parallel configurations: 


aq = Са + Cs 


С = 0.005\+ 0.001 
еа 


Сеа = 0. 0064uf 
Branch 2 is now reduced to an equivalent series 
circuit consisting of C3 and the equivalent 
capacitance of C4 and C5. 
The circuit figure 11-14 has been simpli- 
fied considerably and appears as the circuit in 
figure 11-15. To illustrate the use of, the 


Ст? 0.00193 pf 


Ceg 
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Figure 11-15.—Simplified series-parallel 
capacitance configuration. 


reciprocal method the total capacitance of branch 
2 is determined using equation (11-10): 








1 (11-10) 
C = d. d 
C3 Сеп 
1 
Cu ЛЕ 
3 ` 0. 006 
C. IG A 
t2 7 0.333 + 166. 666 
Сүз = 0. 005981 


NOTE: Equation (11-11) could also have been 
used to solve the previous problems. 

The entire problem is now reduced to a 
simple parallel combination consisting of Ct1 
(capacity branch 1) and Ct2 (capacity branch 2). 
Equation (11-15) is now used to determine the 
total capacitance of the original circuit. 


Cc, 7C, 


t + Ca 


1 

С, = 0.00193 + 0.00598 

С, = 0.007914f 
CAPACITOR LOSSES 


Losses occurring in capacitors may be at- 
tributed to either dielectric leakage or dielec- 
tric hysteresis. Dielectric hysteresis may be 
defined as an effect in a dielectric material 
similar to the hysteresis found in magnetic 
materials. It is a result of the changes in 
orientation of electron orbits in the dielectric 
because of the rapid reversals of the polarity 
of the line voltage. The amount of loss due to 
hysteresis depends upon the type of dielectric 
used; vacuum shows the smallest loss. 

Dielectric leakage occurs in a capacitor as 
the result of leakage of current through the 
dielectric. Normally, it is assumed that the 
dielectric will effectively prevent the flow of 
current through the capacitor. However, while 
the resistance of the dielectric is extremely 
high, a minute amount of current does flow. 
Ordinarily, this current is so small that for all 
practical purposes it is considered to be of no 
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consequence, However, if the leakage through 
the dielectric is abnormally high, there will be 
a rapid loss of charge and an overheating of 
the capacitor. 

The power factor ofa capacitor is determined 
by dielectric losses. If the lossesare negligible 
and the capacitor returns the total charge to 
the circuit, it is considered to be a perfect 
capacitor with a power factor of zero. There- 
fore, the power factor of a capacitor is a 
measurement of its efficiency. 


m CAPACITOR TYPES 


Capacitors may be divided into two major 
groups—fixed and variable. 


FIXED CAPACITORS 


Fixed capacitors are constructed in such 
manner that they possess a fixed value of ca- 
pacitance which cannot be adjusted. They may 
be classified according to the type of material 
used as the dielectric, such as 3 paper, oil, mica, 
and electrolyte. 

A PAPER CAPACITOR is one that uses 
paper as its dielectric. It consists of flat thin 
strips of metal foil conductors, separatedby the 
dielectric material. In this capacitor the dielec- 
tric, used is waxed paper. Paper capacitors 
usually range in value from about 300 picofarads 
to about 4: microfarads. Normally, the voltage 
limit across the plates rarely exceeds 600 volts. 
Paper capacitors are sealed with waxto prevent 
the harmful effects of moisture and to prevent 
corrosion and leakage. 

Many different kinds of outer covering are 
used for paper, capacitors, the simplest being 
a tubular ` cardboard. Some types of paper 
capacitors are encased in a mold of very hard 
plastic;. these types are very rugged and may 
be used over a much wider temperature range 
than the cardboard-case type. Figure 11-16 (A) 
shows the construction of a tubular paper ca- 
pacitor; part'(B) shows a completed cardboard 
encased capacitor. 

A MICA CAPACITOR is made of metal foil 
plates that are separated Ъу sheets of mica, 
which form the dielectric. The whole assembly 
is covered ір molded plastic. Figure 11-17 (A) 
shows a cutaway view of a mica capacitor. 
By molding the capacitor parts into a plastic 
case, corrosion and damage to the plates and 
dielectric are prevented in addition to making 
the capacitor mechanically strong. Various 
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Figure 11-16.— Paper capacitor. . 


types of terminals are used to connect mica 
capacitors into circuits; these are also molded 
into the plastic case. ' · 2 

Mica is an excellent dielectric and will 
withstand higher voltages than: paper without 
allowing arcing between the plates. Common 
values of mica capacitors range from approxi- 
mately 50 picofarads to about 0.02 microfarad. 
Some typical mica capacitors are shown in 
figure 11-1" (B). 

A CERAMIC CAPACITOR is so named be- 
cause of the use of ceramic dielectrics. One ` 
type of ceramic capacitor usesa hollow ceramic 
cylinder as both the form on, which to con- 
Struct the capacitor and as the dielectric mate- 
rial. The plates consist of thin films of metal 
deposited on the ceramic cylinder. | 

А second type of ceramic capacitoris manu- 
factured in the shape of a disk. After leads are 
attached to each side of the capacitor, the 
capacitor is completely covered with an insulat- 
ing moisture-proof coating. Ceramic capacitors 
usually range in value between 1 picofarad and 
0.01 microfarad and may be used with voltages 
as high as 30,000 volts. Typical capacitors are 
shown in figure 11-18, | 

ELECTROLYTIC CAPACITORS are used 
where a large amount of capacitance is required. 
As the name implies, electrolytic capacitors 
contain an electrolyte. This electrolyte can-be 
in the form of either a liquid (wet electrolytic 
capacitor) ora paste (dry electrolytic capacitor), 
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Figure 11- 17. — Typical mica capacitors 
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Figure 11-18.—Ceramic capacitors. 


Wet electrolytic capacitors are. no longer in 


popular use due to the care. needed to prevent 
Spilling of the electrolyte. 
Dry electrolytic capacitors consist essen- 


tially of two metal plates between which is. 


placed the electrolyte. In most cases the capaci- 
tor is housed in a cylindrical aluminum con- 


the capacitor (fig. 11-19). The positive terminal 
(or terminals if the capacitor is of the multi- 
Section type) is in the form of a lug on the bot- 
tom end of the container. The size and voltage 
rating of the capacitor is generally printed on 
the side of the aluminum case. ; 

An example of a multisection type of elec- 
trolytic capacitor is depicted in figure 11-19. 
The cylindrical aluminum. container will nor- 
mally enclose four electrolytic capacitors into' 
one can. Each section of the capacitor is elec- 
trically independent of the other sections and 
one section may be defective while the other 
sections are still good. The can is the common 
negative connection with separate terminals for 
the positive connections identified by an em- 
bossed mark as shown in figure 11-19. The 


. common identifying marks on electrolytic ca- 


tainer which acts as the negative terminal of | 


pacitors are the half moon, triangle, square, 
and no identifying mark. By looking at the 
bottom of the container and the identifying sheet _ 
pasted to the side of the container, the tech- ~“ 
nician can easily identify each section. 
Internally, the electrolytic capacitor is con- 
structed similarly to the paper capacitor. The 
positive plate consists of aluminum foil covered 
with an extremely thin film of oxide which is 
formed by an electrochemicalprocess. This thin 
oxide film acts as thedielectric ofthe capacitor. 
Next to, and in contact with the oxide, is placed 






ALUMINUM FOIL 






PAPER AND 
ELECTROLYTE — 
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Figure 11-19.—Construction of an electrolytic. 
capacitor. 
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a strip of paper or gauze which has been im- 
pregnated with a paste-like electrolyte. The 
electrolyte acts as the negative plate of the 
capacitor. A second strip of aluminum foil is 
then placed against the electrolyte to provide 
electrical contact to the negative electrode (elec- 
trolyte). When the three layers are in placethey 
are rolled up into a cylinder as shown in figure 
11-19. 

Electrolytic capacitors have two primary 
. disadvantages in that they are POLARIZED, and 
they have a LOW LEAKAGE RESISTANCE. 
Should the positive plate be accidentally con- 
nected to the negative terminal of the source, 
the thin oxide film dielectric will dissolve and 
the capacitor will become a conductor (i.e., it 
will short). The polarity of the terminals is 
normally marked on the case of the capacitor. 
Since electrolytic capacitors are polarity sensi- 
tive, their use is ordinarily restricted to d-c 
circuits or circuits where a small a-c voltage 
is superimposed on a d-c voltage. Special 
electrolytic capacitors are available for certain 
a-c applications, such as motor starting capaci- 
tors. Dry electrolytic capacitors vary in size 
from about 4 microfarads to several thousand 
microfarads, and have a voltage limit of ap- 
proximately 500 volts. 

The type of dielectric used and its thickness 
govern the amount of voltage that can safely be 
applied to a capacitor. If the voltageappliedto a 
capacitor is high enough to cause the atoms of 
the dielectric material to become ionized, an 
arc over will take place between the plates. If 
the capacitor is not self-healing, its effective- 
ness will be impaired. The maximum safe 
voltage of a capacitor is called its WORKING 
VOLTAGE and is indicated on the body of the 
capacitor. The working voltage of a capacitor is 
determined by the type and thickness of the 
dielectric. If the thickness of the dielectric is 
inereased, the distance betweenthe platesisalso 
increased and the working voltage will be in- 
creased. Any change in the distance betweenthe 
plates will cause a change in the capacitance of 
a capacitor. Because of the possibility of voltage 
surges (brief high amplitude pulses) a margin of 
Safety should be allowed between the circuit 
voltage and the working voltage of a capacitor. 
The working voltage should always be higher 
than the maximum circuit voltage. 

OIL CAPACITORS are often used in radio 
transmitters where high output power is de- 
Sired. Oil-filled capacitors are nothing more 
than paper capacitors that are immersed in oil. 
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The oil impregnated paper has a high dielectric 
constant which lends itself well to the produc- 
tion of capacitors that have a high value. Many 
capacitors will use oil with another dielectric 
material to prevent arcing between the plates. 
If an arc should occur between the plates of an 
oil-filled capacitor, the oil will tend to reseal 
the hole caused by the arc. These types of 
capacitors are often called SELF-HEALING 
capacitors. 


VARIABLE CAPACITORS 


Variable capacitors are constructed in such 
manner that their value of capacitance can be 
varied. A typical variable capacitor (adjustable 
capacitor) is the rotor/stator type. It consists 
of two sets of metal plates that are arranged so 
that the rotor plates move between the stator 
plates. Air is the dielectric. As the position of 
the rotor is changed, the capacitance value is 
likewise changed. This is the type capacitor 
used for tuning most radio receivers and it is 
shown in figure 11-20. Another type variable 
(trimmer) capacitor is shown in figure 11-21; it 
consists of two plates separated by a sheet of 
mica. А screw adjustment is used to change the 
distance between the plates, thereby changing 
the capacitance. 


COLOR CODES FOR CAPACITORS 


Although the value of a capacitor may be 
indicated by printing on the body of a capacitor, 
many capacitive values are indicated by the use 
of a color code. The colorsusedtorepresent the 
numerical value of a capacitor are the same as 
those used to identify resistance values. There 
are two color coding systems that are currently 
in popular use: the Joint Army-Navy (JAN) and 
the Radio Manufacturers! Association (RMA) 
systems. 

In each of these systems a series of colored 
dots (sometimes bands) is used to denote the 
value of the capacitor. Mica capacitors are 
marked with either three dots or six dots. Both 
systems are similar, but the six dot system 
contains more information about the capacitor, 
such as working voltage, temperature coef- 
ficient, etc. Capacitors are manufactured in 
various sizes andshapes. Someare smalltubular 
resistor like devices, and others are molded 
rectangular flat components. 

An explanation of capacitor color codes is 
provided in appendix IV. 


Chapter 11 -CAPACITANCE 


STATOR 









. BE.217 
Figure 11-20.—Rotor-stator type variable 
capacitor. 
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Figure 11-21.— Trimmer capacitor. 
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Figure 11-22.—Blocking capacitor. 
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BE.220 
Figure 11-23.—Filter capacitor in a power 
supply circuit. 


CAPACITOR APPLICATION 


Capacitors are used in many ways in elec- 
trical and electronic equipment and circuits. A 
few of the more common applications are block- 
ing direct current, filtering, and Spark sup- 
pression. 


The blocking capacitor infigure 11-22 is used 
in a circuit where both direct and alternating 
currents flow at the same time and it is neces- 
Sary Or desirable to pass the a.c. and block the 
d.c. This can be done by usinga blocking capaci- 
tor as in figure 11-22. The capacitor C in the 
diagram allows alternating current to flow and 
blocks the flow of direct current. 


The filter capacitor in figure 11-23 is used 
to maintain a steady d-c voltage by filtering out 
or removing undesired a-c or ripple voltages by 
capacitor action opposing any change in voltage. 
Filter capacitors are commonly used to filter 
power supply voltages. 


Spark suppression is obtained by placing a 
capacitor across the contacts of relays and 
other movable points subject to electrical spark- 
ing when opening and closing. The capacitor 
minimizes the effects of the sparking and ex- 
tends the life of the relay contacts or points. 
The buffer capacitor across the breaker points 
of an automobile ignition system is a fine 
example. 


СНАРТЕК 12 


INDUCTIVE AND CAPACITIVE ВЕАСТАМСЕ 


INDUCTIVE REACTANCE 


Previously, the opposition that an inductance 
offers to a changing current was called self- 
induced voltage or CEMF and was measured 
in volts. However, opposition to current flow 
is normally measured in ohms, not in volts. 
Since a coil reacts to a current change by 
generating a CEMF, a coil is said to be re- 
active. The opposition of a coil is therefore 
called reactance (X) and is measured in ohms. 
Since more than one kind of reactance exists, 
the subscript L is added to denote INDUCTIVE 
REACTANCE. Thus, the opposition offered by a 
coil to alternating current is termed inductive 
reactance, designated Xr. 


FACTORS AFFECTING 
INDUCTIVE REACTANCE 


In the preceding chapter, it was shown that 
when an alternating voltage is applied to an 
inductor, the inductor reacts in such a way as 
to oppose alternating-current flow. This oppo- 
sition is thus referred to in general as an 
inductive reactance. The amount of opposition 
exhibited by a coil depends on the magnitude of 
its self-induced voltage, Eind. The effective 
value of this self-inuced voltage, or counter 
emf in volts, is 


E. 
in 


d = 2rfLI 
where 2т is a constant, I is in effective am- 
peres, L is in henrys, and f is in hertz. 
The induced voltage varies directly with the 
frequency, the inductance, and the current. 
The amount of opposition to current flow 
offered by an inductor is referred to as its 
inductive reactance. This reactance is ex- 
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pressed as the ratio of the inductor’s counter 
emf to the current through the inductor, or 


E ind 
I 


Th 


where Хү is the inductor's opposition to cur- 
rent flow measured in ohms, Ejnd is the in- 
ductor's counter emf in volts, and I is the 
inductor current in amperes. Assuming the 
current and counter voltage have sine wave- 
forms, the inductive reactance Xi, in ohms, is 


Since the inductive reactance of a coil and 
its counter emf are closely related, anything 
which influences one must also influence the 
other. It has been shown that the counter emf 
of a coil depends on its inductance and the rate 
of flux change around the coil. Consequently, 
the inductive reactance must also be affected 
by the same influences. The rate of flux change 
per unit of time depends on the FREQUENCY of 
the inductor current. Flux must change more 
rapidly at high frequencies than at low fre- 
quencies. From the foregoing it can be seenthat 
the inductive reactance of a coil depends pri- 
marily on (1) the coil’s INDUCTANCE and (2) 
the FREQUENCY of the current flowing through 
the coil. 

If frequency or inductance varies, inductive 
reactance must also vary. A coil's inductance 
does not vary appreciably after the coil is 
manufactured, unless it is designed as a vari- 
able inductor, Thus, frequency is generally the 
only variable factor affecting the inductive 
reactance of a coil. The coil’s inductive react- 
ance will vary directly with the applied fre- 
quency. 
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POWER IN AN INDUCTIVE CIRCUIT 


The power in a d-c circuit is equal to the 
product of volts and amperes, but in an a-c 
circuit this is true only when the load is re- 
Sistive, and has no reactance. 


In а circuit possessing inductance only, the 


true power is zero (fig. 12-1). The current lags 
the applied voltage by 90°. The TRUE POWER 
is the average power actually consumed by the 
circuit, the average being taken over one com- 
plete cycle of alternating current. THE AP- 
PARENT POWER is the product of rms volts 
and rms amperes. Thus, in figure 12-1 (A), 
the apparent power is 100 x 10 = 1,000 volt- 
amperes. However, the power absorbed by the 
coil during the time the current is rising (fig. 
12-1 (B)), is returned to the source during the 
time the current is falling, so that the average 
power is zero. 

The' product of instantaneous values of cur- 
rent and’ voltage yield the double frequency 


power curve P. (See fig. 12-1 (B).) The shaded 


areas under this curve above the X axis repre- 
Sent positive energy and the shaded areas 
below the X axis represent negative energy. 

From 0° to 90? current is negative and 
faling; the magnetic field is collapsing and 
the energy in the field is being returned to 
the source (negative energy). The product of 


negative current and positive voltage isnegative 


power. 


1=10 AMPERES 





“CIRCUIT 
(А). 


IL 





From 90° to 180° the current is positive 
and rising; energy from the source is being 
stored in the rising magnetic field (positive 
energy). The product of positive current and 
positive voltage is equal to positive power. 

From 180° to 270° current is positive and 


falling. Again energy is being returned to the 


source; the product of positive current and 


„negative voltage is negative, power. 


From 2"70? to 360° current is negative and 
rising. Energy (positive) is being supplied by 
the source and stored in the magnetic field. 
The product of negative current and negative 
voltage is positive power. 

Thus when current is rising, power is being 
supplied by the source and stored in the mag- 
netic field; when current is falling, power is | 
being returned to the source from thé collapsing 
magnetic field. In the theoretically pure in- 
ductance shown in figure 12-1 the supplied 
power is equal to the returned power. Thus, 
average power used (true power) is zero. 

The ratio of the true power to thé apparent 
power in an a-c circuit is called the POWER 
FACTOR. ‘It may be expressed as a percent or 
as a decimal. In the inductor of figure 12-1 (A), 


the power factor is Гой = 0. The power factor: 
ЕД 4 


is also equal to the cos 0, where 0 isthe phase 
angle between the current and voltage. The 
phase angle between E and I in the inductor is 


360? 





SINE CURVES 
ы В 5 


ВЕ, 221 


Figure 12-1, — Power іп an inductive circuit. 
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= 90°. Thus the power factor of an inductor of 
negligible losses is cos 90° = 0. The apparent 
power in a purely inductive circuit is called 
REACTIVE POWER and the unit of reactive 
power is called the VAR. This unit is derived 
from the first letters of the words volt-ampere- 
reactive. 


RESISTANCE IN AN A-C CIRCUIT 


. In an a-c circuit containing only resistance, 
the current and voltage are always in phase 
(0 = 0°). (See fig. 12-2.) The true power dissi- 
pated in heat in a resistor in an a-c circuit 
when sine waveforms of voltage and currentare 
applied is equal to the product of the r.m.s. 
volts and the r.m.s. amperes. In the circuit of 
figure 12-2 (A) the power absorbed by the 
resistor is P = EI = 100 x 10 = 1,000 watts. 
The product of the instantaneous values of 
current and voltage (fig. 12-2 (B)) gives the 
power curve, P, the axis of which is displaced 
above the X axis by an amount that is propor- 
tional to 1,000 watts. 
The true average power is 


Emax X Imax 
P = —————_—_——_ -E XI 
2 eff eff 
I=IOAMPERES 


о 
Е 
т 
o 
о 
= 
n 
c 





(А) 


The power factor of a resistive circuit is cos 
Ф = 1, or 100 percent. The apparent power in 
the resistor is also equal to thetrue power. The 
reactive power in the resistive circuit is zero. 


RESISTANCE AND INDUCTIVE 
REACTANCE IN SERIES 


Because any practical inductor must be 
wound with wire that has resistance, it is not 
possible to obtain a coil without some resist- 
ance. The resistance associated with a coil 
may be considered as a separate resistor, R, 
in the series with an inductor, L, which is 
purely inductive and contains only inductive 
reactance (fig. 12-3 (A)) The resistance has 
been exaggerated in this example to be ofthe 
same order of magnitude as the inductive re- 
actance of the inductor in order to simplify the 
trigonometric solution. 

If an alternating current, Io, flows through 
the inductor a voltage drop occurs across both 
the resistor and the inductor. The voltage, Eyr, 
across the resistor is in phase withthe current, 
and the voltage drop, Ej, across the inductor 
leads the current by 90° (fig. 12-3 (B)). The 
voltage across the resistor is assumed to be 50 
volts and the voltage across the inductor, 86.6 
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Figure 12-2.—Relation between E, I, and P in a resistive circuit. 
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Figure 12-3.—Resistance and inductive re- 


actance in series. 


volts. These two voltages are 90° out of phase, 
as indicated in the figure. The applied voltage, 
Ego, is the hypotenuse of a right traingle, the 
Sides of which are 50 and 86.6, respectively. 
Thus, 


=у507 + 86.62 = 100 volts 


E 
о 


The sine curves of circuit current, I o» applied 
voltage, Eo, the voltage across the coil, EL, and 
the voltage across the resistor, E,, are shown 
in figure 12-3 (С). 


IMPEDANCE 


Impedance is the total opposition to the flow 
of alternating current in a circuit that contains 
resistance and reactance, In the case of pure 
inductance, inductive reactance, Хү, is the total 
opposition to the flow of current through it. In 
the case of pure resistance, R represents the 
total opposition. The combined opposition of R 
and Хү, in series ог in parallel to current flow 
is called IMPEDANCE, The symbol for imped- 
ance is 2. 
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The impedance of resistance in series with 


inductance is 
2 =/ң? + X, 2 


where Z, R, and Хү are the hypotenuse, base, 
and altitude respectively or а right triangle in 
which cos 0 - R sin 8 = = 3L. 
As mentioned before, cos 0 is equal to the 
circuit power factor; sin 0 is sometimes re- 
ferred to as the reactive factor; and tan @ is 
referred to as the quality, orQ, ofa circuit or a 
circuit component. The trigonometric functions 
including the sine, cosine, and tangent of angles 
between 0^and 90°are given inappendixIX at thé 
end of this training manual. 


andtan б = 


POWER IN A SERIES CIRCUIT 
CONTAINING R and Хү 


The true power in any circuit is the product 
of the applied voltage, the circuit current, and 
the cosine of the phase angle between them. 
Thus, in figure 12-4, the true power is 


Р = EI cos 0 = 100 x 7.07 (cos 45 ° = 0.707) 
= 500 watts 
The power curve is partly above the X axis 


(fig. 12-4 (B)) and partly below it. The axis of 
the power curve is displaced above the X axis 
an amount proportional to the true power, EI 
cos 0 . The apparent power in this circuit is 


100 x 7.07 = 707 volt-amperes 


The power factor is 


m true power Е 500 
apparent power 1707 


= 0.707, or 70.7 percent 


The reactive power in the LR circuit is the 
product of EI sin 0 where sin is the reactive 
factor. Thus the reactive power is 


100 x 7.07 (sin 45° = 0.707)= 500 VARS (lagging) 


SUMMARY OF E, Z, and P 
RELATIONS IN LR CIRCUIT 


The relation between voltage, impedance, 
and power in series LR circuit with sine 
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Figure 12-4.— Power in a circuit containing L and R in series. 


waveforms applied is summarized in figure 
12-5. In this example the circuit contains 12 
ohms of resistance in serles with 16 ohms of 
inductive reactance (fig. 12-5 (A)). The phase 
relations between the applied voltage; the voltage 
across the resistance, R; and the voltage across 
the inductance, L; are shown in figure 12-5 (В). 
The IR drop across R is 5 x 12 = 60 volts and 
forms the base of the right triangle. The alti- 
tude is the IX drop, or 5 x 16 = 80 volts, 
across L. The applied voltage represents the 
vector sum of the IR drop and the IX, drop and 
is the hypotenuse of the right triangle. Its 
magnitude is 100 volts. Allvoltagesare effective 
values. 

The relation between resistance, inductive 
reactance, and impedance is shown by the 
vectors of figure 12-5 (C). The resistance of 
12 ohms forms the base of the right triangle. 
The altitude of this triangle represents the 
inductive reactance of the coil and has a magni- 
tude of 16 ohms. The combined impedance of 
the circuit is Z = V12¢ + 162 = 30 ohms. In 


this triangle cos 0 = R Thus со5@ d. 0.6, 


from which 6 = 53.1°. 

The relation between apparent power, true 
power, and reactive power is shown in figure 
12-5 (D). The hypotenuse represents the appar- 
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Figure 12-5.—Summary of relation between E, 
Z, and P in a series LR circuit. 


ent power and is equalto EI, or 100 x 5 = 500 
volt-amperes. The base represents true power 
and is equal to EI cos 0, or 100x 5 x 0.6 - 300 
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watts, where 0.6 = соз 53.17. The altitude 
represents reactive power and is equal to EI 
зіп 6, or 100 x 5 x 0.8 = 400 VARS, where 
0.8 = sin 53.1°. 

In all three vector diagrams the right tri- 
angles are similar. The common factor of cur- 
rent, I, makes their corresponding sides pro- 
protional. Thus the voltage triangle of figure 
12-5 (B), is obtained by multiplying the corre- 
sponding sides of the impedance triangle of 
figure 12-5 (C), by I. ‘The hypotenuse is equal 
to the applied voltage, or IZ = 5 x 20 = 100 
volts. The base is equal to the voltage across 
R, or IR = 5 x 12 = 60 volts, The altitude is 
equal to the voltage across L, or IX; = 5 x 16 
= 80 volts. 

Multiplying corresponding sides of the volt- 
age triangle by I gives the power triangle of 
figure 10-5 (D). The hypotenuse is IZ times I, 
ог 127 = 52 x 20 = 500 volt-amperes of ap- 
parent power. The base is IR times I, or I2R 
= 52 x 12 - 300 wattsoftrue power. The altitude 
is ІХ] times I, or 12X, = 52 x 16 = 400 VARS 
of reactive power. 

In the three vector diagrams, the circuit 
power factor is equal to the following ratios: 
In the voltage diagram, 


cos 6 = Iz = 100 ^ 0.6 
In the impedance diagram, 
.R.12. 
cos 0 - 7% = 207 0.6 
In the power diagram, 
2 
- ÉR _ 300 _ 
cos 8 = 25 500 0:6 


In all three diagrams @ = 53.1? and the power 
factor is 60 percent, 


CAPACITIVE REACTANCE 


Capacitance was defined in chapter 11 asthat 
quality of a circuit that enables energy to be 
Stored in an electric field. A capacitor is a 
device that possesses the quality of capacitance. 
In simple form it has been shown to consist of 
two parallel metal plates separated by an in- 
sulator, called a DIELECTRIC. The electric 
field consists of parallel lines of electric force 
which terminate in a positive charge on one 
plate and a negative charge on the other. The 
positive and negative charges on the plates 
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establish the electric field in the dielectric 
because the dielectric prevents these charges 
from neutralizing each other. 


CURRENT FLOW IN A 
CAPACITIVE CIRCUIT 


A capacitor that is initially uncharged tends 
to draw a large current vhen a d-c voltage is 
first applied. During the charging period, the 
capacitor voltage rises. After the capacitor has 
received sufficient charge the capacitor voltage 
equals the applied voltage and the current flow 
ceases. If a sine-wave a-c voltage is applied 
to a pure capacitance the current is a maximum 
when the voltage begins to rise from Zero, and 
the current is zero when the voltage across the 
capacitor is a maximum (fig. 12-6 (A)) The 
current leads the applied voltage by 90°, as 
indicated in the vector diagram of figure 12-6 
(B). 


FACTORS THAT CONTROL 
CHARGING CURRENT 


Because a capacitor of large capacitance 
can store more energy than one of small ca- 
pacitance, a larger current must flow to charge 
a large capacitor than to charge a small one, 
assuming the same time interval in both cases. 
Also, because the current flow depends on the 
rate of charge and discharge, the higher the 
frequency, the greater is the current flow per 
unit time. 
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Figure 12-6.— Phase relation between E and Iin 


a capacitive circuit. 
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The charging current in purely capacitive 
circuit varies directly with the capacitance, 
voltage, and frequency— 


I 2 тїСЕ 


where I is effective current in amperes, f is in 
hertz, C is the capacitance in farads, and E 
is in effective volts. 


FORMULA FOR CAPACITIVE 
REACTANCE 


The ratio of the effective voltage across the 
capacitor to the effective current is called the 
CAPACITIVE REACTANCE, Хе, and represents 
the opposition to current flow in a capacitive 
circuit of zero losses— 


1 
27 fC | 
When f is in hertz, and C is in farads, then 
Хе is in ohms. 

Example: What is the capacitive reactance 
of а capacitor operating at a frequency of 60 
hertz and having a capacitance of 133 micro- 
farads, or 1.33 x 10-4 farads? 


1__ 1 _ 
2тїС ~ 6.28 x 69 x 1.33 x 10-4- 


POWER IN A CAPACITIVE CIRCUIT 


Xe = 





Xo = ‚20 ohms 


With no voltage or charge, the electrons in 
the dielectric between the capacitor plates ro- 
tate around their respective nuclei in normally 
circular orbits. When the capacitor receives a 
charge the positive plate repels the positive 
nuclei and at the same time the electrons in the 
dielectric are strained toward the positive plate 
and repelled away from the negative plate. This 
distorts the orbits of the electrons in the direc- 
tion of the positive charge. During the time the 
electron orbits are changing from normal to 
the strained position there is a movement of 
electrons in the direction of the positive charge. 
This movement constitutes the DISPLACEMENT 
CURRENT in the dielectric. When the polarity 
of the plates reverses, the electron strain is 
reversed, If a sine-wave voltage is applied 
across the capacitor plates the electrons will 
oscillate back and forth ina direction parallel 
to the electrostatic lines of force. DISPLACE- 
MENT CURRENT is a result of the movement 
of bound electrons, 
CURRENT represents the movement of free 
electrons. 


whereas CONDUCTION, 
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Figure 12-7 (A) shows a capacitive circuit 
and figure 12-7 (B) indicates the sine wave- 
form of charging current, applied voltage, and 
instantaneous power. The effective voltage is 
70.7 volts. The effective current is 7.07 amperes. 
Because the losses are neglected, the phase 
angle between current and voltage is assumed 
to be 90 . The true power is zero, as indicated 
by the expression 


Р EI cos 6 


70.7 x 7.07 (cos 90°= 0) = 0 watt 


Multiplying instantaneous values of current 
and voltage over one cycle, or 360°, gives the 
power curve, P. During the first quarter cycle 
(from 0° to 90°) the applied voltage rises from 
zero to a maximum and the capacitor is re- 
ceiving a charge. The power curve is positive 
during this period and represents energy stored 
in the capacitor. From 90° to 180° the applied 
voltage is falling from maximum to zero and 
the capacitor is discharging. The corresponding 
power curve is negative and represents energy 
returned to the circuit during this interval. The 
third quarter cycle represents a period of 
charging the capacitor and the. fourth quarter 
cycle represents a discharge period. Thus, the 
average power absorbed by the capacitor is 
zero. The action is like the elasticity of a 
spring. Storing a charge in the capacitor is like 
compressing the spring. Discharging the capac- 
itor is like releasing the pressure on the 
spring, thus allowing it to return the energy 
that was stored within it on compression. 

The apparent power in the capacitor is EI = 
70.7 x 7.07 = 500 volt-amperes. The reactive 
power in the capacitor is 

EI sin 6 


= 70.7 x 7.07 (sin 90° = 1) 


500 VARS (leading) 


CAPACITIVE REACTANCE AND 
RESISTANCE IN SERIES 


Losses that appears in capacitive circuits 
may be lumped in a resistor connected in series 
with the capacitor, as indicated in figure 12-8. 
In this example а 39.8-microfarad-capacitor is 
connected in series with a 20-ohm resistor 
(fig 12-8 (A)). The applied voltage across the 
RC series circuit is 134 volts and the fre- 
quency is 100 hertz. 
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Figure 12-"7.— Power in a capacitive circuit. 


The capacitive reactance at this frequency 
is 
1 1 
2тїС ^ 6.28x100x39.8x10-0 7 40 Ohms 


Voltage Relation 





Xe 


The voltage across R and C are 90° out of 
phase and equal to 60 volts and 120 volts re- 
spectively, as shown in the vector diagram of 
figure 12-8 (B). The voltage across C is rep- 
resented as IX, and is plotted vertically down- 
ward from the horizontal in order to indicate 
that the current leads the voltage across the 
capacitor by 90°. Angle between the voltage 
across the capacitor and the circuit current is 
represented as -90? because it is measured 
clockwise from the horizontal reference vector, 
OI. The total voltage is equal to the vector sum 
of IR and IX, and is represented in the figure 
as the hypotenuse of a right triangle the base of 
which represents the voltage across R, having 
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(B) 
BE.227 


an effective value of 60volts andthe voltage drop 
across C, having an effective value of 120 volts. 
The total (applied) voltage is 604 + 1204 = 
134 volts. 


Impedance 


The total impedance, Z, of the series circuit 
is 


The impedance diagram is indicated in figure 
12-8 (C). The base of the triangle represents 
the resistance, R, of the circuit and has a mag- 
nitude of 20 ohms. The capacitive reactance, 
X, is represented as the altitude of the triangle 
and has a magnitude of 40 ohms. The total im- 
pedance may be represented as the hypotenuse 
of the triangle and has a magnitude of 

20^ + 40 44.7 ohms, which is also the 
ratio of the applied voltage to the circuit 
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Figure 12-8.—Capacitive reactance and resist- 
ance connected in series, 


current, The impedance diagram is a right 
triangle that is similar tothe triangle represent- 
ing the voltage relation in figure 12-8 (B). 


Power 


The power relations are indicated in the 


vector diagram of figure 12-8 (D). This diagram . 


is also a right triangle similar to the other 
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two. The base represents the true power ab- 
Sorbed by the circuit resistance and has a 
magnitude of I2R = 32 x 20 = 180 watts. Theal- 
titude represents the reactive volt-ampere 
(leading) and has a magnitude of I2X. = 82 x 40 
360 VARS. The total apparent power is 


EI = 134 x 3 = 402 volt-amperes 


Summary of E,*Z, and P 
Relations in RC Circuits 


As-mentioned previously, all three triangles 
are similar. The common factor is the circuit 
current; and the phase arigle, @ , between E and I 
is equal to the same value inallthree diagrams. 
Thus, the circuit power factor’ is equal to 


IR 60 ; 

Copier qaa ce (Hes te RB) 
R 20 Ее 

cos 0 = Z "aT" 0. =e (fig. 12-9 (C)) 

Ра 48 189. = 0.446 (fig. 12-8 (D)) 
rz (ue Tes oe 


and angle 6 63.4? in all three triangles. - 
The true power is 


EI cos 6= 134 x3 x (cos 63.4° = 0.446) =180 watts 
The reactive power is и 

EI sin 0 = 134 x3 x (sin 63.4° = 0.894)=360 VARS 
The apparent power is 


EI = 134 x 3 = 402 volt-amperes 


CHAPTER 13 
FUNDAMENTAL ALTERNATING-CURRENT 


Uu. QE 


In the precoding chapter, terms were clari- 
fied, a-c reactance was explained, andthe effects 
of individual inductors and capacitors were de- 
scribed. To do this, only the simplest two sele- 
ment RL and RC series circuits were employed, 
In this chapter, the subject coverage is expanded 
to include more complex reactive circuits. 


RESISTANCE, INDUCTANCE, AND 
CAPACITANCE IN SERIES 


RELATION OF VOLTAGES 
AND CURRENT IN AN ' 
RLC SERIES CIRCUIT 


When resistive, inductive, and capacitive ele- 
ments are connected in series, their individual 
characteristics are unchanged, That is, the cur- 
rent through and’ the voltage drop across the 
resistor are in phase while the voltage drops 
across the reactive components (assuming pure 
reactances) and the current through them are 
90° out of phase. However, a new relation must 
be recognized with the introduction ofthe three- 
element circuit. This pertains to the effect on 
total line voltage and current when connecting 
reactive elements in series, whose individual 
characteristics are opposite in nature, such as 
inductance and capacitance. Such a circuit is 
shown in figure 13-1. 

In the figure, note first that current is the 
common reference for all three element volt- 
ages, because there is only one current in a 
series circuit, and it is commonto all elements. 
The common series Current is represented by 
the dashed line in figure 13-1 (A). The voltage 
vector for each element, showing its individual 
relation to the common current, is drawn above 
each respective element, The total source volt- 
age E is the vector sum of the individual volt- 
ages of IR, IX, , and Xo 
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CIRCUIT THEORY 


The three element voltages are arranged for 
summation in figure 13-1 (B). Since IX} and 
IXc are each 90° away from I, they are there- 
fore 180° from each other. Vectors in direct 
opposition (180? out of phase) may be subtracted 
directly. The total reactive voltage Ex is the 
difference of ТХү and IXc. Or, Ey = IX, - IXc 
= 45 - 15- 30 volts. The final relationship of line 
voltage and current, as seen from the source, is 
shown in figure 13-1 (C). Had X( been larger 
than X1, the voltage would lag, ratherthan lead. 
When Xç and Xņ are of equal values, line voltage 
and current will be in phase. 


IMPEDANCE OF RLC 
SERIES CIRCUITS 


The impedance of an RLC (three-element) 
series circuit is computed in exactly the same: 
manner described for the two-element circuits. 
in the preceding chapter. However, there is one: 
additional operation to be performed. That is, 
the difference of Xj, and Хс must be determined 
prior to computing total impedance. When em- 
ploying the Pythagorean Theorem-based formula 
for determining series impedance, the net reac- 
tance of the circuitis represented by the quantity 
in parenthesis (X Xc). Applying this formula 
to the circuit in Hisurs 13-1, the impedance is 


=\@02 + (45 - 15)2 
= V1,600 + 900 
v2,500 


500 


2 


Series impedance may also be determined by 
the use of vectorial layout, or triangulation. Inan 


180* 
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Figure 13-1.—Resistance, inductance, 
and capacitance connected in Series. 


impedance triangle (fig. 13-1 (D)) for a series 
circuit, the base always represents the series 
resistance, the altitude represents the NET re- 
actance (Xy, - Xç), and the hypotenuse repre- 
sents total impedance. 

It should be noted that asthe difference of Xr, 
and Xç becomes greater, total impedance also 
increases. Conversely, when Хү, and Хс are 
equal, their effects cancel each other, and im- 
pedance is minimum, equalonlytothe series re- 
sistance. When Хү and Xç are equal, their indi- 
vidual voltages are 90° out of phase with current, 
but their collective effect is zero, because they 
are equal and opposite in nature. Therefore, 
when Xi, and Хс are equal, line voltage and 
current are in phase. This condition isthe same 
as if there were only resistance and no reac- 
tances in the circuit. A circuit in this condition 
is said to be at resonance. 


POWER IN AN RLC 
SERIES CIRCUIT 


Total true power in an RLC series circuitis 
the product of line voltage and current, timesthe 
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cosine of the angle between them. When Хү and 
XC are equal, total impedance is at a minimum, 
and thus current is maximum. When maximum 
current flows, the series resistor dissipates 
maximum power. When Хү, and Xç are made 
unequal, total impedance increases, line current 
decreases, and moves out of phase with line 
voltage. Both the decrease in current and the 
creation of a phase difference cause a decrease 
intrue power. 


INDUCTANCE AND RESISTANCE 
IN PARALLEL 


If the voltage applied across a resistor and 
inductor in parallel has а sine waveform, the 
currents in the branches will also have sine 
waveforms. In the parallel circuit of figure 
13-2 (A), the applied voltage, E, hasa magnitude 
of 100 volts (rms). Branch contains a 20- ohm 
100 ог 
20° 
5 amperes (гтѕ).Тһіѕ current is in phase with E. 
Branch (2) contains an inductance of 0.053 henry. 
The line frequency is 60 Hz and the inductive 
reactance is 


resistor, and the current, I}, is equal to 


Xp=27fL = 6.28 x 60 x 0.053 = 20 ohms 


The true power losses associated with the in- 
ductor in this example are considered negligible, 
Therefore, current I5 is equal to 100, or 5 am- 


peres. This current lags E by an 20 le of 90°. 
(In an inductive circuit the current always lags 
the voltage by some angle.) 

The sine waveforms of applied voltage and 
current are Shown in figure 13-2 (B). ц is in 
phase with E. I9 lags Е by an angle of 90° . The 
total current, L, lags Е by an angle of 45°. 


CURRENT VECTORS 


A polar-vector diagram representing the 
three currents and the applied voltage is shown 
in figure 13-2 (C). Vector OE represents the 
effective value of the applied voltage and is the 
horizontal reference vector for both branches 
because it is common to both branches. Vector 
I} is the effective current of 5 amperes in 
branch . This vector is іп the same line as 
vector OE because the current and voltage in 
the resistive circuit are in phase. Vector Ig is 
the effective current of 5 amperes in branch 
(2) and lags vector OE by an angle of 90°. I4 is 
called the energy component of the circuit cur- 
rent. It flows in the resistive branch in which 
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true power is absorbed from the source and is 
dissipated as heat. 12 is called the nonenergy 
component of the circuit current. This current 
flows in the inductive branch where the true 
power is zero, and the reactive power is ex- 
changed with the source twice during each cycle 
of applied voltage. 

The total circuit current, k, is represented 
as the diagonal of the parallelogram, the sides 
of which are I, and 19 (fig. 13-2 (C)). In this 
example, the sides are 5 amperes (rms) each 
and the diagonal is 7.07 amperes (rms). 

A topographic-vector diagram representing 
the three currents and the applied voltage is 
shown in figure 13-2 (D). Asinthe polar diagram, 
OE is the reference vector. Ij, inphase with OE, 
is the base of the triangle. Io, 90° out of phase 
with OE, is the altitude of the triangle, and is 
plotted downward to indicate lag. The resultant 
current, It, is the hypotenuse of the triangle. 
The hypotenuse is equal to the square root of 
the sum of the squares of the other two sides. 
Thus, Ў 


It 2012 + 122- 0625 52 = 7.07 атрегез 


the phase angle between апа E is the angle 
whose cosine is 


This angle is 45°, 
POWER AND POWER FACTOR 


The apparent power, true power, and reactive 
power in the parallel circuit are related as the 
hypotenuse, base, and altitude, respectively, ofa 
right triangle in a similar manner to that de- 
Scribed in the preceding chapter. 

The relation between apparent power, true 
power, and reactive power is shown in figure 
13-2 (E). The hypotenuse of the right triangle 
represents the apparent power and is equal to 
ЕЦ, or 100 x 7.07 = 707 volt-amperes. Thebase 
of the triangle represents the true power and 
is equal to Elt cos ĝt, or 100 x 7.07 x 0.707 
= 900 watts, where 0.707 = cos 45°. The altitude 
represents the reactive power and is equal to 
Elt sin ĝt, or 100 x 7,07 x 0.707 = 500 vars, 
where 0.707 = sin 45°. The power triangle is 
Similar to the current triangle and is related to 
it by the common factor of voltage (the voltage 


is the same across both branches ofthe parallel 
circuit). 

Because branch (1) (fig. 13-2 (A)) is purely 
resistive and branch (2) is purely inductive, the 
true power of the circuit is absorbed in branch 

and the reactive power is developed in branch 

. In branch the true power is EIj cos 
0 , or 100 x5x1 = 500watts, where 1 = cos 
od. In branch(2)the reactive power is Elg sin 
69, or 100 x 5 x1 = 500 vars, where 1 = sin 
90°. 

The true power in branch (D тау also be 
calculated as 11261, or 52 x 20 = 500 watts. 
The reactive, power in branch(2) may be cal- 
culated as I Xr,, or 52 x 20 = 500 vars. The 


total circuit power factor is cos бү = 
true power „500 0.707. The power factor 

apparent power 707 

of branch(l)is cos 6,= cos 0°= 1, and the 

power factor of branch (2)is cos 609 = cos 90° 

=0. 


EQUIVALENT SERIES 
CIRCUIT IMPEDANCE 


The combined imvedance of the parallel cir- 
cuit is 
E 100 14.14 ohms 

= = 707 = 
The combined impedance is also called the 
impedance of the equivalent series circuit. The 
equivalent series circuit (fig. 13-2 (F)) contains 
a resistor and an inductor in series that com- 
bine to give the same impedance as the total 
impedance, of the given parallel circuit. Thus, 
the current in the equivalent series circuit is 
equal to the total circuit current in the parallel 
circuit when rated voltage and frequency are 
applied to the circuits. 


In figure 13-2 (G), the hypotenuse, 2%, of the 
impedance triangle is 14.14 ohms and the phase 
angle, 0t, between total current and line voltage, 
is 45°. The equivalent series resistance, Reg, is 
the base of the impedance triangle an is equal 
to Zt cos 0, or 14.14 x cos 45° = 10 ohms. The 
equivalent series reactance, X] eq, isthe altitude 
of the impedance triangle and is equal to Zt 
sin 0{, or 14.14 x sin 45 = 10 ohms. 

The inductance of the equivalent series cir- 
cuit is 


= 0.0264 henry 
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Thus, in this example, the 20-ohm resistor in 
branch shunts the 0.053-henry inductor in 
branch (2), and the source ‘‘sees’’ an equivalent 
resistor of 10 ohms in series with an equivalent 
inductor of 0.0264 henry. 


EQUIVALENT CIRCUIT OF A 
LOW-LOSS INDUCTOR 


The losses in air-core inductor occur in the 
wire with which the inductor is wound. If the 
losses are small, the resistance of the wire will 
be small compared with the inductive reactance 
developed at the operating frequency. The coil 
resistance acts in series withthe coil reactance. 

An equivalent parallel circuit for a low-loss 
coil can be established by substituting an equiv- 
alent coil of zero losses, but having the same 
inductance as the given coil for one branch 
and a resistor for the other branch. The resistor 
is of such a magnitude that the same losses 
wil occur in this branch as occur in the 
given coil when rated voltage and frequency 
are applied, 

In the following example a low-losscircuit 
is established and then the equivalent parallel 
circuit is derived. A low-loss coil is indicated 
in figure 13-3 (A). It has an inductance of 1.59 
henry and a d-c resistance of 10 ohms at an 
operating frequency of 100 Hz. The inductive 
reactance is 


X= 27f{L = 6. 28 x 100 x 1.59 
1, 000 ohms 


The equivalent series circuit (fig. 13-3 (B)), is 
shown with 10 ohms of resistance acting in series 
with 1,000 ohms of inductive reactance. The 
impedance triangle is shown in figure 13-3 (C). 

A low-loss coil has a low power factor. 


R 

Thus in the impedance triangle, cos 0 = z - 
10 . ү 
1,000 0.01, or 1 percent. As can be seen in 








this example, .Z is approximately equal to Хү, 





and cos 6 =— $E, Since tan 0 - | it fol- 
X, R ? 
ве 
A : _ 1 
lows that in this case cos 8 Баг. Thus 


tan 0 = LO. 100, and 


iA. Ог 0.01, or 1 percent. 
ЕД 


the power factor 
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A useful relationship for finding angle 0 in 
low-loss circuits is shown in figure 13-3 (D). 
This concept involves the relation between cos 6, 
expressed decimally, and the complementary 
angle, 90°- 0 , expressed in radians. The figure 
indicates a unit-radius circle in which any 
length of arc BC measures the corresponding 
angle (90°- 0) which it subtends. The length 
of arc is equal to the angle in radians. Since 
27 radians are equal to 360° it follows that 1 


o 


: : 0 o 
radian is approximately equal to 360 ,0г 57.3 . 


Thus, from a knowledge of the angle in radians, 
the equivalent angle 6, in degrees, is 0 = 57.3 
x angle in radians. 

For angles greater than 84.3°, tan 6 is 
greater than 10 and cos 0 — which equals OA, 
in figure 13-3 (D) — is approximately equal 
to arc BC. Arc BC is a measure of the com- 
plementary angle 90 - 0 and is expressed in 
radians. Thus, cos @ is approximately equal 
to the angle in radians by which the current 
fails to be exactly 90° out of phase with the 
voltage. In this example, the power factor is 
0.01 and therefore the angle by which the 
current fails to be 90? out of phase with the 
voltage (complementary angle) is 0.01 radian. 
This angle, in degrees, becomes 57.3? x 0.01, 
or 0.573°, Therefore, 0 is equal to 090° - 
0.573 , or 89,4277, and cos 89.427? = 0.01. 

The relationship described in the preceding 
example is expressed in general terms as fol- 
lows: The complementary angle, (90 - 6) in 
radians, is equal to the power factor; cos 6, 
expressed decimally, where tan 0 is numeri- 
cally equal to or greater than 10. From this 
relationship it is possible to estimate quickly 
the phase angle between current and voltage 
in low power-factor (low-loss) circuits. 

The equivalent parallel circuit for the 1.59- 
henry coil discussed in this example is shown 
in figure 13-3 (E). The equivalent shunt resistor, 
Rgh, has a resistance of 100,000 ohms (to be 
derived later), and this resistor is connected 
in parallel with a 1.59-henry inductor having 
zero losses. With rated voltage and frequency 
applied, the input current to the parallel cir- 
cuit has the same magnitude and phase with 
respect to the applied voltage as in the original 
coil. 


100 
100,000 
7 0.001 ampere, or 1 milliampere, and is the 
base of the current triangle (fig. 13-3 (F)). 


The current inthe resistive branch is 
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Figure 13-3,—Equivalent circuits of a low-loss coil. 

The current in the inductive branch is 1 200 = For the resistive branch, 
3 

0.1 ampere, or 100 ma, and is the altitude of L =E (13-2) 
the current triangle. The total current in the 1 Roh 
parallel circuit is equal to 12 + 1002 = 100 í а 
milliamperes (арргох.), and is the hypotenuse and for the inductive branch, 
of the current triangle. This current lags the т =E (13-3) 
line voltage by an angle of 90° - (57.3 x 0.01), 2 X, 


or 89. 427°, 

The equivalent series-circuit impedance 
triangle (fig. 13-3 (C)) is similar to the cur- 
rent triangle (fig. 13-3 (F)) From the im- 
Rse 
Хү 
I 
current triangle, cos 6 d where I, is the 


~ 
= 


pedance triangle, cos @ ;and from the 


energy current and 12 is the nonenergy cur- 
rent. 
Therefore, 


(13-1) 





Substituting equations 13-2 and 13-3 in equation 
13-1, 








E 
Ron = Ree (13-4) 
E X s 
Xr, 
Canceling E and transposing equation 13-4, 
| x 
В, = ‚ (18-5) 
sh R 
se 


220 


Chapter 13—FUNDAMENTAL ALTERNATING -CURRENT CIRCUIT THEORY 


In the example of figure 13-3, Rgg = 10 ohms, 
x. 5 1 100,000 


L 1,000 ohms, апав, h (1.000)2 2 
ohms. 

The preceding relations are sufficiently ac- 
curate fop low-loss inductive circuits in which 


8 is 84.3 or higher, and tan 6 is 10 or higher. 


COMBINING CURRENTS 
AT ACUTE ANGLES 


Figure 13-4 (A) represents a 2-branch paral- 
lel circuit in which branch (1) has apower factor 
of 0.50 and branch (2) has a power factor of 0.866. 
The current in@ lags the applied voltage by an 
angle of 60° and the current in branch (2) lags 
the applied voltage by anangle of 30°. The series 
resistance, Rj, of branch(l)is 10 ohms, the 
series inductive reactance, Хү ;, is 17.320hms, 


and the impedance, Zi, is V102 + (17.32)2 = 


20 ohms. The series resistance, Но, of branch 
(is 17.32 ohms, the. series inductive re- 
actance, Хү 2, is 10 ohms, and the impedance, 


Z2, is /17.32)2 + 104 = 20 ohms. 


A topographic-vector diagram of the cur- 
rents in the two branches and the total circuit 
current is shown in figure 13-4 (В). The cur- 


rent in branch@) is I4 100 


= 790° 
is the hypotenuse оѓ the right triangle of which 
the base (energy component) is 5 cos 60°= 2.5 
amperes and the altitude (nonenergy component) 
is 5 sin 60 7 4.33 amperes. The current in 


branch (2) is 19 = 100. 


~ 20 

hypotenuse of the right angle of which the base 
(energy component) is 5cos30° = 4.33amperes 
and the altitude (nonenergy component) is 5 sin 
30? = 2.5 amperes. The total circuit current 
is the vector sum of Ij and I2, and is the hypot- 
enuse of the resultant right triangle, the base 
of which is the sum of the energy components 
of both branches, 2.5 + 4.33 = 6.83 amperes, 
and the altitude of which is the sum ofthe 
nonenergy components of both branches, 4.33 
+ 2,5 = 6.83 amperes, Thus, 


It =y(2.5 + 4.33)2 + (4.33 + 2.5)2 


= 9,66 атрегеѕ 


5 amperes апа 


5 amperes and is the 


The circuit power factor is cos бї = 9.66 


= 0.707, and 8t = 45°. 


2.5 + 4.33 
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The power relations for this circuit are 
shown in figure 13-4 (C). The apparent power in 
branch (1) is Ely = 100 x 5 = 500 volt- 
amperes and is the hypotenuse of the right 
triangle, the base of which is EI] cos 61 = 100 
х 5 cos 60? = 250 watts of true power, and the 
altitude of which is EIj sin 61 = 100 x 5 sin 
60° = 433 VARS of reactive power. 

The apparent power in branch (2) is ЕІ) = 
100 x 5 = 500 volt-amperes and is the hypot- 
enuse of the right triangle, the base of which 
is Elg cos 69 = 100 x5 x cos 30° = 433 watts 
of true power and the altitude of which is 
EI2 sin 09 = 100 x 5 x sin 30° = 250 VARS 
of reactive power. 

The total apparent power of the combined 
parallel circuit is the hypotenuse of the result- 
ant triangle, the base of which is equal to the 
sum of the true power components in both 
branches, and the altitude of which is equal 
to the sum of the reactive power components 


in both branches, Thus, the total apparent 
power = //(250 + 433)2 + (483 + 250)2 = 966 


volts amperes. 

The equivalent series circuit (fig. 13-4 (D)), 
representing the combined impedance of the 
given parallel circuit, has a total impedance, 
Zt, that is determined by dividing the applied 
voltage, E, by the total circuit current, It. 


E -100 . 
It 9.66 

The hypotenuse of the impedance triangle 
(fig. 13-4 (E)) is 10.35 ohms. The impedance 
triangle is similar to the resultant-current 
right triangle (fig. 13-4 (B)) and angle бї, 
has the same magnitude in both triangles. This 
angle is equal to 45°, as determined in the 
current-triangle calculations. 

The equivalent series resistance, Req, is 
the base of the impedance triangle andis equal to 
Zt cos 6t, or 10.35 x cos 45 7.33 ohms. 

The equivalent series reactance, X[jeq, is 
the altitude of the impedance triangle and is 
equal to Zt sin бү or 10.35 x sin 45° = 7,33 
ohms. 


Zt = 10.35 ohms 


The impedance triangle is also similar to 
the resultant power triangle for the combined 
parallel circuit (fig. 13-4 (C)). The common 
factor between the two triangles is the square 
of the total circuit current, Ij. The base 
of the resultant power triangle is It“Req 
(9.66)2 x "7.33 = 683 watts of true power. This 
product may be checked by adding the true 
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Figure 13-4. —T wo-branch LR circuit with currents 30° out of phase. 


power components in branches (T) and (©). Thus, 
250+ 433 -683 watts of true power. 

The altitude of the resultant power triangle 
is {®Хү eq = (9.66)2 x 7.33 = 683 VARS of reactive 
power. This produce may be checked by adding 
the reactive VAR componentsinbranches Qanad 
(2). Thus, 433+250=683 VARS of reactive power, 

The hypotenuse of the resultant power trian- 
gle is I2Z,- (9.66)2 x 10.35 = 966 volt-amperes 
of apparent power. This product may be checked 
by adding vectorially the apparent power in 
branch (1) and the apparent power inbranch (2). 
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This produce is equal to the hypotenuse of the 
resultant power triangle (fig. 13-4 (C)). This 
produce cannot be checked accurately by adding 
arithmetically the apparent powerinbranch 

to theapparent power inbranch @ because these 
quantities are not in phase with each other. 


CAPACITANCE AND RESISTANCE 
IN PARALLEL 


The action of a capacitor in an a-c series 
circuit was described іп chapter 11 andisampli- 
fied further at this time as an introduction to 
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the a-c parallel RC circuit. In figure 13-5 (A), 
an a-c voltage of sine waveform isappliedacross 
a capacitor and a charging current of sine wave- 
form flows around the circuit ina manner some- 
thing likethat ofthe flow of water in the hydraulic 
analogy shown in figure 13-5 (B). The pump at 
the left corresponds to the a-c source and the 
cylinder at the right corresponds to the capac- 
itor. If the pump piston is driven by means of 
а crank turning at uniform speed, the resulting 
motion of the water will be sinusoidal. The 
motion of the water is transmitted through the 
flexible diaphragm in the cylinder and the re- 
sulting motion, first in one direction and then 
in the other, corresponds to the electron flow 
in the wires connecting the capacitor to the a-c 
Source. 

The mechanical stress in the diaphragm in 
the cylinder corresponds to the electric stress 
in the dielectric betweenthe plates of the capaci- 
tor. Electron flow does not occur through the 
dielectric in the same way that water would flow 
through the flexible diaphragm if a hole were 
punctured in it, Instead, the electrons flow around 
the capacitor circuit on one alternation causing 
а negative charge to build up onone place, and a 
corresponding positive charge on the other, and 
on the next alternation causing a reversal of 
the polarity of the charges on the plates. Thus, 
the effective impedance which the capacitor 
offers to the flow of alternating current can be 
relatively low at the same time that the insula- 
tion resistance which the dielectric offers to 
the flow of direct current is extremely high. 


A) Шс 


(А) 
a-c CIRCUIT 


CYLINDER 


FLEXIBLE 
| | DIAPHRAGM 





(B) 
WATER ANALOGY 


BE. 233 _ 


Figure 13-5.— Water analogy of a 
capacitor in an a-c circuit, 
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In the example of figure 13-6, a 2-branch 
circuit consists of a 100-ohm resistor and a 
15.9-microfarad capacitor of negligible losses 
in parallel with a 100-volt a-c source. The fre- 
quency of the source voltage is 100 Н, and the 
voltage is assumed to have a sine waveform. 
100 
100 
The impedance of branch Q is composed of ca- 
pacitive reactance; its resistance component is 


The current in branch (1) is <——=1 ampere (rms). 





neglected. In branch @ Х = 1 = 
: C 2С 
- 100 ohms. 


6.28 x 100 x 15.9 x 10-6 
The currentin branch (2) is TE lampere (rms). 


The sine waveform of the branch currents and 
the applied voltage, together with the resultant 
line current, are shown in figure 13-6 (B). 

The current in the resistive branch is in 
phase with the applied voltage and has a peak 


value of cx 1.41 amperes. The current in 


the capacitor branch leads the applied voltage 
by an angle of 90? and has a peak value of 





0.7017 1.41 amperes. The resultant line cur- 


rent is the algebraic sum ofthe instantaneous 
values of the currents in the two branches and 
has a peak value of 2 amperes. The resultant 
line current, Ip leads the applied voltage by an 
angle of 45°. 


CURRENT VECTORS 


A topographic-vector diagram ofthe effective 
values of these currents is shown in figure 13-6 
(C). The base of the current triangle is 1 ampere 
and represents the current in branch ®© . This 
current is in phase with the applied voltage and 
represents the energy component of the total 
line current. 

The altitude of the current triangle is 1 am- 
pere and represents the current in branch @) А 
This current leads the applied voltage by 90° and 
represents the nonenergy component of thetotal 
line current. 

The hypotenuse of the triangle is 1.41 am- 
peres and represents the total line current. 

The reference vector, OE, for the current 
triangle is the line voltage, and in the RC par- 
allel circuit, the altitude extends above the ref- 
erence vector to indicate the sense of lead. 
This direction is opposite to that of the altitude 
of the current triangle for the RL parallel 
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circuit in figure 13-2 (D). In both figures the 
vectors are assumed to rotate in a counter- 
clockwise direction to indicate the sense of lead 
or lag of the currents with respect to the line 
voltage. In all single-phase circuits such as 
these, the current vectors are considered in 
their "relative phase by angles that never exceed 
90° with respect to their common reference 
voltage vector. 

In figure 13-2 (D), the line current lags the 
line voltage by an angle of 45°, and in figure 
13-6 (C), the line current leads the line voltage 
by an angle of 45°. If both inductance and capaci- 
tance exist in the same parallel circuit as sepa- 
rate branches, these branches will be 180° out 
of phase with each other, but the current in the 
inductive branch will never lag the line voltage 
by an angle in excess of 90°, and the current in 
the capacitive branch will never lead the line 
voltage by an angle in excess of 90°. 


POWER AND POWER FACTOR 


The power triangle for the parallel RC cir- 
cuit is shown in figure 13-6 (D). The power in 
branch (1) is 


EI, cos 8, = 100х1 
х (соѕ 0° = 1) = 100 watts 


and forms the base of the triangle in line with 
the voltage vector, OE. the reactive power in 
branch (2) is 
El, sin 65 = 100 
X 1 (sin 90° = 1) = 


100 VARS 


and is the altitude of the power triangle, per- 
pendicular to OE. The reactive power in branch 


is 
EI, sin 6 - 100 


x 1 (sin0°=0) = OVAR 
and the power in branch @ is 
EL cos б = 100 
x 1(сов90°=0)= О watt 


The apparent power of the parallel RC cir- 
cuit is 


EI, - 100 x 1. 41 - 141 volt-amperes 


and is the hypotenuse of the power triangle. 


The power triangle (fig. 13-6 (D)) is similar 
to the current triangle (fig. 13-6 (C)), since ĝt 
has the sam? magnitude in both triangles. The 
total circuit power factor, as determined from 
the current triangle, is 


qu 


The total circuit power factor, as determined 
from the power triangle, is ` 


cos 6,-——ruepower „ 100. o, тот 
t apparent power 141 


The power of the total circuit, as determined 
from the power triangle, is 


100 x 1.41 


ЕІ cos A 
0.707 = 100 watts 


(cos 45° 


This value is equaltothetrue power inbranch (1). 
The reactive power of the total circuit, as 
determined from the power triangle, is 


“400 x 1.41 


EI, sin 6, 
0.707 = 100 VARS 


(sin 45? = 
This value is equal to the reactive power in 
ргапеһ@. 


EQUIVALENT SERIES IMPEDANCE 


The total impedance of the parallel RC cir- 
cuit is 


As mentioned previously, the total impedance is 
also the impedance of the equivalent series cir- 
cuit (fig. 13-6 (E)). In figure 13-6 (F), the hy- 
potenuse, Zt, of the impedance triangle is 70.7 
ohms and the phase angle, 0t between total cur- 
rent and line voltage is 45^. The equivalent 
series resistance, Reg, is the base of the im- 
pedance triangle and has a magnitude of 


Req = Z cos A = 70.7 


(cos 45° = 0.707) = 50ohms 


The equivalent series reactance, XCeq isthe | 


altitude of the impedance triangle and has a 
magnitude of Zt sin 0, = 70.7 (sin 45°= 0.707) 
=50ohms. The altitude is extended downward, in 
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Figure 13-6.—Parallel RC circuit analysis. 
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contrast to the upward direction of the altitude 
ої the current triangle in figure 13-6 (С), to 
maintain the sense of current lead for counter- 
clockwise vector rotation. The line voltage is 
the horizontal reference vector, OE (fig. 13-6 
(C)), and the line current is the horizontal 
reference vector, OI (fig. 13-6 (F)). 

The capacitance in microfarads ofthe equiv- 
alent series impedance is 

106 
2тїХ с 

31.8 microfarads. 


eq 


106 
6.28 x 100 x 50 


C 


Thus, in this example, the 100-ohm resistor 
in branch (1) shunts the 15.9-microfarad 
capacitor in branch (2) and the source ‘‘sees”’ 
and equivalent resistor of 50 ohms in series 
with ап equivalent capacitor of 31.8 micro- 
farads (fig. 13-6 (E)). 


EQUIVALENT CIRCUIT OF 
A LOW-LOSS CAPACITOR 


The action of a capacitor in an a-c circuit 
was described as being like the flow of water 
in a cylinder having a flexible diaphragm. The 
diaphragm corresponds to the dielectric in a 
capacitor and the mechanical stresses in the 
diaphragm correspond to the electric stress 
in the dielectric. 

Most of the heating produced in a capacitor 
is due to the loss in the dielectric. The move- 
ment of the electrons in the atoms of a solid 
dielectric is depicted in figure 13-7, The 
capacitor is connected to a source of a-c 
voltage of sine waveform and the conditions 
are indicated for three successive instants in 
the cycle of applied a-c voltage. 


In figure 13-" (A), the voltage across the 
capacitor plates is positive maximum and the 
capacitor is charged. The atoms inthe dielectric 
are subjected to electric stress that causes 
their orbital electrons to move in paths that 
are charged from circular toelliptical patterns, 
The elliptical pattern forms as a result of the 
attractive force of the negatively charged plate 
on the positive nucleus and the simultaneous 
repulsion of the positively charged plate on 
the nucleus, At the same time the positive 
plate attracts the orbital electrons, the negative 
plate repels them. 

In figure 13-7 (B), the charge on the plates 
is zero and the electric stress is removedfrom 
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(A) |. (B) 
POSITIVE MAXIMUM - ZERO VOLTAGE 
' ' VOLTAGE 
PROTONS (+) 


ELECTRONS(-), 





(e) ` 
NEGATIVE MAXIMUM 
VOLTAGE 


f BE. 235 
Figure 13-7. ВЕС ЮЕ, dielectric losses. 


the dielectric. In this case the orbital elec- 
trons travel in circular paths about the nucleus 
with no external forces applied to them. 

In figure 13-7 (C), the charges on the plates 
are reversed and the orbital electrons are 
again caused to move in elliptical paths. In 
this case the protons (entire nucleus) are moved 
toward the upper plate, the forces being op- 
posite to those developed in figure 13-7 (A). 

The rapid reversals of applied voltage ac- 
companied by the change of the orbital electron 
paths from circular to elliptical and back to 
circular patterns cause heat to be developed 
in the dielectric. The change in pattern of the 
electron orbits constitutes a dielectric dis- 
placement current. This current is considered 
to be made up of two components, one leading 
the voltage by 90^, the other an energy com- 
ponent in phase with the applied voltage. Factors 
that determine the dielectric lossare the applied 
voltage, the dielectric constant, the capacitor 
power factor, and the frequency of the ap- 
plied voltage. An air-dielectric capacitor has 
no appreciable loss and the power factor is 0. 
A mica capacitor, having a dielectric constant 
of 7 and a power factor of 0.0001, has relatively 
low loss and low dielectric heating at high 
voltages and'high frequencies. 

The product of tlie dielectric constant and 
the power factor is called the loss factor. 
The loss factor is low for good dielectrics 
that operate without much dielectric heating. 
The loss factor is the best indication of the 
ability of a material to withstand high voltages 
at high frequencies. The loss factor for the 
previously mentioned mica capacitor is 7 x 
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0.0001 = 0.0007. The loss factor for air di- 
electric is zero because the power factor is 
Zero, 

. The equivalent circuits of a low power- 
factor capacitor are represented in figure 13-8. 
The circuits are derived by assuming a capacitor 
of the same capacitance as that of the original 
capacitor, but having no losses (zero power 
factor) to be connected (1) in series with a 
resistor that develops the same true power 
loss as in the original capacitor; and (2) a 
capacitor of the same capacitance as that of 
the original capacitor, but having no losses 
(zero power factor), to be connected in shunt 
with a resistor that develops the same true 
power loss as in the original capacitor. The 
capacitance of the capacitor in this example 
is 66.4 microfarads. The power factor of the 
capacitor is cos 0 =0.05. The effective voltage 
is 200 volts and the capacitor current is 5 
amperes, , 

The equivalent series circuit is shown in 
figure 13-8 (В). At the operating frequency of 
60 Hz the capacitive reactance of the capacitor 
is 

xX. = Ic 1 
C  2«fC 6.28 x60 x 66.4 x 10-6 


40 ohms approximately 


The impedance of the series CHROME is 
40 Орай, 
The equivalent series resistance is 


Roe = Zt cos ôt = 40 х 0.05 = 2ohms 


(fig. 13-8 (В)). The base of the impedance 
triangle is 2 ohms of resistance (fig. 13-8 
(C)), the altitude of the impedance triangle 
is 40 ohms of capacitive reactance, and the 





hypotenuse is approximately 40 ohms of 
impedance. 
The power factor of this circuit is cos d 
se. 2. 
= Ft 40 0. 05, or 5 percent. In this ex- 


ample, as in the low-loss inductor óffigure 13-3, 
Zt is approximately equal to Xç, and cos 6t 


X 
3€. Since tan 6 = ao 50. = 20, it follows 
Xo se ' | 
that cos 8, = i5, and the power factor of the 


2 or 0.05. 


capacitor is 40, 
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Figure 13-8.— Equivalent circuits of a low-loss 
capacitor. 


The angle whose cosine is 0.05 may be 
closely approximated by the previously de- 
scribed relation between the power factor and 
the complementary angle in radians. In this 
example, the complementary angle by which the 
current fails to be 90° out of phase with the 
voltage is 0.05 radian, or 0.05 x 57.3 = 2. 865°, 
and 0 = 90° - 2.865° = 87.135°. This angle 
is indicated in all of the vector diagrams of 
figure 13-8 as 87+°, 

The equivalent parallel circuit for the 66.4- 
microfarad capacitor discussed in this example 
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is shown in figure 13-8 (D). The equivalent 
series resistance and the equivalent shunt 
resistance are related in the equivalent capacitor 
circuits in the same way that Ree and Rsh аге 
related in the low-loss inductor circuits of figure 
13-3. This relation was stated in equation 13-5. 
Thus, in the capacitor circuits, 
(Xa)? 2 
Rsh = es Ao. 800 ohms 





The equivalent shunt resistance of 800 ohms is 
connected in parallel with a 66.4-microfarad 
capacitor of zero losses. With rated voltage 
and frequency applied, the input current to the 
parallel circuit will have the same magnitude 
and phase with respect to the applied voltage 
as in the original capacitor. 

The energy current in the resistive branchis 
1 = eu Е -200 = 0.25 ampere and is the base 
of the current triangle (figure 13-8 (E)). The 
nonenergy current in the capacitive branch is 

-E _ 200 


= 5 amperes and is the altitude 





of the current triangle. The total current in 
the parallel circuit is equal to 


v0.35)? + (5)2 = 5 


amperes (approx.) and is the hypotenuse of the 
current triangle. This current leads the voltage 
by an angle of 87.135°. 

The power relations are shown in figure 13-8 
(F). The true power of the circuit may be 
found in a number of ways. Three methods 
are listed as follows: 


1. P= Ek cos = 200x5x0.05 = 50watts 
(fig. 13-8 (A)). 


à, P F K Rie = 52 x 2 750 watts 
(fig. 13-8 (B)). 


2 2 
3. P- 11 Ren = (0.25) x 800 = 50 watts 


(fig. 13-8 (D)). 


The true power of 50 watts is the base of the 
power triangle (fig. 13-8 (F)). 

The reactive power may be calculated in a 
number of ways. Three methods are indicated 
as follows: 


1. VARS = ЕЦ sin 04 = 200 x 5 x (sin 87+° 
=1 approx.) = 1,000 VARS (fig. 13-8 (A)). 


2. VARS = Ц°Х„= 5^ х 40- 1,000 VARS 
(fig. 13-8 (BY) 

3. VARS = I2 Xo = 57 x 40 = 1,000 VARS 
(fig. 13-8 (D). 


The reactive power of 1,000 VARSisthe altitude 
of the power triangle (fig. 13-8 (F)). 

The apparent power of the capacitor may be 
calculated as: 


1, Apparent power = EL = 200 x5 = 1,000 
VA (fig. 13-8 (A)). 


2. Apparent power - 22, = 52 х 40 = 1,000 
VA (fig. 13-8 (B)). 


The apparent power of 1,000 volt-amperes isthe 
hypotenuse of the power triange (fig. 13-8 (F)). 


COMBINING CURRENTS 
AT ACUTE ANGLES 


A 2-branch parallel circuit containing a 75- 
ohm resistor in branch (1) and a series com- 
bination of a 79.6 microfarad capacitor and a 
30-ohm resistor in branch is shown infigure 
13-9 (A). The capacitor losses are assumed to 
be included with those of the 30-ohm resistor 
so that the power factor ofthat portion of branch 

represented by the capacitor is zero. 

The capacitive reactance at the operating 
frequency of 50 Hz is 


1 1 


XC -3:1C ^ 6.28 x 50 x 79.6 x 10-8 





40 ohms. 


The impedance, 29, of branch (2) is the com- 
bined opposition of 30 ohms of resistance in 
Series with 40 ohms of capacitive reactance 
and is the hypotenuse of the right triangle of 
which 30 ohms is the base and 40 ohms is 
the altitude (not shown in the figure). Thus, 


Zo -v/302 + 402 = 50 ohms. 


The power factor of branch @= is cos 8» - 
R2 30 


о = 5g 0-60 and the phase angle is 53.1*. 
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Figure 13-9.—Two-branch RC circuit with cur- 
rents out of phase by an angle of 53.1°. 


The current actors for both branches are 

shown in figure P 9 (B). 
А E _ 150 

The current in branch Ф isli--z = 757 
= 2 amperes, and is а portion of the base of 
the equivalent right triangle in line with the 
horizontal reference voltage, OE. This current 
is in phase with the applied voltage because 
there is no reactance present in branch 

The current in branch (2) is 


I9 = 77 = 190. 3 amperes 


and is the hypotenuse of the right triangle, the 
base of which is Ig cos 62 = 3 (cos 53.1 = 0,6) 
= 1.8 amperes (energy current) andthe altitude 
of which is Ig sin 09 = 3 (sin 53.1'- 0.8) = 
2.4 amperes (nonenergy current), The total 
current is the vector sum of 1] and Ig and is 
the hypotenuse of the equivalent right triangle, 
the base of which is the arithmetic sum of the 
current in branch © and the energy component 
of current in branch ‚ or 2 + 1.8 = 3.8 
amperes, The altitude of the equivalent right 
triangle is equal to the nonenergy current in 


branch (2), or 2.4 amperes. The total current 
in the parallel circuit is i 


= у(3.8)2 + (2.42 = 


и. phase angle, 6+ between the total circuit 
current and the applied voltage is the angle 


4.5 amperes 


whose cosine is a5 5 = 0.845. This angle is ap- 


proximately 32.3°. 
Thus, the total current leads the applied voltage 
by an angle of 32. 3°. 

The total impedance of the р: circuit 
is. ; DEP 
| "MER ee ee | | 

Zt = т т as 33;3 ohms 4 
and is the hypotenuse of the impedance triangle 
(fig. 13-9 (C)) The base of the triangle is 

Ree = Zt cos, = 33.3 


(cos 32.3° = 0.845) = 28.15 ohms 

of resistance and is in line with the horizontal 
current reference vector for the equivalent 
series circuit (fig. 13-9 (D)). The altitude of 
the triangle is 


Xceq = Z sin бү = 33.3 


(sin 32.3? = 0.534) = 17:8 ohms 


of capacitive reactance. The capacitance of the 


equivalent series circuit at the operating 
frequency of 50 H, is 
бы гы see, UP s 
eq 27fXc 6.28 x 50 x 17.8 


= 179 microfarads. 


The power relations are indicated in the 
triangles of figure 13-9 (E). The apparent power 
of the total circuit is EI; = 150 x 4.5 = 675 
volt-amperes and is the hypotenuse of the 
equivalent right triangle a the total 
parallel circuit. 


The true power in branch (1) is | 
2 


H?R,- 22 x 75 = 300 watts 
The true power in branch (2) is - 
12?R2 = 82 x 30 = 270 watts 
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The total true power is 
300 + 270 = 570 watts 


and is the base of the equivalent right triangle 
for the entire circuit. The reactive power in 
the total circuit—that is, the reactive power of 
branch (2)—is 


2 

І, Xo = 

and is the altitude of the equivalent triangle. 

The apparent power in branch (1) is equal 

to the true power because the power factor is 

unity. The apparent power in branch © is 

EI, = 150 x 3 = 450 volt-amperes and is the 

hypotenuse of the power triangle for this branch. 

The true power of 270 watts in branch (2) is 
the base of this triangle. 

The reactive power of 360 VARS inbranch (2) is 

the altitude of the triangle. The power factor 


А _ true power 
for branch (2) is cos 69 = apparent power 
270 . 


450 . 0.60, and the phase angle for branch 
@ is 6&9 = 53.1". 


3? x 40 - 360 VARS 


PARALLEL CIRCUITS CONTAINING 
L, R, ANDC 


Inductance in an a-c circuit causes the cur- 
rent to lag behind the applied voltage. Trans- 
formers and induction motors are essentially 
inductive in nature and the power factor, 
especially on light loads (as contrasted with 
full loads), is relatively low. 

Most circuits, that supply electric power 
from the source to the consumer, transmit the 
power at relatively high voltage and low cur- 
rent in order to keep the I2R loss in the trans- 
mission lines satisfactorily low. Transformers 
at the point of utilization reduce the voltage 
to the proper value to operate the equipment. 

Capacitance in a-c circuits causes the cur- 
rent to lead the applied voltage and when 
placed in parallel with inductive components 
can produce a neutralizing effect so that lagging 
currents can be brought into phase with the 
applied voltage or may be made to lead the ap- 
plied voltage, depending оп the relative 
magnitude of the capacitance and inductance in 
parallel. 

The true power of a circuit is P - EI cos 
0; and for any given amount of power to be 


transmitted, the current, I, varies inversely 
with the power factor, cos 8. Thus, the ad- 
dition of capacitance in parallel with inductance 
will, under the proper conditions, improve the 
power factor (make nearer unity power factor) 
of the circuit and make possible the transmis- 
sion of electric power with reduced line loss 
and improved voltage regulation. 


CURRENT VECTORS 


In the exampie of figure 13-10, the parallel 
circuit contains three branches. Branch con- 
tains a 30-ohm resistor. Branch consists of 
an inductor of 0.0612 henry and а resistor of 
6.6 ohms, Branch ($3) contains a capacitance 
of 44,3 microfarads having negligible losses. 
The parallel circuit is shown in figure 13-10 
(A). The current vectors are shown in figure 
13-10 (B). 

The current in branch (1) is 


E 120 


lien - Ri = -30 = 4 amperes 


The corresponding 4-ampere vector in figure 
13-10 (B), is drawn in the same horizontal 
reference line as the voltage vector because 
the phase angle between the current and voltage 
in this branch is zero. 

The inductive reactance of branch (2) at the 
operating frequency of 60 Hz is 


x= 27fL + 6.28 x 60 x 0.0612 = 23.1 ohms 


The impedance of branch (2) is 


Z2 = fr? + x, 2 = 6.6)? + (23.1)2 


= 24 ohms 
The current in branch (2), at the operating 
| LE .120. 
voltage of 120 volts, is 10 "Z2 04 5 


amperes апа is the hypotenuse of the current 
triangle for branch . The angle by which 
the current in branch lags the applied volt- 
age is the angle whose cosine is 

R 

=2 = 88 = 9 275 

2 2 

This angle is 0 9 = 74°. The base of the current 
triangle for branch (2) is 


Teen = 12 cos 74 = 5 
(cos 74 = 0.275) = 1.38 amperes 
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The. altitude of the current triangle for branch 
is : 


I) nonen = 12 Sin 74* - 5 


. (sin 74° = 0.962) = 4.8 (approx) amperes 
EU "AT ‘ 
and extends below the horizontal voltage refer- 
ence vector to indicate current lag. 
The capacitive reactance in branch (3) i 


1 


Xe = onic 


= 6.28 x 60 x UE x 10-6 
= 60 ohms 


and with negligible losses, the impedance, 23, is' 


also 60 ohms. The current in branch 'G is. 


Is nonen ^ 73 60 A amperes 

The current in the capacitor branch leads the 
applied voltage by an angle of 90°. The non- 
energy component of the current inthe inductive 
branch lags the applied voltage by an angle 
of 90°. Therefore, these two currents are 180° 
out of phase with each other, and the capacity 
current vector, I4, extends upward from the 
lower extremity of the vector representing the 
nonenergy component of current in branch 

The total current, Ij, in the parallel circuit 
is the vector sum of the currents in the three 
branches and is the hypotenuse of the equivalent 
current triangle, the base of which is the arith- 
metic sum of the energy components of the 
currents and the altitude of which is the algebraic 
sum ofthe nonenergy components of the currents. 
Thus, the total current is 


/ 2 
kt -/(en + I2en) * (I2nonen т Isnonen)? 
=\4 + (1.38)2 + (4.8 - 2)? 


7 6.06 amperes 


The phase angle, 64. between the total current 
and the applied voltage is the angle whose cosine 
is the ratio of the sum ofthe energy componehts 
of the currents in all the branches to the 
total current. Thus, 


_4 + 1.38 
6.06 


= 27.5? 


cos 9. = 0.888 


and the total circuit current lags the applied 
voltage by an angle of 27.5°. 
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EQUIVALENT SERIES IMPEDANCE 


The total impedance of the parallel circuit 
(fig. 13-10 (A)) is equal to the total circuit Volt- 
age divided by the total circuit current, or 


E . 120 

l 6.06 
and is the hypotenuse of the impedance triangle 
(fig. 13-10 (C)). This triangle represents the 
impedance relations existing in the equivalent 
series circuit (fig. 13-10 (D)). The phase angle, 

6t, of the equivalent series circuit has the 
same magnitude as the phase angle between the 
total circuit current and the applied voltage 
across the parallel circuit, The impedance of 
the equivalent series circuit has the same; 
magnitude as the total impedance of the parallel 
circuit, The base of the triangle is 


Zt = - 19.8 ohms 


Req 7 Zt cos 6t - 19.8 


(cos 27.5? = 0.889) = 17.6 ohms 

arid represents the resistive component of tlie 
equivalent series circuit. The altitude of the 
triangle is 


X eq = 24 sin 6t = 19.8 


(sin 27.5? = 0.462) = 9.16 ohms 
and. represents the inductive reactance com- 


ponent of the equivalent series circuit. 
POWER AND POWER FACTOR 


The true power of the parallel circuit (fig. 
13-10 (A)) is the arithmetic sum of the power. 
absorbed in each branch. The true power in 
branch (1) is 
42 x 30 = 


Py = 142Rq = 480 watts ‚ 


The true power in branch (2) is 


Po = 1528) = 52 x 6.6 = 165 watts 


The true power in branch (3) is negligible since 
the power factor of the capacitor is assumed to 
be zero. The total true powet is 


.480 + 165 = 645 watts 
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Figure 13-10.—Parallel circuit containing L, R, and C. 
The total apparent power of the parallel cir- circuit and reduces the line current accordingly. 
cuit is the product of the total circuit current As mentioned before, this action improves the 
and the applied voltage. Thus, the apparent efficiency of transmission by reducing the line 
power is current and I^R losses. 
In the example of figure 13-11, the load 
EI, = 120 x 6.06 = 727.2 volt-amperes is rated at 10 amperes, 1,000 volts, and a 
power factor of 50 percent lagging (the cur- 
The parallel circuit power factor is the rent lags the voltage). The true power absorbed 
ratio of the total true power to the total ap- by the load (fig. 13-11 (A)) is 
parent power. Thus, the circuit power factor 
is P = EI соѕб = 1,000 x 10x 0.5 
cos 6, = true power 2. 045 _ 0.888 = 5,000 watts. 


apparent power 727.2 The load is supplied through a line having a 


resistance of 20 ohms and negligible reactance. 


POWER-FACTOR CORRECTION The power loss in the line is 
Power-factor correction in parallel circuits IR = 102 x 20 = 2,000 watts, 
is accomplished by placing a capacitor of the 
Proper size in parallel with the circuit at the and the efficiency of transmission is 
point where the power-factor correction is tobe utput 5,000 
effected. The leading current of the capacitor —Up a ___9,000___ 
branch supplies the lagging component of cur- output + losses 5,000 + 2,000 
rent in the inductive portion of the parallel = 71.4 percent. 
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Figure 13-11,—Power-factor correction. 


If а 1,000-volt capacitor of negligible losses 
supplying a leading current of 8.66 amperes is 
placed in parallel with the inductive load (fig. 
13-11 (B)), the total line current willbe reduced 
from 10 amperes to 5 amperes. 

The current vectors are shown in figure 13-11 
(C). The nonenergy component of the current in 
the inductive branch is Inonen = I sin 0 -10 
(sin 60 = 0.866)- 8.66 amperes (lagging) and 
is 180^ out of phase with the capacitor current 
of 8.66 amperes (leading). These currents cir- 
culate between the capacitor and the inductive 
load and do not enter the line. The vector sum 
of the capacitor current and the total inductive 
load current is equal to the line current (It = 5 
amperes), and in the vector diagram is repre- 
sented as the diagonal of the parallelogram of 
which the 2 branch currents are the sides. The 
line current vector, It, is in the samehorizontal 
reference as the load voltage vector, indicating 
that the line current is in phase withthe voltage 
applied to the parallel combination of the induc- 
tive load and the capacitor. 

The reduction in line current from 10 to 5 
amperes reduces the line loss from 2,000 watts 
to 52 x 20 = 500 watts and increases the effi- 
ciency of transmission from 71.4 percent to 





5,000 = 
5,000 + 500 
ment in efficiency of operation of the line and 
load is demonstrated. The condition represented 
involves an interchange of energy between the 
inductive and capacitive branches knownas par- 
allel resonance and is described in the training 


91 percent. Thus, the improve- 


‘manual, Basic Electronics, NavPers 10087-B, 
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chapter 4, on the subject of resonance in LRC 
circuits, 


VOLTAGE REDUCTION WITH 
RESISTANCE 


The example of figure 13-12 illustrates the 
advantages and disadvantages of controlling the 
voltage on a load by means of resistance and 
inductance and also the effect of power-factor 
correction on the circuit efficiency. . 

In figure 13-12 (A), the voltage appliedto the 
load is reduced from 100 volts to 50 volts through 
the action of the dropping resistor. The circuit 


ІА «50у 
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(A) 


POWER FACTOR,SO PERCENT 
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Е Одо" SOV 
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CURRENT VECTORS 


(E) 


BE. 240 
Figure 13-12.—Voltage reduction and 
power-factor correction. 
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current is 10 amperes, and the voltage across 
the dropping resistor is 50 volts. With this ar- 
rangement, the input power to the circuit is 
divided equally betweenthe resistor andthe load, 


and the circuit efficiency tt posses 100) 


is EU PT x 100- 50 percent. This arrange- 


ment represerits an inefficient method of voltage 
reduction, 


VOLTAGE REDUCTION WITH 
INDUCTANCE 


In figure 13-12 (B), the voltage applied tothe 
load is reduced to 50 volts through the action of 
the series inductor. Neglecting the relatively 
small losses in the inductor, the circuit effi- 
ciency remains high compared to the efficiency 
of the previous circuit, but the series inductor 
lowers the power factor fromunity (100 percent) 
to 50 percent. The circuit current is still 10 
amperes, andthe accompanying line loss between 
the source and the inductor unnecessarily high. 

The voltage vectors for the LR circuit are 
shown in figure 13-12 (C). The load voltage of 
90 volts is the base of the right triangle and is 
in phase with the load current. The voltage drop 
across the inductor is 86.6 volts and isthe alti- 
tude of the voltage triangle. The source voltage, 
Eg = 100 volts, is the vector sum of the load 
voltage and the inductor voltage and isthe hypo- 
tenuse of the voltage triangle. The circuit power 
factor is 


E 
cos 6 =—load__ _ mo 0.5 
source 
and 
8 = 60° 


In figure 13-12 (D), the circuit power factor 
is improved to unity by the addition of a capa- 
citor of negligible losses which supplies a lead- 
ing current of 8.66 amperes. This current sup- 
plies the nonenergy component of the current 
in the branch containing the inductor and load, 
and reduces the line current from 10 amperes 
to 5 amperes. 

The current vectors are shown in figure 13-12 
(E). The capacitor current of 8.66 amperes is 
represented- by the vector extending above the 
horizontal voltage reference vector to indicate 
a lead of 90°. The inductor branch (load) current 
extends below the horizontal at anangle of 60° to 
indicate lag. The vector sumof these currents is 
the diagonal of the parallelogram of which the 
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branch currents are the sides, and is a horizon- 
tal vector of 5 amperes in phase with the source 
voltage. Thus, the power factor of the parallel 
circuit is unity and the line current is reduced 
from 10 amperes to 5 amperes. 


ADVANTAGES OF INDUCTIVE 
ARRANGEMENT WITH POWER-FACTOR 
CORRECTION 


In the example under consideration, voltage re- 
duction with a series inductor and a shunt capa- 
citor provides a means of supplying a 50-volt 
10-ampere load from a 100-volt source with 
only the small losses associated with the reac- 
tive components. The line current is kept to the 
minimum value required to supply the 500-watt 
load and the circuit efficiency is high. Inductive 
control alone provides a means of reducing the 
load voltage by changing the phase of the applied 
voltage with respect to the load voltage. The 
addition of the capacitor reduces the current in 


the line without altering the load current, andthus 


reduces the line losses; at the same time the 
circuit power factor is increased to unity. In 
most circuits it is not economical to improve 
the power factor to unity, but to improve it, for 
example, from 50 percent lagging to 85 percent 
lagging. The reduction in line losses is most 
pronounced in this range and any further reduc- 
tion in losses may not justify the added expense 
of the capacitance required to further improve 
the power factor in the range from 85 percent 
lagging to unity. 


EFFECTIVE RESISTANCE-NONUSEFUL 
ENERGY LOSSES IN A-C CIRCUITS 


ENERGY CONCEPT OF RESISTANCE 


The energy stored in the magnetic field of a 
pure inductance, asthe result ofa rise in current 
through the coil, is returned to the circuit when 
the current decreases and the field collapses. 
Similarly, the energy stored in the electric field 
of a pure capacitance, as a result of the rise in 
voltage across the capacitor, is returned to the 
circuit when the voltage falls and the field col- 
lapses. Hence, in a pure inductance and a pure 
capacitance there is no loss or expenditure of 
energy. 

When current flows through a conductor hav- 
ing appreciable resistance the flow is accom- 
panied by the generation of heat. Work is done 
in moving the electrons through the conductor 
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resistance. The energy converted into heat is 
not returned to the circuit when the current 
falls, but is expended rather than stored. Thus, 
energy is stored periodically in inductance and 
capacitance but always expended in resistance. 

Because resistance is the only circuit com- 
ponent capable of expending electrical energy, 
all energy expended in any circuit canbe identi- 
fied in electrical terms, one factor of which is 
effective resistance. The effective resistance, 
Rac, of any circuit may be defined as the ratio 
of the true power absorbed by the circuit to the 
square of the effective current flowing in the 


circuit, or Rag = vi . When the power is ex- 


pressed in watts and the current is expressed 
in amperes, the effective resistance will be in 
ohms. The 4-с circuit resistance as measured 
by an ohmmeter or d-c bridge may be consi- 
derably lower than the effective a-c resistance 
as calculated from the readings on a wattmeter 
and an ammeter. 

For example, assume that a motor draws 1 
kilowatt from a 110-volt source, The input cur- 
rent is 10 amperes. The effective resistance 
between the motor terminals is 


The d-c resistance measured betweenthe motor 
terminals, for example with anohmmeter, is 0.5 
ohm. Thus, in this example the effective a-c 


resistance is 20 times the d-c resis- 
tance. Most of the energy taken from the line 


is converted into mechanical energy and is not 
returnable to the electric circuit; hence, it is 
represented electrically as being expended in 
an effective a-c resistance of 10 ohms. 

The source of power forthe motor is unaware 
of the manner in which the motor expends the 
electrical energy. To the source, the motor ap- 


pears as an impedance, 


having a resistive component of 10 ohms. The 
nature of the various energy conversions taking 
place inside the motor is important only when 
the motor itself is being analyzed. From this 
point of viewa motor, electric light, loudspeaker, 
electron tube, or any other electricaldevice can 
be pictured as an equivalent electric circuit 
containing the fundamental components of in- 
ductance, capacitance, and resistance. The 
energy expended in the circuit is always inter- 
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preted in terms of the eifective resistance com- 
ponent. atr 

The energy expended in any electricaldevice 
may be divided into two parts: (1) That which is 
converted into useful form; and (2) that which is 
not useful. No machine has been built that is 
capable of perfect conversion—that is, one in 
which there are no losses. In the motor, for 
example, there are friction losses in the bear- 
ings and heat losses in the windings as a result 
of the current flow through the resistance. 

The number of possible nonuseful losses in 
a-c circuits is much greaterthan in d- c circuits. 
These include: (1) ohmic-resistance loss, (2) 
skin-effect loss, (3) eddy-current loss, (4).die- 
lectric loss, (5) magnetic-hysteresis loss, (6) 
corona loss, and (7) radiation loss. 


EFFECTIVE RESISTANCE 
OF CONDUCTORS 


The effective (a-c) resistance of electrical 
conductors is frequently higher than their d-c 
resistance especially when they are embedded 
in iron slots, asinthe caseof motor and genera- 
tor armatures; and when they are being used in 
high-frequency circuits, as in radio transmitters 
and receivers. 3 

Direct current is distributed uniformly 
throughout the cross-sectional area of a conduc- 
tor. For example, if a conductor havinga cross- 
sectional area of 1,000 circular milsis carrying 
one ampere of direct current then one-thou- 
sandth of an ampere (one milliampere) is flow- 
ing in each circular milofcross-sectionalarea. 
However, when the current in the conductor 
varies in amplitude, this uniform distribution 
throughout the conductor cross section is no 
longer obtained. The accompanying magnetic 
field is strongest near the center of the con- 
ductor and weaker at the circumference. The 
varying field induces a voltage in the conductor 
that opposes the change in current, The voltage 
induced in that portion of the conductor near 
the center is greater than the voltage induced 
in the outer surface of the conductor. The total 
opposition to the current flow includes the ef- 
fect of this induced emf and is greater near the 
center of the conductor than at the surface. 
Therefore, the current divides inversely with 
the opposition—more of the current flowing 
near the circumference, and less near the center 
of the conductor. 

The overall result of this action is a de- 
crease in the available area of cross section 
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to conduct the current and an increase in 
conductor resistance. The decrease in area 
and increase in resistance become pronounced 
at high frequencies, at high current densities, 
and at high magnetic flux densities. This action 
is called skin effect. It represents the tendency 
of a-c conductors to carry the circuit current 
on the surface, or skin, of the conductors 
rather than uniformly throughout their cross 
section. As a result of this tendency, many 
electrical conductors are made of hollow tubing 
in order to save the added weight and expense 
of the unused central portion of the solid con- 
ductor. The effective a-c resistance of an 
isolated circular conductor varies approxi- 
mately as the product of the square root of the 
frequency and the length of the conductor, and 
inversely as the conductor diameter. 


EFFECTIVE RESISTANCE 
OF INDUCTORS 


When a conductor is wound in the form of 
a coil, the current is concentrated on the in- 
ner sides of the turns and into an area much 
smaller than would be the case in an isolated 
straight conductor. This action results in a 
large increase in effective resistance. The 
area in which the current is concentrated de- 
creases as the frequency increases, hence, ef- 
fective resistance will increase with frequency. 
When two or more conductors carrying alternat- 
ing current are so placed that the magnetic 
field of one reacts with the field of the other, 
the resultant field around each conductor is no 
longer uniform. The change in current distribu- 
tion in a conductor due to the action of an 
alternating current in a nearby conductor is 
called proximity effect. 

The proximity effect decreases as the 
separation between conductors increases. Thus, 
to lower the effective resistance of radiofre- 
quency inductance coils, it is common practice 
to Space the turns а distance equal to 
the diameter of the conductor. This decreases 
the reaction between magnetic fields ofadjacent 
turns and permits the current to distribute 
itself over a larger area in the cross section 
of each turn. 

The inductance of a hollow-core coiloperat- 
ing at a frequency of 60 Hz is increased many 
fold when a laminated core of soft silicon 
Steel is inserted in the coil. This increase 
is due to the high permeability of the 
transformer-iron laminations, Thus, the skin 
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effect is also increased due to the increased 
field strength. In addition to the increased skin 
effect in the coil the effective a-c resistance 
is further increased because of the magnetic 
hysteresis loss in the iron. Thus, if the coil 
is connected to a constant-potential a-c source, 
the current in the coil will decrease when the 
iron core is inserted because of a small in- 
crease in effective resistance and a large 
increase in the coil reactance. If the laminated 
steel core is removed and a piece of steel 
Shafting is inserted in the coil, the effective 
resistance is further increased due to the eddy- 
current losses and the larger hysteresis losses 
in the steel shaft, A wattmeter inserted in the 
coil circuit will indicate this increase in ef- 
fective resistance by an increased deflection 
when the solid steel core is inserted in place 
of the laminated core. 

` Powdered iron cores are used in certain 
types of coils on frequencies as high as 100 
megahertz in order to limit the effective resist- 
ance of the coil to a satisfactorily low value. 
The iron particles are separated from each 
other by an insulated coating and when com- 
pressed into cylindrical form and inserted in 
the coil the induced voltage in each iron particle 
is so small in relation to the resistance to 
the path for eddy currentsthat theaccompanying 
heat loss is negligible, Eddy-current losses 
are reduced in generator and motor armature 
conductors of large size by laminating the 
conductors and insulating the adjacent 
laminations in a manner similar to that in 
which the iron of the armature core itself is 
laminated. Thus, the effective resistance of the 
armature conductors is reduced. 


EFFECTIVE RESISTANCE 
OF CAPACITORS 


The equivalent circuits of a low-loss ca- 
pacitor were described earlier in this chapter 
and the factors affecting the equivalent series 
resistance noted. The effective a-c resistance 
of a capacitor is equal to its equivalent series 
resistance and represents the factor which when 
multiplied by the square of the effective capacitor 
charging current will equal the power expended 
in heat in the capacitor circuit. 

As mentioned previously, most of the heating 
is produced in solid dielectrics, and only aneg- 
ligible amount is produced inthe capacitor plates 
themselves, The dielectric heating is produced 
by dielectric displacement currents described іп 
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connection with figure 13-7, In most electrical 
circuits dielectric heating is a nonuseful loss. 
However, in one commercial application, di- 
electric heating has been put to good use—that 
of facilitating the gluing together of stacks of 
laminated plywood. The plywood laminations are 
stacked between the plates of a capacitor and 
moderately high-frequency voltage is applied 
across the plates. The resulting dielectric dis- 
placement currents heat the stack from the inside 
and the glue is quickly set—much more rapidly 
than in processes involving the external applica- 
tion of steam heat. ' 


CORONA LOSS 


Corona loss occurs as the result of the 
emission of electrons from the surface of elec- 
trical conductors at high potentials.Itis depend- 
ent upon the curvature of the conductor surface, 
with most emission occurring from sharp points 
and the least emission occurring from surfaces 
having a large radius of curvature. Corona loss 
is frequently accompanied by a visual blue 
glow and an audible hissing sound as the elec- 
trons leak off the conductor suríace into the 
atmosphere. Corona loss increases with volt- 
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age increase and decreases with increase in 
atmospheric pressure. This loss is held to a 
satisfactorily low value by (1) the use of large- 
diameter conductors, (2) not excessively high 
voltages, (3) smooth polished surfaces, (4) 
avoiding sharp points, bends, or turns, and (5) 
in some devices, for example, high-voltage 
capacitors, by the use of a compressed gas to 
retard the electron emission. 


RADIATION LOSS 


Radiation loss is not appreciable at power 
line frequencies, but in the field of communica- 
tions this loss may become excessive. Power 
is radiated from transmitting antennas in the 
form of electric and magnetic fields, and its 
magnitude varies as the square of the antenna 
input current and as the so-called radiation 
resistance of the antenna. The transmission line 
that connects the transmitter and the antenna 
may, under certain circumstances, develop a 
radiation loss. This loss is discussedinchapter 
12 of Basic Electronics, NavPers 10087-B, 
in connection with various types of transmission 
lines. 
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CIRCUIT PROTECTIVE AND CONTROL DEVICES 


Electricity, when properly controlled, is of 
vital importance to the operation of equipment. 
When it is not properly controlled, however, it 
can become dangerous and destructive. It can 
destroy components or complete units; it can 
injure personnel and even cause their death. 

It is of the greatest importance, then, that 
all precautions necessary be taken to protect 
the electrical circuits and units and to keep 
this force under proper control at all times. In 
this chapter some of the devices that have been 
developed to protect and control electrical cir- 
cuits are discussed. 


PROTECTIVE DEVICES 


When an electrical unit is built, the greatest 
care is taken to insure that each separate elec- 
trical circuit is fully insulated from all others 
So that the current in a circuit will follow its 
intended individual path. Once the unit is placed 
into service, however, there are many things 
that can happen to alter the original circuitry. 
Some ofthese changes can cause serious troubles 
if they are not detected and corrected in time. 

Perhaps the most serious trouble we can find 
in а circuit is a direct short. Recall that this 
term is used to describe a situation in which 
Some point in the circuit, where full system 
voltage is present, comes in direct contact with 
the ground or return side of the circuit. This 
establishes a path for current flow that contains 
no resistance other thanthat present inthe wires 
carrying the current, and these wires have very 
little resistance. 

According to Ohm's Law, if the resistance in 
a circuit is extremely small, the current willbe 
extremely great. When a direct short occurs, 
then, there will be an extremely heavy current 
flowing through the wires. Suppose, for instance, 
that the two leads froma batterytoa motor came 
in contact with each other. Not only would the 
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motor stop running, because ofthe current going 
through the short, but the battery would become 
discharged quickly (perhaps ruined), and there 
would also be danger of fire. 

The battery cables in our example would be 
very large wires, capable of carrying very heavy 
currents. Most wires used in electrical circuits 
are considerably smaller, and their current. 
carrying capacity is quite limited. The size of 
the wires used in any given circuit is determined 
by the amount of current the wires are expected 
to carry under normal operating conditions. Any 
current flow greatly in excess of normal, such 
as there would beincaseofadirect short, would 
cause a rapid generation of heat. 

If the excessive current flow caused by the 
short is left unchecked, the heat in the wire will 
continue to increase until something gives way. 
Perhaps a portion of the wire will melt and open 
the circuit so that nothing is damagedother than 
the wires involved. The probability exists, how- 
ever, that much greater damage would result. 
The heat in the wires could char and burn their 
insulation and that of other wires bundled with 
them, which could cause more shorts. If a fuel 
or oil leak is near any ofthe hot wires, a disas- 
trous fire might be started. 

To protect electrical systems from damage 
and failure caused by excessive current, several 
kinds of protective devices are installed in the 
systems. Fuses, circuit breakers, and thermal 
protectors are used for this purpose. 


DESCRIPTION AND PURPOSE 


Circuit protective devices, as the name im- 
plies, all have a common purpose: to protect 
the units and the wires in the circuit. Some are 
designed primarily to protect the wiring. These 
open the circuit in such a way as to stop the 
current flow when the current becomes greater 
than the wires can safely carry. Other devices 
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are designed to protect a unit in the circuit by 
Stopping current flow to it when the unit be- 
comes excessively warm. 


FUSES 


The simplest protective device is a fuse. All 
fuses are rated according to the amount of cur- 
rent that is safely carried bythe fuse element at 
a rated voltage. Usually, the current rating isin 
amperes, but some instrument fuses are rated 
in fractions of an ampere. When a fuse blows, it 
should be replaced with another ofthe same rated 
voltage and current capacity, including the same 
current-versus-time characteristic, 

The most important fuse characteristic is its 
current-versus-time or ‘‘blowing’’ ability. 
Three time ranges for existence of overloads 
can be broadly defined as fast, medium, and 
delayed. FAST, may range from 5 microseconds 
through one-half second; MEDIUM, 1/2 to 5 
seconds; DELAYED, 5 to 25 seconds. 

Normally, when the circuit is overloaded, or 
a fault develops, the fuse element melts and opens 
the circuit that itis protecting. However, all fuse 
openings are not the result of current overload 
or circuit faults. Abnormal production of heat, 
aging of the fuse element, poor contact due to 
loose connections, oxides or corrosion forming 
within the fuse holder, and the heated condition 
of the surrounding atmosphere will alter the 
heating conditions and the time required for the 
element to melt. 


Delayed-Action Fuses 


Some equipment, such as an electric motor, 
requires more current during starting than for 
normal running, Thus, a fast-time or medium- 
time fuse rating that will give running protection 
might blow during the initial period when high 
starting current is required. Delayed-action 
fuses are used to handle these situations. 

One type of delayed-action fuse has a heater 
element connected in parallel with the fuse 
element in order to get the delayedaction, During 
normal operation, the heat developed in the fuse 
link is not great enough to melt the link. The 
melting, or opening, of the fuse link depends on 
the transfer of heat to the link from the heater. 
Therefore, more time is needed to melt the link 
than would be required if the link were directly 
heated. 

Because the heater and fuse element are in 
parallel, the opening of the fuse element will 
cause the total circuit current to flow through 


239 


the heater. The high current will cause the heater 
to burn out and completely open the circuit. _ 

Another type of delayed-action fuse has the 
fuse element and heater connected in series, 
Current above that of the rated value fora short 
time will have no effect on the fuse or heater. 
However, prolonged overloads cause the heater 
section to become hot enoughto melt the junction 
between the elements; this action opens the cir- 
cuit, 

Delayed-action fuses are sometimes called 
Time-Lag fuses; and three trade names ‘‘Slo 
Blo,” ‘‘Fusestat,’’ and **Fusetron"' are incom- 
mon use, 


Plug Fuses 


The plug fusé is constructed so that it can 
be screwed into.a socket mounted on the control 
panel or distribution center. The fuse link is 
enclosed in an insulated housing of porcelain or 
glass. The construction is so arranged that the 
fuse link is visible through a window of mica or 
glass. Therefore, ап open element may be located 
by visual examination, When found to be 
defective, the fuse is discarded and a new fuse 
installed in its place. The plug fuse is used 
primarily to protect,low-voltage, low-current 
circuits. The operating ratings range from 0.5 
to 30 amperes up to 150 volts. 


Cartridge Fuses 


In operation, the cartridge fuse is exactly the 
same as the plug fuse. In construction, the fuse 
link is enclosed in a tube of insulating material 
with metal ferrules at each end (for contact with 
the fuse holder). The dimensions of cartridge 
fuses vary with the current and voltage ratings. 


Blown- Fuse Indicators 


It is not always possible to detect a blown 
fuse by a visual examination, Hence, fuses are 
often equipped with a device that will provide a 
visual indication so that a blown-fuse condition 
can be readily detected (fig. 14-1). These devices 
consist of the spring-loaded and the neon-lamp 
types of blown-fuse indicators. 

In the spring-loaded type (fig. 14-1), when 
the link opens, it releases a spring that is held 
under tension, This action exposes an indicator, 
which makes the visual location of the blown fuse 
possible, 
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Figure 14-1.—Blown-fuse indicators. 


The neon lamp type (fig. 14-1) is designed to 
be mounted on the fuse. When the link opens, a 
neon lamp glows to show a blown fuse. 

When no indicator is used, it is necessary to 
test the fuse continuity with a megger, ohmmeter, 
or voltmeter. Various methods of testing willbe 
described later in this chapter. 

Most fuse panels and switchboards are of the 
enclosed panel type. The term ''dead-front" 
means that all fuses and bus connections are en- 
closed in a metal cabinet when the cover 
is closed. The use of this type of construction 
reduces the possibility of equipment damage and 
danger to personnel, Modern switchboardsare of 
the ‘‘dead-front”’ type. 

However, the complete enclosure of the 
equipment makes it less accessible for test pur- 
poses. Therefore, most fuses used on ‘‘dead- 
front" switchboards have indicators that show 
when a fuse is blown, The fuse holder consists 
of a molded phenolic base, plug, and cap with 
a built-in indicator lamp (blown-fuse indicator), 
The lamp is usually a small neon bulb, which 
normally is shunted by the fuse element, When 
the fuse opens, the shunt is removed, causing 
an increase in the voltage across the neon lamp. 
The lamp then glows, indicating the open fuse. 


TROUBLESHOOTING 
FUSED CIRCUITS 


Ап electrical system may consist of a com- 
paratively small number of circuits or, in the 
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larger systems, the installation may be equal 
to that of a fair sized city. 

Regardless of the size of the installation, 
an electrical system consists of a source of 
power (generators or batteries) and a means 
of delivering this power from the source to the 
various loads (lights, motors, and other elec- 
trical equipments). 

From the main power supply the total elec- 
trical load is dividedinto severalfeeder circuits 
and each feeder circuit is further divided into 
Several branch circuits. Each final branch 
circuit is fused to safely carry onlyitsown load 
while each feeder is safely fused to carry the 
total current of its several branches. This re- 
duces the possibility of one circuit failure in- 
terrupting the power for the entire system. The 
feeder distribution boxes and the branch dis- 
tribution boxes contain fuses to protect the 
various circuits. 

The distribution wiring diagram showing the 
connections that might be used in a lighting 
system is illustrated in figure 14-2. An instal- 
lation might have several feeder distribution 
boxes, each supplying six or more branch 
circuits through branch distribution boxes. 

Fuses Fj, F2, and ЕЗ (fig. 14-2) protect the 
main feeder supply from heavy surges such as 
short circuits or overloads on the feeder cable. 
Fuses А-А1 and В-Ві protect branch No. 1. 
If trouble develops and work is to be done on 
branch No. 1, switch S1 may be openedto isolate 
this branch. Branches 2 and 3 are protected and 
isolated in the same manner by their respective 
fuses and switches. 


Branch Circuit Tests 


Usually, receptacles for portable equipment 
and fans are on branch circuits separate from 
lighting branch circuits. Test procedures are 
the same for any branch circuit, Therefore, a 
description will be given of the steps necessary 
to (1) locate the defective circuit and (2) follow 
through on that circuit and find the trouble. 

Assume that, for some reason, severalofthe 
lights are not working in a certain section. Be- 
cause several lights are out, it will be reason- 
able to assume that the voltage supply has been 
interrupted on one of the branch circuits. 

To verify this assumption, first locate the 
distribution box feeding the circuit that is in- 
operative. Then make sure that the inoperative 
circuit is not being supplied with voltage. Unless 
the circuits are identified inthe distribution box, 
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Figure 14-2.— Three-phase distribution wiring diagram. 


the voltage at the various circuit terminations 
will have to be measured. Forthe following pro- 
cedures, use the circuits shown in figure 14-2 
as an example circuit. 

To pin down the trouble, connect the voltage 
tester to the load side of each pair of fuses in 
the branch distribution box. No voltage between 
these terminals indicates a blown fuse or 
a failure in the supply to the distribution box. 
To find the defective fuse, make certain 5] is 
closed, then connect the voltage tester across 
A-Al, and next across B-Bl (fig. 14-2). The 
fulliphase voltage will appear across an open 
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fuse, provided circuit continuity exists across 
the branch circuit, However, if there is an open 
circuit at some other point inthe branch circuit, 
this test is not conclusive. If the load side of a 
pair of fuses does not have the full-phase volt- 
age across its terminals, place the tester leads 
on the supply side of the fuses. The full-phase 
voltage should be present. If the full-phase volt- 
age is not present onthe supply side of the fuses, 
the trouble is in the supply circuit from 
the feeder distribution box. 

Assume that you are testing at terminals 
A-B (fig. 14-2) and that normal voltage is 
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present. Move the test lead from A to А1. Normal 
voltage between AlandB indicates that fuse A-A1 
is in good condition, To test fuse B- B1, place the 
tester leads on A and B, and then move the lead 
from B to B1, No voltage betweentheseterminals 
indicates that fuse В-В1 is open. Full-phase volt- 
age between A and B1 indicates that the fuse is 
good. 

This method of locating blown fuses is pre- 
ferred to the method in which the voltage tester 
leads are connected across the suspected fuse 
terminals, because the latter may give a false 
indication if there is an open circuitat any point 
between either fuse and the load in the branch 
circuit, 


CIRCUIT BREAKERS 


A circuit breaker is designed to break the 
circuit and stop the current flow whenthe current 
exceeds a predetermined value. It is commonly 
used in place of a fuse and may sometimes elim- 
inate the need for a switch. A circuit breaker 
differs from a fuse in that is ‘‘trips’’ to break 
the circuit and it may be reset, while a fuse melts 
and must be replaced. 

Several types of circuit breakers are com- 
monly used, One isa magnetic type. When exces- 
Sive current flows in the circuit, it makes an 
electromagnet strong enough to move a small 
armature which trips the breaker. Another type 
is the thermal overload switch or breaker. This 
consists of a bimetallic strip which, when itbe- 
comes overheatedfrom excessive current, bends 
away from a catch on the switch lever and 
permits the switch to trip open. 

Some circuit breakers mustbe reset by hand, 
while others reset themselves automatically. 
When the circuit breaker is reset, if the overload 
condition still exists, the circuit breaker will 
trip again to prevent damage to the circuit. 

One commontype of circuit breaker now being 
used is depicted in figure 14-3, This breaker is 
designed for front or rear connections as re- 
quired and may be mounted so asto be removable 
from the front without removing the circuit 
breaker cover. The voltage ratings of this 
breaker are 500 volts a.c., 60 Hz, or 250 volts 
d.c. with a maximum current capacity of 250 am- 
peres. Trip units (fig. 14-4) forthisbreakerare 
available with current ratings of 125, 150, 175, 
225, and 250 amperes. 

The trip unit houses the electrical tripping 
mechanisms, the thermal element for tripping 
the circuit breaker on overload conditions, and 
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Figure 14-3.— Circuit breaker, front view. 


the instantaneous trip for tripping on short 
circuit conditions. The automatic trip devices of 
this circuit breaker are ''trip free’’ of the oper- 
ating handle; this means the circuit breaker can- 
not be held closed by the operating handle if an 
overload exists. When the circuit breaker has 
tripped due to overloador short circuit, the hand- 
le rests in a center position. To reclose after 
automatic tripping, the handle must be movedto 
the extreme OFF position which resets the latch 
іп the trip unit; then the handle must be physical- 
ly moved to the ON position. Metal locking de- 
vices are available that can be attached to the 
handles of circuit breakers to prevent accidental 
operation. 


THERMAL PROTECTORS 


A thermal protector, or switch, is a device 
used to protect a motor. It is designed to open 
the circuit automatically whenever the temper- 
ature of the motor becomes excessively high. It 
has two positions, open and closed. The most 
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Terminal barriers. 

Shunt trip. 

Auxiliary switch. 

Hole for shunt trip undervoltage 
release plunger. 

. Instantaneous trip adjusting 
wheels. 


Figure 14-4.—Circuit breaker, cover and arc suppressor removed. 


common use for a thermal switch is to keep a 
motor from overheating. If some malfunction 
in the motor causes it to overheat, the thermal 
switch will break the circuit intermittently. If 
the trouble is a locked rotor, the intermittent 
opening and closing of the circuit may release 
the rotor and allow the motor to resume normal 
operation. 

The thermal switch contains a bimetallic 
disk, or strip, which bends and breaks the circuit 
when it is heated. This happens because one of 
the metals expands more than the other whenthey 
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are subjected to the sametemperature. When the 
strip or disk cools, the metals contract and the 
strip returns to its original position and closes 
the circuit. l 


OVERLOAD DEVICE 


A prolongedoverloadedelectrical system can 
be damaged beyond repair by the resulting heat 
and flame. Therefore, it is expedient to use a 
device which can detect an overload before 
damage occurs and either warns the operator of 
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the hazardous conditon or automatically turns 
off the power. Relays have been designed which 
are capable of accomplishing these protective 
functions. A few of these relays that are com- 
monly used as overload devices are discussed 
in greater detail later in this manual. 


CONTROL DEVICES 


Control devices are those electrical acces- 
Sories which govern (in some predetermined 
way) the power delivered to any electrical load. 

In its simplest form the controlapplies volt- 
age to, or removes it froma single load. In more 
complex control systems, the initial switch may 
Set into action other control devices that govern 
motor speeds, servomechanisms, temperatures, 
and numerous other equipments. In fact, allelec- 
trical systems and equipment are controlled in 
some manner by one or more controls. A con- 
troller is a device or group of devices which 
serves to govern, in some predetermined man- 
ner, the device to which it is connected. 

In large electrical systems, it is necessary 
to have a variety of controls for operationof the 
equipment. These controls range from simple 
pushbottons to heavy duty contactors that are 
designed to control the operation of large motors. 
The pushbutton is manually operated while a con- 
tactor is electrically operated. 


SWITCHES 


A switch may be described as a device used 
in an electrical circuit for making, breaking, or 
changing connections under conditions for which 
the switch is rated. Switches are rated in am- 
peres and volts; the rating refers to the maxi- 
mum voltage and current of the circuit in which 
the switch is to be used. Because it is placed in 
series, all the circuit current will pass through 
the switch. Because it opens the circuit, the ap- 
plied voltage will appear across the switch in 
the open circuit position. Switch contacts should 
be opened and closed quickly to minimize 
arcing; therefore, switches normally utilize a 
snap action, 

Many types and classifications of switches 
have been developed. A common designation is 
by the number of poles, throws, and positions 
they have. The number of poles indicates 
the number of terminals at which current can 
enter the switch. The throw of a switch signifies 
the number of circuits each blade or contactor 
can complete through the switch. The number of 
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positions indicates the number of places at 
which the operating device (toggle, plunger, 
etc.) will come to rest. Figure 14-5 presents 
the schematic diagrams of some often used 
switches. 
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Figure 14-5.—Schematic diagrams of commonly 
used switches. 


An example of the switch position designation 
isatoggle switch which comes to rest at either 
of two positions, opening the circuit inone posi- 
tion and completing it in another. This is called 
a two-position switch. A toggle switch which is 
spring loaded to the OFF position and must be 
held in the ON position to complete the circuit 
is called а momentary contact two-position 
switch. If the toggle switch will come to rest at 
any of three positions, it is called a three- 
position switch. 

Another means of classyfying switches is 
the method of actuation; that is, toggle, push- 
button, sensitive, and rotary types. Further 
classification can be accomplished by a des- 
cription of switch action such as on-off, mo- 
mentary on-off, on-momentary off, etc. Mo- 
mentary contact switches hold a circuit closed 
or open only as long as the operator deflects 
the actuating control. 


Manually Operated Switches 


One of the most common types of switches 
is the toggle. Toggle switches havetheir moving 
parts enclosed. A double-pole, double-throw, 
ON-OFF-ON toggle switch is shown in 
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figure 14-6. These switches have many uses and 
are used especially for applying powerto various 
circuits, They are often provided with a luminous 
‘tip on the lever so as to be visible in the dark. 
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Figure 14-6.— Toggle switch. 


Pushbutton switches have one or more 
stationary contacts and one or more movable 
contacts, The movable contacts are attached to 
the pushbutton by an insulator. This switch is 
usually spring loaded and is of the momentary 
contact type. These switches have many uses, 
such as indicator light checks and circuit reset, 

A rotary selector switch may perform the 
functions of a number of switches. As the knob 
of a rotary selector switch is rotated, it opens 
one circuit and closes another. This canbe seen 
from an examination of figure 14-7, Some rotary 
switches have several layers of wafers. By add- 
ing wafers, the switch can be made to operate as 
a large number of switches. Ignition switches and 
voltmeter selector switches are typical ex- 
amples of this type. 


Mechanically Operated Switches 


Mechanically operated switches are used in 
many applications. They are widely used because 
of their small size, light weight, and excellent 
dependability. The term Micro switch, although 
frequently used in referring to all switches of 
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this type, is a trade name forthe switches made 
by the Micro Switch Division of the Minneapolis 
Honeywell Regulator Company. 


These switches will open or close a circuit 
with а very small movement of the tripping de- 
vice (1/16 inch or less). They are usually of the 
pushbutton variety and depend upon one or more 
springs for their snap action. For example, the 
heart of the Micro switch is a beryllium copper 
spring, heat-treated for long life and unfailing 
action. The simplicity of the one-piece spring 
contributes to the long life and dependability of 
this switch. The basic Micro switch is shown 
in figure 14- 8. 


The versatility of the snap-action switch is 
Shown in figure 14-9, which shows how the basic 
Switch may be used with different type enclosures 
and actuators. The particulartype switching unit 
used depends upon the function it is to perform 
and environmental conditions. Figure 14-9 (A) 
Shows a lightweight aluminum enclosure which 
may contain one or more plastic enclosed basic 
Switches. The plastic enclosure provides elec- 
trical insulation between the housing and the 
energized electrical parts, support for the 
terminals, and a dusttight box around the elec- 
trical contacts. 


Figure 14-9 (B) shows one of the various 
types of switch actuators that may be used with ` 
basic switches when complete enclosures are not 
needed. They provide protection and mounting 
means. They relay the operating motion from a 
cam or slide to the basic switch in а way that 
assures long life and dependability. Figure 14-9 
(C) shows a toggle type switch which uses one or 
more of the basic subminiature switches. These 
subminiature switches are smaller than the con- 
ventional Micro switch and are finding wide use 
in various switching arrangements. 


Pressure-operated switches usually have 
Bourdon tubes, syphons, or diaphrams against 
which the fluids or air operate to actuate the 
switch. Some uses of pressure switches are in 
connection with fuel, oil, andhydraulic pressure 
signals and electric heaters. 


Thermal switches usually incorporate a bi- 
metallic sheet that bends or snaps at a desired 
temperature to actuate the switch. They are used 
extensively as circuit breakers andalso find ap- 
plication in controlling the igniter circuit on 
heater and operating signal lights at critical 
temperatures, 
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Figure 14-7,—Rotary selector switch. 


Maintenance of Switches 


While the switch itself is relatively simple 
to check, it sometimes offers difficulty in main- 
tenance because of its location in inaccessible 
places. After a visual inspection of the connec- 
tions and the switch, a continuity test will indi- 
cate any malfunctions. When the switch me- 
chanism is found to be defective, it normally is 
not repairable and therefore shouldbe replaced. 

When enclosed switches are used, failure to 
seal properly around cable openings may cause 
difficulty. Altitude changes permit ''breathing'? 
of moist air into enclosures with improperly 
CONTACTS sealed cable openings, and the moisture in the 
CLOSED air may condense within the switch enclosure, 
The condensation can short across the switch 
terminals and can corrode the switch actuators 
in a manner that may make them inoperative. 
This difficulty can be corrected by careful seal- 
ing of openings or by using hermetically sealed 
switches. Hermetically sealed switches willalso 
prevent dust and dirt from reaching the contacts 
and thereby reduce the Бовари: of high re- 
sistance and open circuits. 








Some switches are damaged during instal- 
lation, particularly those with plastic housings. 
Proper care ininstalling or replacing plastic en- 
closed switches will eliminate this. 


Some switch assemblies are equipped with 
adjustments which enable them to operate at a 
preset time or pressure. Caution should be 
exercised in making these adjustments; if they 
Figure 14-8. —Micro switch. are not accurate, damage can result, 
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Figure 14-9.—Snap-action switching units. 


RELA YS 


Relays are electrically operated switches 
that are classified according totheir useas con- 
trol relays, power relays, or sensing relays. The 
power relays are the workhorses of a large elec- 
trical system. As such, they control the heavy 
power circuits. 

The function of a control relay is to take a 
relatively small amount of electrical power and 
use it either to signal or to controla large 
amount of power. Where multipole relays are 
used, several circuits may be controlled simul- 
taneously. 

The use of relays saves space and weight by 
permitting the use of small switches at remote 
control stations. These switches permit the 
operator to control large amounts of current at 
other locations and the heavy power cables need 
to be runonlytothe point of use, Only lightweight 
control wires are connected to the control 
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switches, Safety is also an important factor 
in using relays, since high power circuits can 
be switched remotely without danger to the 
operator, 

Control relays, as their name implies, are 
frequently used in the control of other relays, 
although the smallcontrol relays find many other 
uses. With these, small currents can control the 
larger currents necessary to operate electrical 
devices. They find frequent use inautomatic re- 
laying circuits, where a small electric signal 
sets off a chain reaction of successively acting 
relays performing various functions, Control 
relays can also be used in so-called ‘‘lockout’’ 
action to prevent certain functions from oc- 
curring at the improper time. Various electrical 
operations in the equipment which must not occur 
Simultaneously can be ‘‘interlocked’’ by control 
relays. Another important function of control re- 
lays in equipment is for ‘‘sensing.’’ Control 
relays are used for sensing undervoltage and 
overvoltage, reversal of current, and excessive 
currents, 

Another possible classification of relays is 
open, semisealed, and sealed, Semisealed relays 
have protextive covers and are gasketed against 
entrance of salt, dust, and foreign material into 
the contact or mechanism area. These relays 
are still considered satisfactory for certain ар- 
plications in current equipment, Open relaysare 
seldom used outside of black boxes. 

For other applications in today’s complex 
equipment, however, it isnecessary to go beyond 
the protection offered by the open type and the 
semisealed relays. When such relays are used, 
quick changes in altitude, humidity, or tempera- 
ture can cause condensation of water vapor within 
the unit. Subsequent low temperature will then 
freeze the moisture on the contactor with a re- 
sultant inability to carry electric current. 

Hermetically sealed relays were developed to 
answer the demands of complex and delicate 
equipment, A true hermetic seal is generally 
considered one that is metal to metalor glass to 
metal, Plastic or plastic rubber type gasketed 
seals are not generally considered true hermetic 
seals. However, both semisealed and herme- 
tically sealed relays are used. There are ap- 
plications where a gasket type sealed relay may 
be adequate, but the true hermetically sealed 
type is generally considered to be more 
permanent. Besides being independent of 
environmental changes, the hermetically sealed 
relay also has the advantage of being protected 
from improper adjustments, 
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In general, the basic components of a relay 
are as follows: the coil or solenoid, the iron 
core, the fixed and movable contacts, and the 
mounting (and if sealed, the can). A manual 
switch, limit switch, or other small control de- 
vice starts and stops the flow of current to the 
magnet coil. The flow of electric current through 
the coil creates a strong magnetic field around 
and within the coil. This magnetic-field movesa 
clapper or plunger which completes the magnetic 
circuit. Figure 14-10 (A) shows a basic single 
coil clapper type relay. The dashed lines indicate 
the magnetic lines of flux. 


ROTARY 
ARMATURE 





BE. 
Figure 14-10.— Basic types of relays. 


The second basic type of relay is the rotary. 
(See fig. 14-10 (B).) Although this type of con- 
Struction is not as common as the clapper type, 
the rotary type һа5 greater vibration and shock 
resistance than the others. The disadvantage is 
that they are somewhat sluggish and require 
higher operating power for many purposes. The 
rotary relay operates on the principle of an 
electric motor, but through onlya smallarc. The 
problem ofhanging contacts on such a mechanism 
is a difficult one, and therefore the use of these 
devices is limited to applications where high 
Shock warrants the larger sizeand weight. When 
used with standard wafer switchassemblies, this 
type of relay provides a means for assemblinga 
switching device of any degree of complexity. 

Occasionally relays operating from an a-c 
supply are encountered. These a-c relays depend 
upon the same fundamental principles asthe d-c 
relay; that is, magnetic fields. When a.c. is ap- 
plied to an electromagnet, the current will pass 
through zero twice every cycle, Since the pull 
on the armature is proportional to the current 
through the electromagnet, the armature tends 
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to open every time the current nears zero, 
causing chatter. To remedy this, shading coils 
(sometimes called shaded poles) are used. 

A shading coil consists of copper band or 
stamping which is short-circuited and embedded 
around part of the electromagnet pole face. By 
being placed around part of the pole face, it acts 
as ashortedtransformer secondary. The current 
in the main coil lags the applied voltage by ap- 
proximately 90°, and the fluxisin phase with the 
current, The voltage ofthe shading coil is induced 
voltage and lags the current in the main coil by 
90°. Since the shading coil acts like a shorted 
secondary (resistive), the current in the shading 
coil is in phase with the induced voltage. There- 
fore, the magnetic field of the shading coil lags 
the magnetic field of the main coil by 90°. This 
means that flux will exist in the electromagnet 
even when the main coil current becomes zero, 
Thus, chattering is prevented. 

The arrangements of relay contacts аге found 
in many different forms, Usually the number and 
sequence of switching operations to be performed 
dictates the contact arrangement. 

It is often desirable to introduce time delays 
by use of relays. One methodistouse a thermal 
relay for a time delay. Due toits simple mecha- 
nism, it can be made very smallandhermetical- 
ly sealed, making it ideal for use in aircraft. 
Because the thermal relay is activated by heat, 
it can be used on either a.c. or d.c. 


Maintenance of Relays 


The relay is one ofthe most dependable elec- 
tromechanical devices in use, but like any other 
mechanical or electrical device, relays oc- 
casionally wear out or become inoperative for 
one reason or another. Should relay inspection 
determine that a relay has exceeded its safe life, 
the relay shouldbe removed immediately and re- 
placed with another ofthe same type. Care should 
be exercised in obtaining the same type replace- 
ment because relays are rated in voltage, 
amperage, type of service, number of contacts, 
continuous or intermittent duty, and similar 
characteristics. 


For spotting potential relay trouble during 
preventive maintenance, the following guides are 
suggested: check for charred or burned insula- 
tion on the relay and for darkened or charred 
terminal leads coming from the relay. Both of 
these indicate overheating. If there is even 
a slight indication that the relay has overheated 
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it should be replaced with a new relay ofthe 
same type. Ап occasional cause of relaytrouble 
is not the fault of the relay at all, but is due to 
Overheating caused by the power terminal con- 
nectors not being tight enough. This should al- 
ways be checked during preventive maintenance. 
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It is recommended that covers not be re- 
moved from semisealed relays in the field. Re- 
moval of a cover in the field, although it might 
give useful information to a trained eye, may 
result in entry of dust or other foreign material 
which may cause contact discontinuity. 


СНАРТЕК 15 
ELECTRICAL INDICATING INSTRUMENTS 


In the field of electricity, as in all the other 
physical sciences, accurate quantitative meas- 
urements are essential. This involves two im- 
portant items—numbers and units. Simplearith- 
metic is used in most cases, and the units are 
well-defined and easily under stood. The standard 
units of current, voltage, and resistance as well 
as other units are defined by the National Bureau 
of Standards. Atthe factory, various instruments 
are calibrated by comparing them with estab- 
lished standards. 

The technician commonly works with am- 
meters, voltmeters, ohmmeters, and electron- 
tube analyzers; but he may also have many 
occasions to use wattmeters, watt-hour meters, 
power-factor meters, synchroscopes, frequency 
meters, and capacitance-resistance-inductance 
bridges. 

Electrical equipments are designed to oper- 
ate at certain efficiency levels. To aid the 
technician in maintaining the equipment, tech- 
nical instruction books and sheets containing op- 
timum performance data, such as voltages and 
resistances, are prepared for each Navy equip- 
ment. | _ 

To the technician, a good understanding of the 
functional design and operation of electrical 
instruments is important. In electrical service 
work опе or more of the following methods are 
commonly used to determine if the circuits of 
an equipment are operating properly. 

1. Use an ammeter to measure the amount 
of current flowing ina circuit. 

2. Use a voltmeter to determine the voltage 
existing between two points in a circuit. 

3. Use an ohmmeter or megger (megohm- 
meter) to measure circuit continuity and total 
or partial circuit resistance. 

The technician may also find it necessary to 
employ a' wattmeter to determine the total 
POWER being consumed by certain equipments. 
If he wishes to measure the ENERGY consumed 
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by certain equipments or certain circuits, a 
watt-hour of kilowatt-hour meter is used. 

For measuring other quantities suchas power 
factor and frequency, the technician employs the 
appropriate instruments. Ineach сазе the 
instrument indicates the value of the quantity 
measured, and the technician interprets the in- 
formation in a manner that will help him under- 
stand the way the circuit is operating. 
Occasionally the technician will need to 
determine the value of a capacitor or aninductor. 
Inductance or capacitance bridges may be em- 
ployed for this purpose. 

A thorough understanding of the construction, 
operation, and limitations of electrical measur- 
ing instruments, coupled with the theory of 
circuit operation, is most essential in servicing 
and maintaining electrical equipment. 


DIRECT-CURRENT INSTRUMENTS 


In this chapter a discussion of both the d-c 
and a-c meters and measuring instruments is 
presented. The d-c type meters will be dis- 
cussed first since they are the simpler type. 
Some of the d-c meters may also be used for 
the measuring of a-c potentials. 


D’ARSONVAL METER 


The stationary permanent-magnet moving- 
coil meter is the basic movement used in most 
measuring instruments for servicing electrical 
equipment. This type of movement is com- 
monly called the D’Arsonval movement because 
it was first employed by the Frenchman 
D’Arsonval in making electrical measurements. 

The basic D’Arsonval movement consists 
of a stationary permanent magnet anda movable 
coil. When current flows through the coil the 
resulting magnetic fieldreacts with the magnetic 
field of the permanent magnet and causes the 
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coil to rotate. The greater theamount of current 
flow through the coil, the stronger the magnetic 
field produced; and the stronger this field, the 
greater the rotation of the coil. In order to de- 
termine the amount of current flow a means must 
be provided to indicate the amount of coil rota- 
tion. Either of two methods may be used—(1) the 
pointer arrangement, and (2) the light and mirror 
arrangement. In the pointer arrangement, one 
end of the pointer is fastened to the rotating coil 
and as the coil turns the pointer alsoturns. The 
other end of the pointer moves across a gradu- 
ated scale and indicates the amount of current 
flow. A disadvantage of the pointer arrangement 
is that it introduces the problem of coil balance, 
especially if the pointer is long. Anadvantage of 
this arrangement is that it permits overall 
simplicity. The use of a mirror and a beam of 
light Simplifies the problem of coil balance. 
When this arrangement is used to measure the 
turning of the coil, a small mirror is mounted on 
the supporting ribbon (fig. 15-1) and turns with 
the coil. An internal light source is directed to 
the mirror, and then reflected tothe scale of the 
meter. As the moving coil turns, so does the 
mirror, causing the light reflection to move over 
the scale of the meter. The movement of the 
reflection is proportional to the movement of 
the coil, thus the amount of current being 
measured by the meter is indicated. 
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Figure 15-1.—Simplified diagram of a galvano- 


meter. 
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A simplified diagram of one type of station- 
ary permanent-magnet moving-coil instrument 
is shown in figure 15-1. Such an instrument is 
commonly called a GALVANOMETER. The 
galvanometer indicates very small amounts (or 
the relative amounts) of current or voltage, and 
is distinguished from other instruments used 
for the same purpose in that the movable coil 
is suspended by means of metal ribbons instead 
of by means of a shaft and jewel bearings. 

The movable coil of the galvanometer in 
figure 15-1 is suspended between the poles of 
the magnet by méans of thin flat ribbons of 
phosphor bronze. These ribbons provide the con- 
ducting path for the current between the circuit 
under test and the movable coil. They also pro- 
vide the restoring force for the coil. The re- 
storing force, exerted bythetwist inthe ribbons, 
is the force against which the driving force of 
the coil's magnetic field (to be described later) 
is balanced in order to obtain a measurement 
of the current strength. The ribbons thus tend 
to oppose the motion of the coil, and will twist 
through an angle that is proportionalto the force 
applied to the coil by the action of the coil's 
magnetic field against the permanent field. The 
ribbons thus restrain or provide a counter force, 
for the magnetic force acting on the coil. When 
the driving force of the coil currentis removed, 
the restoring force returns the coil to its zero 
position. 

If a beam of light and mirrors are used, the 
beam of light is swept to the right or left across 
a central-zero translucent screen (scale) having 
uniform divisions. Ifa pointer is used, the pointer 
is moved in a horizontal plane to the right or 
left across a central-zero scale having uniform 
divisions. The direction in which the beam of 
light or the pointer moves depends on the di- 
rection of current through the coil. 

This instrument is used to measure minute 
current as, for example, in bridge circuits. In 
modified form, the basic D'Arsonval movement 
has the highest sensitivity of any of the various 
types of meters in use today. 


Operating Principle 


In order to understand the operating principle 
of the D'Arsonval meter it is first necessary to 
consider the force acting on a current-carrying 
conductor placed in a magnetic field. The magni- 
tude of the force is proportional to the product 
of the magnitudes of the current and the field 
strength. The field is established between the 
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poles of a U-shaped permanent magnet and is 
concentrated through the conductor by means of 
а soft-iron stationary member mounted between 
the poles to complete the magnetic circuit. The 
conductor is made movable by shaping it in the 
form of a closed loop and mounting it between 
fixed pivots so that it is free to swing about the 
fixed iron member between the poles of the 
magnets. A convenient method of determining the 
direction of motion of the conductor isby the use 
of the RIGHT-HAND MOTOR RULE FOR ELEC- 
TRON FLOW (fig. 15-2). 

To find the direction of motion of a conductor, 
the thumb, first finger, and second finger of the 
right hand are extended at right angles to each 
other, as shown. The first finger is pointed in 
the direction of the flux (toward the south pole) 
and the second finger is pointed in the direction 
of electron flow in the conductor. The thumb 


then points in the direction of motion of the 
conductor with respect to the field. The con- 


ductor, the field, and the force are mutually 
perpendicular to each other. 

The force acting on a current-carrying con- 
ductor ina magnetic fieldis directly proportional 
to the field strength of the magnet, the active 
length of the conductor, and the intensity of the 
electron flow through it. 

In the D'Arsonval type meter, the length of 
the conductor is fixed and the strength of the 
field between the poles of the magnet is fixed. 
Therefore, any change inI causesa proportionate 
change in the force acting on the coil. 

The principle of the D'Arsonval movement 
may be more clearly shown by the use of the 
simplified diagram (fig. 15-3) of the D’Arsonval 
movement commonly used in d-c instruments. 
In the diagram, only one turn of wire is shown; 





BE.248 


Figure 15-2.—Right-hand motor rule. 
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however, in an actual meter movement many 
turns of fine wire would be used, each turn 
adding more effective length to the coil. The 
coil is wound on an aluminum frame or bobbin, 
to which the pointer is attached. Oppositely 
wound’ hairsprings (one of which is shown in 
fig. 15-3), are also attached to the bobbin, one 
at either end. Thecircuittothe coilis completed 
through the hairsprings. In addition to serving 
as conductors, the hairsprings serve as the re- 
storing force that returns the pointer tothe zero 
position when no current flows. 
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Figure 15-3.—D'Arsonval movement. 


As has been stated, the deflecting force is 
proportional to the current flowing in the coil. 
The deflecting force tends to rotate the coil 
against the restraining force of the hairsprings. 
The angle of rotation is proportional tothe force 
that the springs exert against the moving coil 
(within the elastic limit of thé spring). When the 
deflecting force and the restraining force are 
equal, the coil and the pointer cease to move. 
Because the restoring force is proportional to 
the angle of deflection, it follows that the driving 
force, and the current in the coil, are propor- 
tional to the angle of deflection. When current 
ceases to flow in the coil, the driving force 
ceases, and restoring force of the springs 
returns the pointer to the zero position. 

If the current through the single turn of wire 
is in the direction indicated (away from the 
observer on the right-hand side and toward the 
observer on the left-hand side), the direction 
of force, by the application of the right-hand 
motor rule, is upward on the left-hand side 
and downward on the right-hand side. The di- 
rection of motion of the coil and pointer is clock- 
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wise. If the current is reversed in the wire, the 
direction of motion of the coil and pointer is 
reversed. 

A detailed view of the basic D’Arsonval 
movement, as commonly employed inammeters 
and voltmeters, is shown in figure 15-4. This 
instrument is essentially a MICROAMMETER 
because the current necessary to activate it is 
of the order of 1 microampere. The principle 
of operation is the same as that ofthe simplified 
versions discussed previously. The iron coreis 
rigidly supported between the pole pieces and 
serves to concentrate the flux in the narrow 
space between the iron core and the pole piece— 
in other words, in the space through which the 
coil and the bobbin moves. Current flows into 
one hairspring, through the coil, and out of the 
other hairspring. The restoring force of the 
Spiral springs returns the pointer tothe normal, 
or Zero, position when the current through the 
coil is interrupted. Conductors connect the hair- 
springs with the outside terminals of the meter. 

If the instrument is not damped—that is, if 

friction or some other type of loss is not 
introduced to absorb the energy of the moving 
element—the pointer will oscillate for a long 
time about its final position before coming to 
rest. This action makes it nearly impossible to 
obtain a reading and some form of damping is 
necessary to make the meter practicable. 
Damping is accomplished in many D’Arsonval 
movements by means of the motion of the 
aluminum bobbin upon which the coil is wound. 
As the bobbin oscillates in the magnetic field, 
aii e.m.f. is induced in it becauseit cuts through 
the lines of force. Therefore, according to Lenz’s 
law, induced currents flow in the bobbin in such 
a direction as to oppose the motion, and the 
bobbin quickly comes to rest inthe final position 
after going beyond it only once. 
. In addition to factors such as increasing the 
flux density in the air gap, the overall sensitivity 
of the meter can be increased by the use of a 
lightweight rotating assembly (bobbin, coil, and 
pointer) and by the use of jewel bearings as 
shown in figure 15-4 (B). 

While D’Arsonval-type galvanometers are 
useful in the laboratory for measurements of 
extremely small currents, theyare not portable, 
compact or rugged enough for use in the mainte- 
nance of military equipment. The Weston meter 
movement is used instead. 

The Weston meter uses the principles of the 
D’arsonval galvanometer, but it is portable, 
compact, rugged and easy to read. Inthe Weston 
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Figure 15-4,— Detailed view of basic 
D'Arsonval movement, 


meter the coil is mounted on a shaft fitted be- 
tween two permanently mounted jewel bearings. 
A lightweight pointerisattachedtoandturns with 
the coil; the pointer indicates theamount of cur- 
rent flow, Figure 15-5 (A) illustratesthis move- 
ment. 

Balance springs on each end ofthe shaft exert 
opposite turning forces on the coil. By adjusting 
the tension of one spring, the meter pointer may 
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be adjusted to read zero on the meter scale. 
Since temperature change affects both coil 
Springs equally, this factor can be discounted. 
As the meter coil turns, one spring tightens to 
provide a restoring force; at the same time the 
other spring releases its tension. In addition to 
providing tension, the springs are also used as 
conductors to carry current from the meter 
terminals to the moving coil. 

In order that the turning force will increase 
uniformly as the current increases, the horse- 
Shoe magnet poles are shaped to form semi- 
circles. The amount of current required to turn 
the meter pointerto full- scale deflection depends 
upon the magnets strength and the number of 
turns of wire in the moving coil. Thisamount of 
current is the ammeter's MAXIMUM ALLOW- 
ABLE AMOUNT. A further increase of meter 
current would damage the meter. 


AMMETER 


The small size of the wire with which an am- 
meter’s movable coil is wound places severe 
limits on the current that may be passedthrough 
the coil. Consequently, the basic D'Arsonval 
movement discussedthus far may be usedto indi- 
cate or measure only very small currents—for 
example, microamperes (10-6 amperes) or mil- 
liamperes (10-3 amperes), depending on meter 
sensitivity, 

To measure a larger current, a shunt must be 
used with the meter. A shunt is à heavy low- 
resistance conductor connected across the meter 
terminals to carry most ofthe load current, This 
Shunt has the correct amount of resistance to 
cause only a small part of the total circuit cur- 
rent to flow through the meter coil. The meter 
current is proportional to the load current, If the 
Shunt is of such a value that the meter is cali- 
brated in milliamperes, the instrument is called 
a MILLIAMMETER. Ifthe shunt is of sucha value 
that the meter is calibrated in amperes, it is 
called an AMMETER. 

A single type of standard meter movement is 
generally used in all ammeters, no matter what 
the range of a particular meter. For example, 
meters with working ranges of zero to 10 am- 
peres, zero to 5 amperes, or zero to 1 ampere 
all use the same galvanometer movement. The 
designer of the ammeter simply calculates the 
correct shunt resistance required to extend the 
range of the 1-milliampere meter movement to 
measure any desired amount of current. This 
shunt is then connected across the meter 
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Figure 15-5.—Weston ammeter employing D’Arsonval principle in its movement. 


terminals. Shunts may be located inside the 
meter case (internal shunt) or somewhere away 
from the meter (external shunt), with leads going 
to the meter. An external shunt arrangement is 
shown in figure 15-5 (A). Some typical external 
shunts are shown in part (C). 

The shunt strips are usually made of man- 
ganin; an alloy having an almost zero tempera- 
ture coefficient of resistance. The ends of the 
shunt strips are embedded in heavy copper blocks 
to which are attached the meter coil leads and 
the line terminals. To insure accurate readings, 
the meter leads for a particular ammeter should 
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not be used interchangeably with those for a 
meter of a different range. Slight changes in 
lead length and size may vary the resistance of 
the meter circuit and thus its current, and may 
cause an incorrect meter reading. External 
shunts are generally used where currents great- 
er than 50 amperes must be measured. 

It is important to select a suitable shunt 
when using an external shunt ammeter so that 
the scale indication is easily read. For example, 
if the scale has 150 divisions and the load cur- 
rent to be measured is known to be between 50 
and 100amperes, a 150-ampere shunt is suitable. 
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If the scale deflection is 75 divisions, the load 
current is "5 amperes, the needle will deflect 
half-scale when using the same 150-ampere 
shunt. 

A shunt having exactly the same current 
rating as the estimated normal load current 
Should never be selected because any abnormal- 
ly high load would drive the pointer off scale 
and might damage the movement, A good choice 
would bring the needle somewhere near the mid- 
scale indication, when the load is normal. 


EXTENDING THE RANGE BY USE 
OF INTERNAL SHUNTS 


For limited current ranges (below 50 am- 
peres), internal shunts are most often employed. 
In this manner the range of the meter maybe 
easily changed by selecting the correct internal 
shunt having the necessary current rating. Be- 
fore the required resistance ofthe shunt for each 
range can be calculated, the resistance of the 
meter movement must be known. 

For example, suppose it is desired to use a 
100-microampere D'Arsonval meter having a 
resistance of 100 ohms to measure line currents 
up to 1 ampere. The meter deflects full scale 
when the current through the 100-ohm coil is 
100 microamperes. Therefore, the voltage drop 
across the meter coil is IR, or 


0.0001 x 100 = 0.01 volt 


Because the shunt and coil are in parallel, 
the shunt must also have a voltage drop of 0.01 
volt. The current that flows through the shunt is 
the difference between the full-scale meter cur- 
rent and the line current, Inthis case, the meter 
current is 100 x 10-6, or 0.0001 ampere. This 
current is negligible compared with the line 
(shunt) current, so the shunt current is approx- 
imately 1 ampere. The resistance, Rs, of the 
shunt is therefore 


E 0.01 
I^ 1 


and the range ofthe 100- microampere meter has 
been increased to 1 ampere by paralleling it with 
the 0.01-ohm shunt. 

The 100-microampere instrumont may also 
be converted to a 10-ampere meter by the use 
of a proper shunt. For full-scale deflection of the 
meter the voltage drop, E, across the shunt (and 
across the meter) is still 0.01 volt. The meter 
current is again considered negligible, and the 


в = 


0.01 ohm (approx.) 
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shunt current is now approximately lOamperes. 
The resistance, Rs, of the shunt is therefore 


E 0.01 
Rs = т = 19 = 0.001 ohm 


The same instrument may likewise be con- 
verted to a 50-ampere meter by the use of the 
proper type of shunt. The current, Ig, through 
the shunt is approximately 50 amperes and the 
resistance, Rs, of the shunt is 
E 0.01 
L^ 50 ^ 0.0002 ohm 

Various values of shunt resistance may be 
used, by means of a suitable switching arrange- 
ment, to increase the number of current ranges 
that may be covered bythe meter. T'wo switching 
arrangements are shown in figure 15-6. Figure 
15-6 (A), is the simpler ofthe twoarrangements 
from the point of view of calculatingthe value of 
the shunt resistors when a number of shunts are 
used. However, it has two disadvantages: 

1. When the switch is moved from one shunt 
resistor to another the shunt is momentarily re- 
moved from the meter and the line current then 
flows through the meter coil. Evena momentary 
surge of current could easily damage the coil. 
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Figure 15-6.—Ways of connecting internal 
shunts. 


2. The contact resistance—that is, the re- 
sistance between the blades of the switch when 
they are in contact—is in series with the shunt 
but not with the meter coil. In shunts that must 
pass high currents the contact resistance be- 
comes an appreciable part of the total shunt 
resistance. Because the contact resistance is of 
a variable nature, the ammeter indication may 
not be accurate. i 
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A more generally accepted method of range 
switching is shown in figure 15-6 (B). Although 
only two ranges are shown, as many ranges as 
needed can be used. In this type of circuit the 
range selector switch contact resistance is ex- 
ternal to the shunt and meter in each range po- 
sition, and therefore has no effect on the ac- 
curacy of the current measurement, 


CURRENT - MEASURING INSTRUMENTS 
MUST ALWAYS BE CONNECTED IN SERIES 
WITH A CIRCUIT AND NEVER IN PARALLEL 
WITH IT. If an ammeter were connected across 
a constant-potential source of appreciable volt- 
age the shunt would become a short circuit, and 
the meter would burn out. 

If the approximate value of current in a cir- 
cuit is not known, it is best to start with the 
highest range of the ammeter and switch to 
progressively lower ranges until a suitable 
reading is obtained. 


Most ammeter needles indicate the magnitude 
of the current by being deflected from left to 
right. If the meter is connected with reversed 
polarity, the needle will be deflected backwards, 
and this action may damage the movement, Hence 
the proper polarity should be observed in con- 
necting the meter in the circuit, That is, the 
meter should always be connected so that the 
electron flow will be into the negative terminal 
and out of the positive terminal. 

Figure 15-7 shows various circuit arrange- 
ments; the ammeter or ammeters are properly 
connected for measuring current in various 
portions of the circuits. 


VOLTMETER 


The 100-microampere D’Arsonval meter 
used as the basic meter for the ammeter may 
also be used to measure voltage if a high re- 
sistance is placed in series with the moving coil 
of the meter. For low-range instruments, this 
resistance is mounted inside the case with the 
D'Arsonval movement and typically consists of 
resistance wire having a low temperature co- 
efficient and wound either on spools or card 
frames. For higher voltage ranges, the series 
resistance may be connected externally. When 
this is done the unit containing the resistance is 
commonly called a MULTIPLIER. 

A simplified diagram of a voltmeteris shown 
in figure 15- 8(A). The resistance coils are treat- 
ed in such a way that a minimum amount 
of moisture will be absorbed by the insulation. 
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Moisture reduces the insulation resistance and 
increases leakage currents, which cause incor- 
rect readings. Leakage currents through the in- 
sulation increase with length of resistance wire 
and become a factor that limits the magnitude of 
voltage that may be measured, An externalview 
of a voltmeter is shown in figure 15-8 (B). 


Extending the Range 


The value of the necessary series resistance 
is determined by the current required for full- 
Scale deflection of the meter and by the range 
of voltage to be measured, Because the current 
through the meter circuit is directly proportional 
to the applied voltage, the meter scale can be 
calibrated directly in volts for a fixed series re- 
sistance. 


For example, assume that the basic meter 
(microammeter) is to be made into a voltmeter 
with a full-scale reading of 1 volt. The coil re- 
sistance of the basic meter is 100 ohms, and 
0.0001 ampere (100 microamperes) causes a 
full-scale deflection. The total resistance, R, of 
the meter coil and the Series resistance is 


1 
= 0.0001 


E 
R=7 





= 10,000 ohms 


and the series resistance alone is 


Rg = 10,000 - 100 = 9,900 ohms 


Multirange voltmeters utilize one meter 
movement with the required resistances con- 
nected in series with the meter by a convenient 
switching arrangement. A multirange voltmeter 
with three ranges is shown in figure 15-9, The 
total circuit resistance for each of the three 
ranges beginning with the l-volt range is: 


E 1 
R= т^ 100 0.01 megohm 
= 100 = 1 megohm 
100 
1,000 
= 2S = 
100 10 megohms 
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Figure 15-7.—Proper ammeter connections, 


VOLTAGE - MẸASURING INSTRUMENTS 
ARE CONNECTED ACROSS (IN PARALLEL 
WITH) A CIRCUIT. If the approximate value of 
the voltage to be measured is not known, it is 
best to start with the highest range of the volt- 
meter and Progressively lower the range until 
a suitable reading is obtained. 

In many cases, the voltmeter is not a central- 
Zero indicating instrument. Thus, itis necessary 
to observe the proper polarity when connecting 
the instrument to the circuit, as is the case in 
connecting the d-c ammeter. The positive ter- 
minal of the voltmeter is always connected to 
the positive terminal of the source, and the neg- 
ative terminal to the negative terminal of the 
source when the source voltage is being 
measured, In any case, the voltmeter is con- 
nected so that electrons will flow into the negative 
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terminal and out of the positive terminal of the 
meter. 


Influence in a Circuit 


The function of a voltmeter is to indicate the 
potential difference between two points in a cir- 
cuit. When the voltmeter is connected across a 
circuit, it shunts the circuit. If the voltmeter 
has low resistance it will draw an appreciable 
amount of current. The effective resistance of 
the circuit will be lowered andthe voltage reading 
will consequently be lowered. 


When voltage measurements are made in 
high- resistance circuits, it is necessarytousea 
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Figure 15-8,.—Simplified voltmeter circuit. 


high-resistance voltmeter to prevent the shunt- 
ing action of the meter. The effect is 
less noticeable in low-resistance circuits be- 
cause the shunting effect is less. 


Sensitivity 


The sensitivity of a voltmeter is given in 
ohms per volt,( 9 /E), and may be determined 
by dividing the resistance Rm, of the meter 
plus the series resistance, Rs, by the full-scale 
reading in volts, Thus, 

Rm + Rs 


sensitivity - E 
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This is the same as saying that the sensitivity 
is equal to the reciprocal of the current (in 
amperes)—that is, 








ohms 1 1 
PERS yy volts volts ` amperes 
ohms 
Thus, the sensitivity of a 100-microampere 


movement is the reciprocal of 0.0001 ampere, 
or 10,000 ohms per volt. 
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value that is within 1 percent of the correct 
value, The statement means that if the correct 
value is 100 units, the meter indication may be 
anywhere within the range of 99 to 101 units. 


ELECTRODYNAMOMETER 


i volt [100 VOLT TYPE METER 


Ц П 
t-Oll V- 


IOBO VOLT The electrodynamometer-type meter differs 


from the galvanometer-type meter in that no 
permanent magnet is used. Instead, two fixed 
coils are utilized to produce the magnetic field, 
Two movable coils are also used in this type 
meter. 

The two fixed coils are connected in series 
and positioned coaxially, with a space between 
them. The two movable coils are also positioned 
coaxially, and are connected in series. The two 
pairs of coils (fixed pair and movable pair) are 
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BE.255 further connected in series with each other. The 
Figure 15-9.—Multirange voltmeter. movable-coil unit is pivot-mounted between the 
fixed coils. 

Table 15-1 shows how the sensitivity of This meter arrangement is illustrated in 

permanent-magnet movable-coil voltmeters has figure 15-10. 
been increased over many years of manufacture. The central shaft on which the movable coils 
The table indicates the sensitivity of a Oto 150- are mounted is restrained by spiral springs 
volt voltmeter, its resistance, and the current which hold the pointer at zero when no current 
requiréd to produce a full-scale deflection. is flowing through the coil. These springs also 


Table 15-1.—Increase in sensitivity in voltmeters. 


| 
Current to deflect full scale 


Before 1924. ...... 10 ohms per volt 1.5 k- ohms 





After 1924........ 100 ohms per volt 


20,000 ohms per volt 
200,000 ohms per volt 


| 1,000 ohms per volt 


The sensitivity has been increased by in- Serve as conductors for delivering current to 
creasing the strength of the permanent mag- the movable coils. Since these conducting springs 
net, by using lighter weight materials for the are very small, the meter cannot carry a very 
moving element (consistent with increased heavy current. 
number of turns on the coil), and by using sap- When used as a voltmeter, no difficulty in 
phire jewel bearings to support the moving coil. construction is encountered, because the current 

required is not more than 0.1 ampere. This 
Accuracy amount of current can be brought in and out of 
the moving coil through the springs. When the 

The accuracy of a meter is generally ex- electrodynamometer is used as a voltmeter, its 
pressed in percent. For example, а meter that internal connections and construction are as 
has an accuracy of 1 percent will indicate a shown in figure 15-11 (A). The fixed coils a and 
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Figure 15-10.—Inside construction of an 
electrodynamometer. 


b are wound with fine wire, since the current 
through them willbe no more than 0.1 ampere. 
They are connected directly in series with the 
movable coil c and the series current-limiter 
resistance. For ammeter applications, however, 
a special type construction must be used, be- 
cause the large currents that flow through the 
meter cannot be carried through the moving 
coils. 

In the ammeter, the stationary coils a and b 
of figure 15-11 (B), are generally wound of 
heavier wire, to carry up to 5 amperes. 
In parallel with the moving coils is an inductive 
shunt, which permits only a small part ofthe total 
current to flowthrough the moving coil. This cur- 
rent through the moving coilis directly propor- 
tional to the total current through the instrument. 
The shunt has the same ratio of reactance to re- 
sistance as has the moving coil, thus the 
instrument will be reasonably correct at 
all frequencies with which it is designed to be 
used. 

The meter is mechanically dampedby means 
of aluminum vanes that move in enclosed air 
chambers. Although electrodynamometer type 
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Figure 15-11.—Circuit arrangement of electro- 
dynamometer type meter. (A) Voltmeter; (B) 
ammeter. 


meters are very accurate, they do not have the 
sensitivity of the D’Arsonval type meter, For 
this reason they are not widely used outside the 
laboratory. 


METERS USED FOR 
MEASURING RESISTANCE 


The two instruments most commonly used 
to check the continuity, or to measure the re- 
sistance of a circuit or circuit element, are the 
OHMMETER and the MEGGER (megohmmeter). 
The ohmmeter is widely used to measure re- 
sistance and check the continuity of electrical 
circuits and devices. Its range usually extends 
to only a few megohms. The megger is widely 
used for measuring insulation resistance, such 


BASIC ELECTRICITY 
se 


as between a wire and the outer surface of its 
insulation, and insulation resistance of cables 
and insulators. The range of a megger may 
extend to more than 1,000 megohms. 


Ohmmeter 


The ohmmeter consists of a d-c milliam- 
meter, which was discussed earlier in this 
chapter, with a few added features. The added 
features are: 

1. A d-c source of potential (usually a 3- 
volt battery). 

2. One or more resistors (one of which is 
variable). A simple ohmmeter circuit is shown 
in figure 15-12. 
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Figure 15-12.—Simple ohmmeter circuit. 


The ohmmeter's pointer deflection is con- 
trolled by the amount of battery currentpassing 
through the moving coil. Before measuring the 
resistance of an unknown resistor or electrical 
circuit, the test leads of the ohmmeter are first 
Shorted together, as shown in figure 15-12. With 
the leads shorted the meter is calibrated for 
proper operation on the selected range. (While 
the leads are shorted meter current is maximum 
and the pointer deflects a maximum amount, 
Somewhere near the zero position on the ohms 
scale.) When the variable resistor (rheostat) is 
adjusted properly, with the leads shorted, the 
pointer of the meter will come to rest exactly 
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on the zero graduation. This indicates ZERO 
RESISTANCE between the test leads, which in 
fact are shorted together. The zero readings of 
series-type ohmmeters are sometimes on the 
right-hand side of the scale, whereas the zero 
reading for ammeters and voltmeters is gen- 
erally to the left-hand side of the scale. When 
the test leads of an ohmmeter are Separated, 
the pointer of the meter will return to the left 
side of the scale, due to the interruption of cur- 
rent and the spring tensionacting on the movable 
coil assembly. 

After the ohmmeter is adjusted for zero read- 
ing, it is ready to be connected in a circuit to 
measure resistance. A typical circuit and ohm- 
meter arrangement is shown in figure 15-13. 
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Figure 15-13.—Measuring circuit resistance 
with an ohmmeter. 


The power switch of the circuit to be meas- 
ured should always be in the OFF position. This 
prevents the circuit’s source voltage from being 
applied across the meter, which could cause 
damage to the meter movement. 

The test leads of the ohmmeter are con- 
nected across (in series with) the circuit to be 
measured. (See fig. 15-13.) This causes the cur- 
rent produced by the meter’s 3-volt battery to 
flow through the circuit being tested. Assume 


Chapter 15—ELECTRICAL INDICATING INSTRUMENTS 





that the meter test leads are connectedat points 
a and b of figure 15-13. The amount of current 
that flows through the meter coil will depend on 
the resistance of resistors, Rj and R2, plus the 
resistance of the meter. Since the meter has 
been preadjusted (zeroed), the amount of coil 
movement now depends solely on the resistance 
of В] and R2. The inclusion of Rj and R2 raised 
the total series resistance, decreased the cur- 
rent, and thus decreased the pointer deflection. 
The pointer will now come to rest at a scale 
figure indicating the combined resistance of R1 
and Rg. If Rj or R2, or both, were replaced with 
a resistor(s) having a larger ohmic value, the 
current flow inthe moving coil ofthe meter would 
be decreased still more. The deflection would 
also be further decreased, and the scale indi- 
cation would read a still higher circuit re- 
sistance. Movement of the moving coil is pro- 
portional to the amount of current flow. The scale 
reading of the meter, in ohms, isinversely pro- 
portional to current flow in the moving coil. 

The amount of circuit resistance to be meas- 
ured may vary over a wide range. In some cases 
it may be only a few ohms, and in others it may 
be as great as 1,000,000 ohms. To enable the 
meter to indicate any value being measured, with 
the least error, scale multiplication features are 
incorporated in most ohmmeters. For example, 
a typical meter will have four test lead jacks, 
marked as follows—COMMON, R x 1, R x 10, 
and R x 100. The jack marked COMMON is con- 
nected internally through the battery to one side 
of the moving coil of the ohmmeter. The jacks 
marked R x 1, R x10,andR x 100 are connected 
to three different size resistors located within 
the ohmmeter. This is shown in figure 15-14. 

Some ohmmeters are equipped with a selector 
switch for selecting the multiplication scale 
desired, so that only two test lead jacks are 
necessary. Other meters have a separate jack for 
each range, as shown in figure 15-14, The range 
to be used in measuring any particular unknown 
resistance (Rx in fig. 15-14) depends on the ap- 
proximate ohmic value of the unknown re- 
sistance. For instance, assume the ohmmeter 
scale in figure 15-14 is calibrated in divisions 
from zero to 1,000. If Rx is greater than 1,000 
ohms, and the R x 1 range is being used, the 
ohmmeter cannot measure it. This occurs be- 
cause the combined series resistance of resistor 
R x 1 and Rx is toogreatto allow sufficient bat- 
tery current to flow to deflect the pointer away 
from infinity (œ). The test lead would have to 
be plugged into the next range, R x 10. With this 
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Figure 15-14.—Ohmmeter with multiplication 
jacks. 


done, assume the pointer deflectsto indicate 375 
ohms. This would indicate that Rx has 375 x 10 
= 3,750 ohms resistance. The change of range 
caused the deflection because resistor R x lOhas 
only 1/10 the resistance of resistor R x1. Thus, 
selecting the smaller series resistance permit- 
ted a battery current of sufficient amount to cause 
a useful pointer deflection, If the R x 100 range 
were used to measure the same 3,750-ohm re- 
Sistor, the pointer would deflect still further, to 
the 37.5 ohm position. This increased deflection 
would occur because resistor R x 100 has only 
1/10 the resistance of resistor R x 10. 

The foregoing circuit arrangement allows the 
same amount of current to flow through the 
meter's moving coil whether the meter measures 
10,000 ohms on the R х1 scale, or 100,000 ohms 
on the R x 10 scale, or 1,000,000 ohms on the 
R x 100 scale. 

It always takes the same amount of current 
to deflect the pointer to a certain position on the 
Scale (midscale position for example), regard- 
less of the multiplication factor being used. Since 
the multiplier resistors are of different values, 
it is necessary to ALWAYS ''zero"' adjust the 
meter for each multiplication factor selected. 
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The operator of the ohmmeter should select the 
multiplication factor that will result in the 
pointer coming to rest as near as possible to 
the midpoint of the scale. Thisenablesthe oper- 
ator to read the resistance more accurately, 
because the scale readings are more easily in- 
terpreted at or near midpoint. 


Megger 


An ordinary ohmmeter cannot be used for 
measuring resistance of multimillions of ohms, 
Such as conductor insulation. To adequatelytest 
for insulation breakdown, it is necessary to use 
a much higher potential than is furnished by an 
ohmmeter's battery. This potential is placed 
between the conductor and the outside surface 
of the insulation. 

An instrument called a MEGGER (megohm- 
meter) is used for these tests. The megger 
(fig. 15-15 (A)) is a portable instrument con- 
sisting of two primary elements—(1) a hand- 
driven d-c generator, G, which supplies the 
necessary voltage for making the measurement, 
and (2) the instrument portion, which indicates 
the value of the resistance being measured, The 
instrument portion is of the opposed-coil type 
as shown in figure 15-15 (A). Coils a and b are 
mounted on the movable member c with a fixed 
angular relationship to each other, and are free 
to turn as a unit ina magnetic field. Coil b tends 
to move the pointer counterclockwise, and coil 
a clockwise. 

Coil a is connected in series with R4 and the 
unknown resistance, R,, to be measured. The 
combination of coil Ез, and Ry form a direct 
Series path between the positive (*) and nega- 
tive (-) brushes of the d-c generator. Coil b is 
connected in series with Rg and this combina- 
tion is also connected across the generator. 
There are no restraining springsonthe movable 
member of the instrument portion ofthe megger. 
Therefore, when the generator is not operated, 
the pointer floats freely and may come to rest 
at any position on the scale. 

The guard ring intercepts leakage current, 
Any leakage currents intercepted are shunted 
to the negative side of the generator. They do 
not flow through coil a; therefore, they do not 
affect the meter reading. 

If the test leads are open-circuited, no cur- 
rent flows in coil a. However, current flows 
internally through coil b, and deflects the pointer 
to infinity, which indicatesa resistancetoo large 
to measure. When a resistance such as Rx is 
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connected between the test leads, current also 
flows in coila, tending to move the pointer clock- 
wise. At the same time, coil b still tends to move 
the pointer counterclockwise. Therefore, the 
moving element, composed of both coils and the 
pointer, comes to rest at a position at which the 
two forces are balanced. This position depends 
upon the value of the external resistance, which 
controls the relative magnitude of current in coil 
a. Because changes in voltage affect both coila 
and coil b in the same proportion, the position of 
the moving system is independent ofthe voltage. 
If the test leads are short-circuited, the pointer 
rests at zero because the current in a is rela- 
tively large. The instrument is not injured un- 
der the circumstances because the current is 
limited by R3. 

The external view of one type of megger is 
shown in figure 15-15 (B). 

Meggers provided aboard ship usually are 
rated at 500 volts. To avoid excessive test volt- 
ages, most meggers are equipped with friction 
clutches, When the generator is cranked faster 
than its rated speed, the clutch slips and the 
generator speed and output voltage are not 
permitted to exceed their rated values. For ex- 
tended ranges, a  1,000-volt generator is 
available. When extremely high resistances—for 
example, 10,000 megohms or more—are to be 
measured, a high voltage is needed to cause 
sufficient current flow to actuate the meter 
movement, 


MULTIMETER 


The MULTIMETER isa multipurpose instru- 
ment that can measure resistance, voltage, or 
current, It contains one milliammeter. The face 
of the instrument has separate graduated scales 
to indicate thethree valuesthat can be measured. 
Figure 15-16 shows а multimeter that is widely 
used in the Navy today. 

The front panel of the multimeter is 
constructed and labeled in such a way that all 
functions are self explanatory. One pin jack 
marked -DC + AC OHMS is commonto allfunc- 
tions and ranges. One test leadisalways plugged 
into this common jack andthe remaining lead into 
the jack marked for the particular function or 
range desired. The internal circuit arrangement 
of the meter is controlledby means of the FUNC- 
TION switch. This switch selects the proper 
circuit elements for the type of measurement 
desired. The desired voltage, current or ohm- 
meter range is determined by the combined 
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Figure 15-15.—(A) Megger internal circuit; (B) external view of megger. 


action of positioning the function and range 
switches and selecting certain pin jacks. The 
range switch selects the resistance or current 
range and the pin jacks select the voltage range. 
The function switch selects the type of operation 
to be performed. Separate pin jacks are pro- 
vided for ohms and for the 10-ampere range. 
A CASE GROUND jack is connected directly to 
the cast aluminum case. 

The meter panel contains the following 
operating controls: 


1, FUNCTION SWITCH. This isa sixposition 
rotary switch which is clearly marked with the 
type of measurement to be taken. It is located 
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in the lower left-hand corner of the front panel. 

2. SELECTOR SWITCH, This is a twelve 
position switch used in selecting one of five re- 
Sistance ranges or one of seven current ranges. 
This switch is located in the lower right-hand 
corner of the front panel, An additional current 
range (10 amperes) is brought out to a separate 
pin jack, because ofthe magnitude ofthe current. 

3. OHMS ZERO ADJ. This control is a 
rheostat used to zero the pointer on the ohm- 
meter. With the test leads shorted the rheostat 
is turned until the pointer comes to restat zero. 
The rheostat also serves to compensate for var- 
iations in battery voltage, and is located in the 
lower center section of the front panel. 
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Figure 15-16.— Multimeter. 


The following operational procedures should 
be used when making measurements with the 
meter. 


l. A-C VOLTS MEASUREMENTS. Turn 
FUNCTION switch to AC VOLTS. Plug one test 
lead into the + AC jack. Plugthe other lead into 
the desired 1,000 OHMS PER VOLT jack. 


2. OHMS MEASUREMENTS. Turn FUNC- 
TION switch to OHMS. Plug leads into the two 
OHMS jacks, Turn the range switch to the de- 
sired resistance range. Short the two test leads 
together and set the indicator pointer to zero 
ohms (top scale on the indicator) by rotating the 
OHMS ZERO ADJ. 


3. D-C CURRENT MEASUREMENT. Turn 
FUNCTION switch to DC CURRENT. Plug the 
black test lead into the -DC jack. For ranges 
from 250 microamperes to 2.5 amperes full 
scale, plug the red lead into the jack marked 
+ DC current, Use the jack marked +10 AMPS 
ONLY for current reading between 2.5 amperes 
and 10 amperes range. 

4. D-C VOLTS MEASUREMENTS at 1,000 
OHMS PER VOLT. Turn the FUNCTION switch 
to 1,000 Q/VDC. Plug the black lead into the 
-DC jack. Plug the red lead into the desired 
range jack. 

9. D-C VOLTS MEASUREMENTS at 20,000 
OAMS PER VOLT, An indicator reversing po- 
sition is available on the 20,000 ohms per volt 
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measurements and is selected by indexing the 
FUNCTION switch to DIRECT or REVERSE. 
This permits measurement of voltage, either 
positive or negative in polarity, while still 
keeping the instrument case and the common 
d-c input jack at the same potential as the 
chassis of the device under check. Accordingly, 
the following procedure should always be fol- 
lowed when using the 20,000 ohms per volt 
ranges, particularly where the 1,000 or 5,000 
volt ranges are used. 

a. Plug the black lead into the -DC jack. 

b. Connect the other end of the black lead 
solidly to the chassis or exposed metal part of 
the device under check. 

c. Turn the FUNCTION switch to ‘‘20,000 
Q /VDC DIRECT” if the voltage tobe measured 
is positive with respect to chassis. 

d. Turn the FUNCTION switch to REVERSE 
if the voltage is expected to be negative with 
respect to chassis. 

NOTE: The CASE GROUND jack is connected 
directly to the metal case. It is not connected to 
any partofthe multimeter circuit. For protection 
of operating personnel it should be jumpered to 
an earth or common ground. 


MOVING IRON-VANE METER 


The moving iron-vane meter is another basic 
type of meter. Unlikethe D'Arsonval-type meter, 
which employs permanent magnets, the moving 
iron-vane meter depends on induced magnetism 
for its operation. It employs the principle of 
repulsion between two concentric iron vanes, one 
fixed and one movable, placed inside a coil, as 
Shown in figure 15-1" (A). A pointer is attached 
to the movable vane. 

When current flows through the coil, the two 
iron vanes become magnetized with north poles 
at their upper endsand south polesattheir lower 
ends for one directionof current through the coil, 
as shown in the figure. Because like poles repel, 
the unbalanced component of force tangent to the 
movable element causes it to turn against the 
force exerted by the springs. 

The movable vane is rectangular in shape, and 
the fixed vane is tapered. This design permits 
the use of a relatively uniform scale. 

When no current flows through the coil, the 
movable vane is positioned so that it isopposite 
the larger portion of the tapered fixed vane, and 
the scale reading is zero. The amount of mag- 
netization of the vanes depends on the strength 
of the field, which inturn, depends onthe amount 
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of current flowing through the coil. The force of 
repulsion is greater opposite the larger end of 
the fixed vane than it is nearer the smaller end. 
Therefore, the movable vane moves toward the 
smaller end through anangle that is proportional 
to the magnitude of the coil current. The move- 
ment ceases when the force of repulsion is 
balanced by the restoring force of thé spring. 

Because the repulsion is always in the same 
direction (toward the smaller end of the fixed 
vane) regardless of the direction of current flow 
through the coil, the moving iron-vane instru- 
ment operates on either d-c or a-c circuits, 

Mechanical damping in this type of instru- 
ment is obtained by the use ofanaluminum vane 
attached to the shaft (not shown in the figure) in 
such a way that, as the shaft moves, the vane 
moves ina restricted air space. 

When the moving iron-vane meter is designed 
to be used as an ammeter, the coilis wound with 
relatively few turns of large wire in order to 
carry the rated current. 

When the moving iron-vane meter is designed 
to be used as a voltmeter the solenoid is wound 
with many turns of small wire. Portable volt- 
meters are made with self-contained series re- 
sistance for ranges upto 750 volts. Higher ranges 
are obtained by the use of additional external 
multipliers. An external view of a moving iron- 
vane meter is shown in figure 15-17 (B). 

The moving iron-vane instrument may be 
used to measure direct current, but hasan error 
due to residual magnetism in the vanes. The 
error may be minimized by reversing the meter 
connections and averaging the readings. When 
used on a-c circuits the instrument has an ac- 
curacy of 0.5 percent. Because ofits simplicity, 
its relatively low cost, and the fact that no cur- 
rent is conducted to the moving element, this 
type of movement isused extensively to measure 
current and voltage in a-c power circuits. 

However, because the reluctance of the mag- 
netic circuit is high, the moving iron-vane meter 
requires much more power to produce full-scale 
deflection thanis required bya D’Arsonval meter 
of the same range. Therefore, the moving iron- 
vane meter is seldom used in high-resistance 
low-power circuits, 


INC LINED-COIL 
IRON-VANE METER 


The principle of the moving iron-vane mech- 
canism is applied to the inclined-coil type of 
meter shown in figure 15-18. The inclined-coil 
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Figure 15-17.—(A) Simplified diagram of a moving iron-vane meter; 


iron-vane meter has a coil mounted at an angle 
to the shaft. Attached obliquely to the shaft, and 
located inside the coil, are two soft-iron vanes. 
When no current flows through the coil, a control 
spring holds the pointer at zero and the 
iron vanes lie in planes parallel to the plane of 
the coil. When current flows through the coil, the 
vanes tend to line up with magnetic lines passing 
through the center of the coil at right angles to 
the plane of the coil. Thus the vanes rotate 
against the spring action to move the pointer over 
the scale. 

The iron vanes tend to line up with the mag- 
netic lines regardless of the direction of cur- 
rent flow through the coil. Therefore, the 
inclined-coil iron-vane meter can be used to 
measure either alternating current or direct 
current, The aluminum disk and the drag mag- 
nets provide electromagnetic damping. 

Like the moving iron-vane meter, the in- 
clined-coil type requires a relatively large 
amount of current for full-scale deflection and 
hence is seldom used in high-resistance low- 
power circuits. 

As in the moving iron-vane instrument, the 
inclined-coil instrument is wound with few turns 
of relatively large wire when usedasan ammeter 
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(B) external view. 


and with many turns of small wire when used 
as a voltmeter. 


THERMOCOUPLE 
TYPE METER 


If the ends of two dissimilar metals are 
welded together and this junction is heated, a d-c 
voltage is developed across the two open ends. 
The voltage developed depends on the material 
of which the wires are made and onthe difference 
in temperature between the heated junction and 
the open ends. 

In one type of instrument, the junction 
is heated electrically by the flow of current 
through a heater element, It does not matter 
whether the current is alternating or direct be- 
cause the heating effect is independent of current 
direction, The maximum current that may be 
measured depends on the current rating of the 
heater, the heat that the thermocouple can stand 
without being damaged, and onthe current rating 
of the meter used with the thermocouple. Voltage 
may also be measured if a suitable resistor is 
placed in series with the heater. 
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Figure 15-18.—Inclined-coil iron-vane meter. 


A simplified schematic diagram of one type of 
thermocouple is shown infigure 15-19. The input 
current flows through the heater strip via the 
terminal blocks. The function of the heater strip 
is to heat the thermocouple, which is composed 
of a junction of two dissimilar wires weldedto the 
heater strip. The open ends of these wires are 
connected to the center of two copper com- 
pensating strips. The function of these strips is 
to radiate heat so that the open ends of the wires 
will be much cooler than the junction end of the 
wires; thus permitting a higher voltage to be de- 
veloped across the open ends of the thermo- 
couple. The compensating strips are thermally 
and electrically insulated from the terminal 
blocks. 

The heat produced by the flow of line current 
through the heater strip is proportional to the 
square of the heating current (P = IZR). Because 
the voltage appearing across the twoopenterm- 
inals is proportional to the temperature, the 
movement ofthe meter element connected across 
these terminals is proportional to the square of 
the current flowing through the heater element. 
The scale of the meter is crowded nearthe zero 
end, and is progressively less crowded near the 
maximum end of the scale. Because the lower 
portion of the scale is crowded the reading is 
necessarily less accurate. For the sake of ac- 
curacy in making a given measurement, it is 
desirable to choose a meter in which the 
deflection will extend at least to the more open 
portion of the scale. 

The meter used with the thermocouple should 
have low resistance to match the low resistance 
of the thermocouple, and it must deflect fullscale 
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Figure 15-19.—Simplified schematic of one type 
of thermocouple. 







when rated current flows through the heater. Be- 
cause the resistance must be low and the sensi- 
tivity high, the moving element must be light. 

A more nearly uniform meter scale may be 
obtained if the permanent magnet ofthe meter is 
constructed so that as the coil rotates (needle 
moves up scale), it moves into a magnetic field 
of less and less density. The torque then 
increases approximately as the first power of 
the current insteadofas the square ofthe current 
and a more linear scale is achieved. 

If the thermocouple is burned out by ex- 
cessive current through the heater strip, it may 
be replaced and the meter recalibrated by means 
of the calibrating variable resistor. 


ALTERNATING-CURRENT 
INSTRUMENTS 


So far the simpler electrical indicating in- 
struments were discussed. Only a few could mea- 
sure а.с. Most were used to measure only direct 
voltage or current, It will be necessary for the 
technician to become familiar with additional, 
more advanced a-c indicating instruments. 
Those that will be discussed in this chapter are 
(1) rectifier-type a-c meters; (2) wattmeters and 
watt-hour meters; (3) instrument transformers; 
(4) bridge meters for measuring resistance, 
voltage, current, capacitance, and inductance; 
(5) frequency meters; and (6) the single-phase 
power-factor meter. 


BASIC ELECTRICITY 





Many of the instruments discussed in this 
chapter utilize semiconductor rectifiers. Since 
these units are common to a number of different 
instruments, they will be discussed first. 


RECTIFIERS 


A rectifier is a device that offers a high 
opposition to current flow through it in one di- 
rection but not in the other. It is therefore ef- 
fectively a unidirectional conductor and is used 
mostly for converting alternating current into 
a unidirectional current (direct current). 

A metallic rectifier element, called a cell, 
consists of a good conductor anda semiconductor 
(material of high resistivity) separated byathin 
insulating barrier layer. The flow of forward 
current through a cell consists ofa flowof elec- 
trons from the good conductor, across the 
barrier layer, and through the semiconductor. 

Metallic rectifier cells are usually made in 
the form of plates, circular or square in shape, 
with a hole in the center. A number of cells, with 
the necessary terminals, spacers, and washers, 
are assembled on an insulated stud passing 
through their center holes. This assembly 
is called a rectifier stack, Some assemblies 
contain fins, which are used to keepthe rectifier 
from overheating; they afford a large surface 
area for conducting away the heat, Cells and 
Stacks may be connected in series or parallel, 
with proper polarities, to obtain the required 
voltage and current ratings and circuit con- 
nections for specific applications. 

Two types of metallic rectifiers are used in 
the Navy—(1) a thin film of copper oxide and 
copper, and (2) selenium and either iron or 
aluminum. Rectifier units are represented bythe 
symbol shown in figure 15-20 (A). The arrow- 
head in the symbol points against the direction 
of electron flow. 

Figure 15-20 (B) shows a simple a-c circuit 
that utilizes a rectifier. It rectifiesthea-c volt- 
age and produces a series of d-c voltage pulses 
as its output. Although the copper-oxide rectifier 
is shown, the selenium rectifier may be used 
instead. 

In the copper-oxide rectifier shown in figure 
15-21 (A), the oxide isformedonthe copper disk 
before the rectifier unit is assembled. In this 
type of rectifier the electrons flow more readily 
from the copper to the oxide than fromthe oxide 
to the copper. External electrical connections 
may be made by connecting terminal lugs between 
the left pressure plate andthe copper and between 
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the right pressure plate and the lead washer. 

For the rectifier to function properly, the 
oxide coating must be very thin. Thus, each in- 
dividual unit can stand only a low inverse volt- 
age. Rectifiers designed for moderate andhigh- 
power applications consist of many of these 
individual units mounted in series on a single 
support. The lead washer enables uniform pres- 
sure to be appliedtothe units sothat the internal 
resistance may be reduced. When the units are 
connected in series, they normally present a 
relatively high resistance to the current flow. 
The resultant heat developed in the resistance 
must be removed if the rectifier is to operate 
satisfactorily. The useful life of the unit is ex- 
tended by keeping the temperature low (below 
140° F). The efficiency of this type of rectifier 
is generally between 60 and 70 percent. 

Selenium rectifiers function in much the same 
manner as copper-oxide rectifiers. A selenium 
rectifier is shown in figure 15-21 (B). Such a 
rectifier is made upofanirondiskthat is coated 
with a thin layer of selenium. In this type of 
rectifier the electrons flow more easily from the 
selenium to the ironthan from the ironto the se- 
lenium. This type of rectifier may be operated 
at a somewhat higher temperature than a copper- 
oxide rectifier of similar rating. The efficiency 
is between 65 and 85 percent, depending on the 
circuit and the loading. 

Rectifiers may be used not onlyashalf-wave 
rectifiers, as shown in figure 15-20, but also in 
full-wave and bridge circuits. In each of these 
applications the action of the metallic rectifier 
is similar to that of a diode. 

Many types of semiconductor rectifier diodes 
are available. Germanium and silicon are used 
extensively. These rectifiers vary in size from 
tiny ones (hardly bigger than a pinhead) used in 
miniature circuitry, to large 500-ampere diode 
rectifiers used in power supplies. A silicon diode 
rectifier about an inch long and an inch in dia- 
meter will supply a direct current of 50 amperes 
(peak) and has a peak-inverse voltage rating of 
60 volts. They operate in muchthe same manner 
as the metallic rectifier and are utilized in si- 
milar application. 


RECTIFIER TYPE 
A-C INSTRUMENTS 


It is possible to connect a D'Arsonval direct- 
current type instrument and a rectifier so as to 
measure a-c quantities. The rectifier isusually 
of the semiconductor type and is arranged in a 
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Figure 15-20.—(A) Rectifier symbol; (B) waveforms in simple a-c circuit 
utilizing a rectifier. 
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Figure 15-21.— Metallic rectifier construction, 


bridge circuit, as shown in figure 15-22. By 
the use of rectifiers in the bridge, it can be seen 
that current flow through the meter is alwaysin 
one direction. When the voltage being measured 
has a waveform as shown in figure 15-22, the 
path of current flow will be fromthe lower input 
terminal through rectifier No. 3 through the in- 
strument, and then through rectifier No. 2, thus 
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completing its path back to the source's upper 
terminal. The next half cycle ofthe input voltage 
(indicated by dotted sine wave) will cause the cur- 
rent to pass through rectifier No. 1, through the 
instrument, and through rectifier No. 4, com- 
pleting its path back to the source. 


This type of instrument generally is charac- 
terized by errorsdue to waveform and frequency. 
Allowances must be made, according to data 
furnished by the manufacturer. It is possible, 
however, to add corrective networks to the in- 
strument which will make it practically free 
from error up to 100 kHz. An instrument of this 
type requires a current from the line of only 
about one milliampere for full scale deflection. 
It is widely used for a-c voltmeters, especially 
of the lower ranges. 


There is some ''aging"' of the rectifier with 
a corresponding change in the calibration of the 
instrument, Because of this aging such instru- 
ments must be recalibrated from time to time. 
А rectifier type instrument reads the average 
value of the a-c quantity. However, because the 
EFFECTIVE, or root- meansquare (rms), values 
are more useful, a-c meters are generally cal- 
ibrated to read rms values (1.11 times the aver- 
age of the instantaneous values), 
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Figure 15-22.—Simple connection of a full-wave, rectifier-type, a-c instrument. 


WATTMETER 


Electric power is measured by means ofa 
wattmeter. This instrument is of the electro- 
dynamometer type. It consists of a pair of fixed 
coils, known as current coils, and a movable 
coil, known as the potential coil. (See fig. 15-23.) 
The fixed coils are made up of a few turns of 
comparatively large conductor. The potential 
coil consists of many turns of fine wire; it is 
mounted on a shaft, carried injeweledbearings, 
So that it may turn inside the stationary coils. 
The movable coil carries a needle which moves 
over a suitably graduated scale. Spiral coil 
Springs hold the needle to a zero position, as 
Shown in figure 15-10. 


The current coil (stationary coil) ofthe watt- 
meter is connected in series with the circuit 
(load), and the potential coil (movable coil) is 
connected across the line. 


When line current flows through the current 
coil of a wattmeter, a field is set up around the 
coil. The strength of this field is proportional 
to the line current and in phase with it. The po- 
tential coil of the wattmeter generally hasa high 
resistance resistor connected in series with it. 
This is for the purpose of making the potential- 
coil circuit of the meter as purely resistive as 
possible. As a result, current in the potential 
circuit is practically in phase with line voltage. 
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Therefore, when voltage is impressed on the 
potential circuit, current is proportional to and 
in phase with the line voltage. 


The actuating force of a wattmeter is derived 
from the interaction of the field of its current 
coil and the field of its potential coil, The force 
acting on the movable coil at any instant (tend- 
ing to turn it) is proportional to the product of 
the instantaneous values of line current and volt- 
age. 


The wattmeter consists of two circuits, either 
of which will be damaged if too much current is 
passed through them. This fact istobe especially 
emphasized in the case of wattmeters, because 
the reading of the instrument does not serve to 
tell the user that the coils are being overheated. 
If an ammeter or voltmeter is overloaded, the 
pointer will be indicating beyond the upper limit 
of its scale. In the wattmeter, both the current 
and potential circuits may be carrying such an 
overload that their insulation is burning, and yet 
the pointer may be only part way up the scale. 
This is because the position of the pointer de- 
pends upon the power factor of the circuit as 
well as upon the voltage and current. Thus, a 
low power-factor circuit will give a very low 
reading on the wattmeter even when the current 
and potential circuits are loadedtothe maximum 
safe limit. This safe rating is generally given 
on the face of the instrument, 
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Figure 15-23.—Simplified electrodynamometer wattmeter circuit. 


A wattmeter is always distinctly rated, not 
in watts but in volts and amperes. 

Figure 15-24 showsthe proper way to connect 
a wattmeter in various circuits, 


WATT-HOUR METER 


The watt-hour meter is an instrument for 
measuring energy. As energy is the product of 
power and time; the watt-hour meter must take 
into consideration both of these factors. 

In principle, the watt-hour meter is a small 
motor whose instantaneous speed is proportional 
to the POWER passing through it, The total re- 
volutions in a given time are proportional to the 
tota] ENERGY or watt-hours consumed during 
that time. 

Referring to figure 15-25, the line is con- 
nected to two terminals on the left-hand side of 
the meter. The upper terminal is connected to 
two coils FF in series. These coils are wound 
with wire sufficiently large to carry the 
maximum current taken by the load. They are 
connected so that their magnetic fields add. The 
armature A rotates inthe field produced between 
the coils FF. The other line wire goes directly 
to the load, 


A shunt circuit is connected to the upper line 
terminal on the left-hand side. This circuit runs 
through coil F’, to the brushes B, commutator C, 
through the armature A, andthe resistor R, to the 
return line. (The resistor is omitted in some 
watt-hour meters.) 

Since the load current is through coils FF and 
there is no iron in the circuit, the magnetic field 
produced by these coils is proportional to the 
LOAD CURRENT, Thearmature, in series witha 
resistance, is connected directly across the line. 
The current in the meter armature is 
proportional to the LINE VOLTAGE, Neglecting 
the small voltage drop in FF, the torque acting 
on the armature must be proportional to the pro- 
duct of the load current and the load voltage, In 
other words, it must be proportional to the power 
passing through the meter to the load. 

If the meter is to register correctly, there 
must be a retarding torque acting on the moving 
element. This force is proportional to the speed 
of rotation of the moving element. To meet this 
condition, an aluminum disk D is mounted on the 
armature shaft. This disk rotates between the 
poles of two permanent magnets M and M. In 
cutting the field produced by these magnets, eddy 
currents are induced in the disk, retarding its 
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Figure 15-24,—Wattmeter connected in various circuits. 


they are acting in conjunction with a magnetic 
field of constant strength, their retarding effect 


is proportional to the speed of rotation. 


SOURCE 


Friction produced by the rotating element 
cannot be entirely eliminated, Near the rated load 
of the meter, the effect of the frictional torque is 

' practically negligible. But, at light loads, the 
friction torque, which is nearly constant at all 
loads, is a much greater percentage of the load 
torque. Since the ordinary meter may operate at 
light loads during a considerable portion of the 
time, it is desirable that the error due to friction 


ALUMINUM PERMANENT be eliminated. This is accomplished by means of 
DISK MAGNETS coil F’, which is connected in series with the 





armature. Coil F’ is connected so that its field 


BE.271 acts in the same direction as that of coils FF. 


Figure 15-25. —Іпіегпа1 connections of watt-hour Therefore, it assists armature A to rotate, Since 

meter. it is connected in the shunt circuit, it acts con- 

tinuously. The coil is movable and its position 

motion, The strength of these currents is pro- can be adjusted so that the friction error is 
portional to the angular velocity ofthe disk, Since eliminated, 
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To reduce friction and wear, the rotating 
element of the meter is made as light as 
practical. The element rests on a jewel bearing 
J. This bearing is a sapphire in the smaller 
types, and a diamond in the larger types of 
meters. The jewel is supported on a spring. A 
hardened steel pivot rests in the jewel. In time, 
the pivotbecomes dulled andthe jewel roughened, 
which increases friction and causesthe meter to 
register low unless F'isreadjusted. The moving 
element .drives the clockwork of the meter 
through shaft G. 

The following directions should be followed 
when reading the dials of a watt-hour meter. The 
meter, in this case, is a four-dial type. 

The pointer on the right-hand dial (fig. 15-26) 
registers 1 kw.-hr. or 1,000 watt-hours for each 
division on the dial. A complete revolution ofthe 
hand on this dial will move the handof the second 
dial one division and register 10 kw.-hr. or 
10,000 watt-hours. A complete revolution of the 
hand of the second dial will move the third hand 
one division and register 100 kw.-hr. or 100,000 
watt-hours, and so on. 

Accordingly, you must read the hands from 
left to right, and add three zeros to the reading 
of the lowest dial to obtain the reading of the 
meter in watt-hours. The dial hands should 
always be read as indicating the figure which 
they have LAST PASSED, and not the one they are 
approaching. 


Single-Phase Induction 
Watt-Hour Meter 


As inthe case of series motors, the Thompson 
watt-hour meter may be used with alternating or 
direct current because boththe armature andthe 
field flux reverse at the same time, and the 
armature continues to rotate in the same direc- 
tion. The induction watt-hour meter, however, 
has certain advantages over the Thompson watt- 
hour meter and is more commonly usedto mea- 
sure a-c power. 
The SINGLE-PHASE INDUCTION WATT- 
HOUR METER includes a simple induction-drive 
motor consisting of an aluminum disk, moving 
magnetic field, drag magnets, current and po- 
tential coils, integrating dials, and associated 
gears. А simplified Sketch of an induction watt- 
hour meter is shown in figure 15-27 (A). The 
| potential coil connected across the load is com- 
' posed of many turns of relatively small wire. 
; It is wound on one leg of the laminated magnetic 

circuit. Because of its many turns, the potential 


coil has high impedance andhigh inductance, and 
therefore, the current through it lagsthe applied 
voltage by nearly 90°, The two current coils con- 
nected in series with the load are composed of a 
few turns of heavy wire. They are wound on two 
legs of the laminated magnetic circuit. Because 
of the few turns, the current coils have low in- 
ductance and low impedance. 

The arrangement of the potential coil, the 
aluminum disk, the current coils, and one ofthe 
drag magnets is shown in the phantom view 
(fig. 15-27 (B)). 

The rotating aluminum disk is the moving 
member that causes the gears to turn and the 
dials to indicate the amount of energy passed 
through the meter. This rotation of the aluminum 
disk is accomplished by eddy currents that are 
established by the current coils andthe potential 
coil. The speed of rotation of the aluminum disk 
is proportionalto the true power supplied through 
the line to the load. The total energy supplied to 
the load is proportional to the number of revo- 
lutions of the disk during a given periodof time. 

A small copper shading disk (not shown in 
the figure) is placed under a portion of the po- 
tential pole face. It is in an adjustable mounting 
and is used to develop a torque in the disk to 
counteract static friction. The disk has the effect 
of a shading pole and provides a light-load ad- 
justment for the meter. 

The two drag magnets supply the counter 
torque against which the aluminum disk acts when 
it turns. The drag is increased (speed of motor 
is reduced) by moving the magnets toward the 
edge of the disk. Conversely, the drag is 
decreased and the speed is increased by moving 
the magnets toward the center of the disk. Ad- 
justment of the drag magnets will only be made by 
an authorized instrument and meter technician. 


INSTRUMENT TRANSFORMERS 


It is not usually practical to connect instru- 
ments and meters directly to high-voltage 
circuits. Unless the high-voltage circuit is 
grounded at the instrument, a dangerously high 
potential-to-ground voltage may exist at the in- 
strument or switch board. Further, instruments 
become inaccurate when connected directly to a 
high voltage, because of the electrostatic forces 
that act on the indicating element. Specially de- 
signed instruments may be constructed so that 
they can be connected directly to high-voltage 
circuits, but these instruments are usually ex- 
pensive. 
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Figure 15-26.—Reading a watt-hour meter. 

By means of instrument transformers, in- current ratings of the circuits, if instrument 
struments may be entirely insulated from the transformers are utilized. 
high-voltage circuit and yet indicate accurately 
the current, voltage, and power in the circuit. Potential Transformers 
Low-voltage instruments having standard cur- 
rent and voltage ranges may be used for all high- Potential transformers do not differ materi- 
voltage circuits, irrespective of the voltage and ally from the constant-potential power 
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Figure 15-27.—Simplified sketch of an induction watt-hour meter. 


transformers, Constant-potential power trans- 
formers are discussed in chapter 16. An excep- 
tion is that their power rating is small, and they 
are designed for minimum ratio andphase angle 
error. At unity power factor, the impedance drop 
through the transformer, from no-loadto rated- 
load, should not be greater than 1 percent. For 
taking measurements below 5,000 volts, potential 
transformers are usually ofthe dry type; between 
9,000 and 13,800 volts they may be eitherthe dry 
type of oil immersed, and above 13,800 voltsthey 
are oil-immersed. 

Since only instruments, meters, and some- 
times indicator lightsare ordinarily connectedto 
the secondaries of potential transformers, they 
have ratings from 40 to 500 watts. For primary 
voltages of 34,500 volts and higher, the second- 
aries are rated at 115 volts. For primary volt- 
ages less than 34,500 volts, the secondaries are 
rated at 120 volts. For example, a 14,400-volt 
potential transformer would have a ratio of 
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The ratio of turns may vary about 1 percent 
from this value to allow for the transformer im- 
pedance drop under load. Figure 15-28 shows a 
simple connection for measuring voltage in a 
14,000-volt circuit by meansofa potentialtrans- 
former. 


The secondary should always be grounded at 
one point to eliminate static electricity from the 
instrument and to insure the safety of the 
operator. i 


Current Transformers 


To avoid connecting instruments directly into 
high-voltage lines, current transformers are 
used. In addition to insulating from high voltage, 
they step down the line current ina known ratio. 
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Figure 15-28, – Connections of a potential transformer to а 14,400-volt circuit. 


This permits the use of a lower- range ammeter 
than would be required if the instrument were 
connected directly into the primary line. 

The current, or series, transformer hasa 
primary winding, usually of a few turns, wound 
On a core and connected in series with the line, 
Figure 15-29 shows a simple connection for 
measuring current in a 14,400-volt circuit by 
means of a current transformer. 
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Figure 15-29.— Connections of a current trans- 
former in a 14,400-volt circuit to measure 
current, 


The secondary windings of practically all 
current transformers are rated at 5 amperes 
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regardless of the primary current rating. For 
example, a 2,000-ampere current transformer 
has a ratio of 400 to 1, and 50-ampere trans- 
former has a ratio of 10 to 1. 

The insulation between the primary and the 
secondary of a current transformer must be 
sufficient to withstand full circuit voltage. The 
current transformer differs from the ordinary 
constant-potential transformer in that its pri- 
mary current is determined entirely by the load 
on the system and not by itsown secondary load. 
If its secondary becomes open-circuited, a high 
volage will exist across the secondary, because 
the large ratio of secondary to primary turns 
causes the transformer to act as a step-up 
transformer. Also, since the effects of the 
counter-ampere-turns of the secondary no long- 
er exist, the flux in the core will depend on the 
total primary ampere-turns acting alone. This 
causes a large increase in the flux, producing 
excessive core loss and heating, as well asa 
dangerously high voltage across the Secondary 
terminals. THEREFORE, THE SECONDARY OF 
A CURRENT TRANSFORMER SHOULD NOT BE 
OPEN-CIRCUITED UNDER ANY CIRCUM- 
STANCES. 

Figure 15-30 shows the method of connect- 
ing a complete instrument load, through instru- 
ment transformers, to a high-voltage line. The 
load on the instrument transformers includesan 
ammeter A, a voltmeter V, a wattmeter, and a 
watt-hour meter. 


Polarity Marking 


Instruments, meters, andrelays must be con- 
nected so that the correct phase relations exist 
between their potential and current circuits. In 
instrument transformers it is important that the 
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Figure 15-30.— Typical connections of instrument transformers and instruments 
for single-phase measurements. 


relation of the instantaneous polarities of the 
secondary terminals to the primary terminals 
be known, It has become standard to designate 
or markthe primary terminals andthe secondary 
terminals that have the same instantaneous po- 
larity, 

In a wiring diagram, primary and secondary 
terminals having the same instantaneous po- 
larity are marked with a dot. This is shown in 
figure 15-30, | 


Hook-On Type Voltammeter 


The hook-on a-c ammeter consists essen- 
tially of a current transformer with a split core 
and a rectifier-type instrument connected to the 
secondary. The primary of the current trans- 
former is the conductor through which the 
current to be measured flows. The split core 
permits the instrument to be ‘‘hooked on” the 
conductor without disconnecting it. Therefore 
the current flowing through the conductor may be 
measured safely with a minimum of incon- 
venience, as shown in figure 15-31. 

The instrument is usually constructed so that 
voltages also may be measured. However, in 
order to read voltage, the metér switch mustbe 
set to VOLTS, and leads must be connected from 
the voltage terminals on the meter to the 
terminals across which the voltage is to be 
measured, 
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Figure 15-31.—Hook-on type voltammeter. 


A-C BRIDGES 


D-c bridges, called Wheatstone bridges, are 
covered in chapter 6. Before continuing this 
section on a-c bridges you should review bridge 
principles given in chapter 6. Notice particularly 
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the ratio method of determining, an unknown 
value that forms one leg of a bridge. Keep in 
mind that current varies inversely as 
resistance—that is, as resistance increases, 
current decreases. 

The same circuit may be used with a fixed- 
frequency a-c voltage applied, in place of a direct 
voltage. Figure 15-32 shows bridge circuits 
using alternating current, Circuit (A) is used to 
determine an unknown capacitance Cx. Circuit 
(B) is used to determine an unknown inductance 
Lx. 


CAPACITANCE BRIDGE 


Circuit (A) will be discussed first, You will 
recall that a capacitor has a certain opposition 
to current flow. Also, the larger its capacitance 
the less its opposition becomes. It follows that if 
an UNKNOWN capacitor istobe measured, there 
must be a KNOWN capacitor in the bridge with 
which the unknown capacitor may be compared, 
as shown in figure 15-32 (A). Cg isthe capacitor 
whose value is known. The resistance of Cg is 
shown as an equivalent resistance, Rs. This ca- 
pacitor (with its series resistance) forms one leg 
of the bridge. The unknown capacitor, Cx, along 
with its unknown resistance, Rx, forms another 
leg of the bridge. 

The ratio resistors, Rj and R2, are potenti- 
ometers that can be varied to bring the circuit 
into balance—that is, cause equal currents to flow 
in the two sidesofthe bridge. Whenthe circuit is 
in balance, there will be littleor no current flow 
through the indicator (headphones, or ana-c mil- 
liammeter). Rj and R2 are adjusted by means of 
accurately calibrated dials. When they are 
adjusted so that minimum hum is heard in the 
headphones, the bridge is in balance, andthe un- 
known capacity may be calculatedby the formula: 


Ri _ Cx -Ri 

R2 - Ce. or Cx "R2 x Cs 
Notice that this is an inverse proportion because 
current varies inversely with resistance and di- 
rectly with capacitance. If the ratio of reactance 
to resistance is the same in the legs containing 
capacitance, the following direct proportion 
exists between the resistive components: 


Ri Б; 
Ro Rx 
R 
or Rx = Ré X Rs 
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CAPACITANCE BRIDGE 
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INDUCTANCE BRIDGE 
(B) 


BE.278 
Figure 15-32.—A-c bridge circuits. 


Thus, the unknown resistance and capaci- 
tance, Rx, and Cx, can be estimated in terms 
of the known resistance, Ri, R2, and Rs, and 
the known capacitance, Cg. 


INDUCTANCE BRIDGE 


The value of an unknown inductance may be 
determined in the same manner as an unknown 
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capacitance, as shown in figure 15-32 (B). You 
will recall that an inductor also has a certain 
opposition to current flow. Also, the larger the 
inductance, the greater becomes its opposition. 
To measure an UNKNOWN inductance (Ly) ina 
bridge circuit, there must be an inductor of 
KNOWN VALUE (Ls) This known inductor is 
compared with the unknown inductor, 

The ratio resistors, Бу and Rg, are potenti- 
ometers that can be varied to bring the circuit 
into balance, When there is minimum hum inthe 
headphones, the bridge is said to be in balance, 
and the unknown inductance may be calculated 
by the formula: 


Rj Lg 
R3 x 
R 
БІ 
апа R4 Rg 
R2 x 
Ro 
or Ra = rn Rs 


IMPEDANCE BRIDGE 


Figure 15-33 is the diagram ofan impedance 
bridge. It consists of four impedances with a 
source of voltage appliedacross one diagonalofa 
square and a detector or meter (M) across the 
other diagonal, The bridge is balance when the 
meter reads zero, indicating no current flow 
through the meter. 


thus 
Z1 X 23 = Z9 X 24 


The impedance bridge is used to measure 
impedances of a bridge that may contain induc- 
tance, capacitance, and resistance. 


FREQUENCY METERS 


All alternating voltage sources are generated 
at a set frequency or range of frequencies. A 
frequency meter provides a.means of measuring 
this frequency. Two common types of frequency 
meters are the vibrating-reed frequency meter 
and the moving-disk frequency meter—both are 
discussed. 
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Figure 15-33.—Impedance bridge. 


VIBRATING-REED 
FREQUENCY METER 


The vibrating-reed type of frequency meter 
is one of the simplest devices for indicating the 
frequency of an a-c source. A simplified dia- 
gram of one type of vibrating-reed frequency 
meter is shown in figure 15-34, 

The current whose frequency is to be meas- 
ured flows through the coil andexerts maximum 
attraction on the soft-iron armature TWICE dur- 
ing each cycle (fig. 15-34 (A)). The armature is 
attached tothe bar, which is mountedona flexible 
support. Reeds of suitable dimensions to have na- 
tural vibration frequencies of 110, 112, 114, and 
so forth, up to 130 hertz per secondare mounted 
on the bar (fig. 15-34 (B)). The reed having a 
frequency of 110 hertz is marked ''55"! hertz, 
the one having a frequency of 112 hertz is marked 
“56” hertz, the one having a frequency of 120 
hertz is marked ‘‘60’’ hertz, and so forth. 

When the coil is energized with a current 
having a frequency between 55 and 65 hertz, all 
the reeds are vibrated slightly; but the reed 
having a natural frequency closest to that of the 
energizing current (whose frequency is to be 
measured) vibrates through a larger amplitude. 
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Figure 15-34.—Simplified diagram of a vibrating-reed frequency meter. 


The,frequency is read from the scale value 
opposite the reed having the greatest amplitude 
of vibration. 

In some instruments the reeds are the same 
lengths, but are weighted by different amounts at 
the top so that they will have different natural 
rates of vibration. 

An end view of the reeds is shown in the in- 
dicator dial of figure 15-34 (C). Ifthe energizing 
current has a frequency of 60 hertz per second, 
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the reed marked ‘‘60” hertz will vibrate the 
greatest amount, as shown, 


MOVING-DISK FREQUENC Y METER 


A moving-disk frequency meter is shown in 
figure 15-35 (A). Each of the two-pole fields 
(fig. 15-35 (B)) has a short-circuited turn (shad- 
ing coil) on one side of the pole face and a mag- 
netizing coil around the associated magnetic 
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circuit. As in a shaded-pole motor, the mag- 
netic field tends to produce rotation toward the 
shorted turn (A to B). One coil tends to turn the 
disk clockwise, and the other, counterclockwise. 
Magnetizing coil A is connected in series witha 
large value of resistance. Coil B isconnectedin 
series with a large inductance and the two 
circuits are supplied in parallel by the source. 


SHADING COILS 





CIRCUIT 
(A) 


more than the desired amount, the left half of the 
disk is mounted so that when motion occurs, the 
same amount of disk area willalways be between 
the poles of coil А. Therefore, the force produced 
by coil A to rotate the disk is constant for a 
constant applied voltage. The right half of the 
disk is offset, as shown in the figure. When the 
disk rotates clockwise, an increasing area'will 
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Figure 15-35.—Simplified diagram of a moving-disk frequency meter. 


For a given voltage, the current through coil 
A is practically constant. However, the current 
through coil B varies inversely with the fre- 
quency. At a higher frequency the inductive re- 
actance is greater and the current through coil 
B is less; the reverse is true at a lower 
frequency. The disk turns in the direction de- 
termined by the stronger coil. 

A perfectly circular disk would tend to turn 
continuously. This is not desirable, and 
accordingly the disk is constructed so that it will 
turn only a certainamount clockwise or counter- 
clockwise about the center position, which is 
commonly marked ''60" hertz on commercial 
equipment. To prevent the disk from turuinz 


come between the poles of coil B; when it rotates 
counterclockwise, a decreasing area will come 
between the poles of coilB, Thegreaterthe area 
between the poles, the greater will be the disk 
current and the force tending to turn the disk, 
If the frequency applied to the frequency 
meter should decrease, the reactance offeredby 
L would decrease and the field produced by coil 
B would increase; the field produced by coil 
A would remain the same. Thus, the torque 
produced by coil B would tend to move the disk 
and the pointer counterclockwise until the area 
between the poles was reduced sufficiently to 
make the two torques equal, The scale is cali- 
brated to indicate the correct frequency. f 
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If the frequency should increase, the re- 
actance offered by L would increase and the 
field produced by coil B would decrease; the 
field produced by coil A would remainthe same. 
Thus, the decreasing torque produced by coil B 
would permit a greater disk area to move under 
the coil, and therefore the disk and the pointer 
would move clockwise until thetwotorques were 
balanced. 


If the frequency is constant and the voltage 
is changed, the currents in the two coils--and 
therefore the opposing torques--change by the 
same amount, Therefore, the indication of the 
instrument is not affected bya change in voltage. 


SINGLE-PHASE POWER-FACTOR METER 


The power factor of a circuit is the ratio of 
the true power to apparent power. Itisalso equal 
to the cosine of the phase angle betweenthe cir- 
cuit current and voltage. А pure resistance has 
a power factor of unity (the current and voltage 
are in phase and the true power andthe apparent 
power are the same); a pure inductance has a 
power factor of zero (current lags the voltage 
by 90°); and a pure capacitance has a power 
factor of zero (current leads the voltage by 90° ). 


The power factor of a circuit may be de- 
termined by the use of a wattmeter, a voltmeter, 
and an ammeter—that is, the power factor may be 
determined by dividing the wattmeter reading by 
the product of the voltmeter and ammeter read- 
ings, This is inconvenient, however, andinstru- 
ments have been developed that indicate con- 
tinuously the power factor and at the same time 
indicate whether the current is leading or lag- 
ging the voltage. An instrument that indicates 
these values is called a POWER-FACTOR 
METER. 


CROSSED-COIL POWER- 
FACTOR METER 


One type of power-factor meter is shown 
schematically in figure 15-36. The instrument 
consists of movable potential coils A and B, 
fixed at right anglesto each other, and stationary 
current coil C. Coils A and B are pivoted, and 
the assembly, together withthe attached pointer, 
is free to move through an angle of approximately 
90°. Coil A is in series ‘with inductor L, and the 
combination is connected across the line, Coil 
B is in series with noninductive resistor R, and 
the combination is also connected across the line. 
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Figure 15-36.—Simplified diagram of a cross- 
ed-coil power-factor meter. 


Circuit continuity to the coils is provided by 
three spiral springs (not shown in the figure) 
that exert negligible restraining force on the 
coils. Therefore, when no current flows through 
the coils, the pointer may come to rest at any 
position on the dial. Coil C (not drawn to scale) 
is connected in series with the line. In many 
switchboard installations the coils are ener- 
gized by instrument transformers, in which case 
the currents are proportional to line values but 
not equal to them. 


The current in coil B is in phase with the 
line voltage. The current in coil A lags the line 
voltage by 90°. When the line current is in phase 
with the line voltage, the currents in B and C 
are in phase and a torque is exerted between 
them that alinés their axes so that the pointer 
indicates unity power factor. The average torque 
between A and C is zero because these currents 
are 90? out of phase when the line power factor 
is unity. 


When the current in coil C lags the line volt- 
age—for example, by 45 —the currents incoilA 
and coil B both will be out of phase with the cur- 
rent in С, The current in A lags the current in 
C by 45° and the current in B leads the current 
in C by 45°. The fluxaround coilC will therefore 
react with the resultant of the fluxes around coils 
A and B, which is in phase with the current of 
C, and the pointer will be moved to an inter- 
mediate position (45° ) between zero power factor 
and unity power factor. In most power-factor 
meters, lagging current causes the pointer to 
move to the left of the central position (marked 


Chapter 15—ELECTRICAL INDICATING INSTRUMENTS 


'*1" on the scale) and a leading current causes 
the pointer to move to the right of the central 
position. 


MOVING IRON-VANE 
POWER-FACTOR METER 


A diagram of a moving iron-vane type of 
power-factor meter is shown in figure 15-37. 
In part.(A) of the figure, potential coil A in 
Series with resistor R comprises a resistive 
circuit, which is connected across the line. 
Potential coil B in series with inductor L com- 
prises an inductive circuit, which is also con- 
nected across the line. Current coil C, having 
a few turns of large wire, is connected in series 
with the line. All coils are fixed inthe positions 
shown, and only the iron vanes are free to move. 
The current in B lags the line voltage by 90°. 
The current inA isinphase withthe line voltage. 
Hence, the current in B lags the current inA 
by 90? and, since the axes of A and B are dis- 
placed 90°, a magnetic revolving field is estab- 
lished by these coils when they are energized, 
The iron vanes are free to rotate about the axis 


CURRENT COIL 
Qu 






. е 
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CIRCUIT 
(A) 


of coil C, These vanes are magnetized alter- 
nately north and south bytheline current flowing 
in coil C. 

None of the moving parts carry current, and 
therefore springs are not needed. The movement 
is free to rotate 360 , but ispreventedfrom ro- 
tating with the rotating fieldby an aluminum disk 
that rotates in a field produced by drag magnets 
(disk and magnets not shown). 


In figure 15-37 (B), a two-pole rotating field 
is assumed to revolve at synchronous speed in 
a clockwise direction. The vanes are attracted 
or repelled by this field depending on the in- 
stantaneous direction of the resultant flux pro- 
duced by A and B and on the instantaneous po- 
larity of the iron vanes as determined by the 
instantaneous direction of the current through 
C. The vanes will assume a position out of 
alinement with the field (position of minimum 
torque) when the line power factor is unity. 


If, at the instant shown in figure 15-3" (B), 
the current in coil C is maximum and the re-. 
sultant flux produced by coils A and B passes 
through the movable element at right angles 
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Figure 15-37.—Simplified circuit of a moving iron-vane power-factor meter. 
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to the vanes (and has no effect on them), the 
pointer will indicate unity power factor, as 
shown. Ninety degrees later, the resultant north- 
South field will pass through the iron vanes in 
alinement with them. At this instant the current 
in magnetizing coil C is zero and the torque on 
the vanes is again a minimum. If the current 
through C leads the line voltage by 45? (line 
power factor 70% leading), the vanes will move 


45° to a new position of minimum torque. The 
current in C will become maximum earlier in 
the cycle and the revolving field willoccupy a 
new position, again out of alinement with the 
vanes at this instant. 


If the line current lags the line voltage, the 
pointer will come to rest oii the opposite side of 
the unity power-factor mark. 
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СНАРТЕК 16 


ALTERNATING- CURRENT GENERATORS 
AND TRANSFORMERS 


A-C GENERATORS 


Most electric power utilized today is gen- 
erated by alternating-current generators. A-c 
generators are also finding increased use in 
aircraft and automobiles. 

A-c generators are made in many different 
Sizes, depending on their intended use. For 
example, any one of the generators at Boulder 
Dam can produce millions of volt- -amperes, while 
generators üsed on aircraft produce only a few 
thousand Volt- -amperes. | 

Regardless of size, however, all generators 
operate on the same basic principle—a magnetic 
field cutting through conductors, or conductors 
passing through a, magnetic field, Thus, all 
generators have at least twodistinct sets of con- 
ductors, They are (1) a group of conductors 
in which the output voltage is generated, and (2) 
a second group of conductors through which 
direct current is passed to obtain an electro- 
magnetic field of fixed polarity. The conductors 
in which the output voltage is generated are 
always referred to as the armature windings. 
The conductors in which the electromagnetic 
field originates are always referred to as the 
field windings. 

In addition to the armature and field, there 
must also be motion between the two, To pro- 
vide this, a-c generators are built in two major 
assemblies, the stator and the rotor. The rotor 
rotates inside the stator. It may be driven by 
any one of a number of commonly used power 
sources, such as gas or hydraulic turbines, 
electric motors, and steam or internal- combus- 
tion engines. 


TYPES OF A-C GENERATORS 
There are various types of alternating- 


current generators utilized today. However, 
they all perform the same basic function. The 
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types discussed in the following paragraphs are 
typical of the more predominant ones encoun- 
tered in electrical equipment. 


Revolving Armature 


In the revolving-armature a-c generator, 
the stator provides a stationary electromag- 
netic field. The rotor, acting as the armature, 
revolves in the field, cutting the lines of force, 
producing the desired output voltage. In this 
generator, the armature output is taken through 
sliprings and thus retains its alternating char- 
acteristic. 

For a number of reasons, the revolving- 
armature a-c generator is seldom used. Its 
primary limitation is the fact. that.its output 
power is conducted through sliding contacts 
(sliprings and brushes). These contacts are 
subject to frictional wear and sparking. In 
addition, they are exposed, and thus liable to 
arc-over at high voltages. Consequently, re- 
volving-armature generators are limited to 
low-power, low-voltage applications. 


Revolving Field 


The revolving-field a-c generator (tig. 16-1) 
is by far the most widely used type. In this 
type of generator, direct current from a separate 
Source is passed throügh windings on the rotor 
by means of sliprings and brushes. This main- 
tains a rotating electromagnetic field of fixed 
polarity (similar to a rotating bar magnet). 
The rotating. magnetic field, following the rotor, 
extends outward and cuts through the. armature 
windings imbedded in the surrounding stator. 
As the rotor turns, alternating voltages are 
induced in. the windings since magnetic fields 
of first one polarity and then the other cut 
through them. Since the output power is taken 
from stationary windings, the output may be 
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connected through fixed terminals T1 and T2 in 
figure 16-1. This is advantageous, in that there 
are no sliding contacts, and the whole output 
circuit is continuously insulated, thus minimiz- 
ing the danger of arc-over. 

Sliprings and brushes are adequate for the 
d-c field supply because the power level in the 
field is much smaller than in the armature 
circuit. 


RATING OF A-C GENERATORS 


The rating of an a-c generator pertains to 
the load it is capable of supplying. The normal- 
load rating is the load it can carry continu- 
ously. Its overload rating is the above-normal 
load which it can carry for specified lengths 
of time only. The load rating of a particular 
generator is determined by the internal heat it 
can withstand. Since heating is caused mainly 
by current flow, the generator'srating is identi- 
fied very closely with its current capacity. 

The maximum current that can be supplied 
by an a-c generator depends upon (1) the maxi- 
mum heating loss (IZR power loss) that can be 
sustained in the armature and (2) the maximum 
heating loss that can be sustained in the field. 
The armature current varies with the load. 
This action is similar to that of d-c generators. 
In a-c generators, however, lagging power- 
factor loads tend to demagnetize the field and 





0-С 
FIELD INPUT 


ARMATURE WINDINGS 


B. 284 
Figure 16-1,—Essential parts ofa rotating-field 
a-c generator. 
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terminal voltage is maintained only by increas- 
ing the d-c field current, Therefore, a-c 
generators are rated in terms of armature load 
current and voltage output, or kilovolt-ampere 
(Куа) output, at a specified frequency and power 
factor. The specified power factor is usually 80 
percent lagging. For example, a single-phase 
a-c generator designed to deliver 100 amperes 
at 1,000 volts is rated at 100 kva. This machine 
would supply a 100-kw load at unit power factor 
or an 80-kw load at 80 percent power factor. 
If the a-c generator supplied a 100-kva load 
at 20 percent power factor, the required in- 
crease in d-c field current needed to maintain 
the desired terminal voltage would cause exces- 
sive heating in the field. 


Basic Functions of 
Generator Parts 


A typical rotating-field a-c generator con- 
sists of an a-c generator and a smaller d-c 
generator built into a single unit. The output 
of the a-c generator section supplies alternating 
current to the load for which the generator was 
designed, The d-c generator’s only purpose is 
to supply the direct current required to main- 
tain the a-c generator field. This d-c generator 
is referred to as the exciter. A typical a-c 
generator is shown in figure 16-2 (A): figure 
16-2 (B) is a simplified schematic of the gen- 
erator. 

Any rotary generator requires a prime 
moving force to rotate the a-c field and exciter 
armature. This rotary force is transmitted to 
the generator through the rotor drive shaft 
(fig. 16-2 (A)) and is usually furnished by a 
combustion engine, turbine, or electric motor. 
The exciter shunt field (2, fig. 16-2 (B)) creates 
an area of intense magnetic flux between its 
poles. When the exciter armature (3) is rotated 
in the exciter field flux, voltage is induced into 
the exciter armature windings. The exciter 
output commutator and brushes (4) connects the 
exciter output directly to the a-c generator field 
input sliprings and brushes (5). Since these 
sliprings, rather than a commutator, are used 
to supply current through the a-c generator 
field (6), current always flows in one direction 
through these windings. Thus, a fixed polarity 
magnetic field is maintained at all times in the 
a-c generator field windings. When the a-c 
generator field is rotated, its magnetic flux is 
passed through and across the a-c generator 
armature windings (7). Remember, a voltage is 
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relatively short in axial length. The stator (fig. 
16-3 (A)) contains the armature windings, and 
the rotor (fig. 16-3 (B)) consists of salient poles, 
on which аге mounted the d-c field windings. 
A-C GENERATOR The exciter armature is the smaller unit shown 
SECTION А Я 

іп the foreground and mounted оп ап extension 
of the a-c generator shaft. 

The high-speed turbine-driven a-c generator 
(fig. 16-4) is connected either directly or through 
gears to a steam turbine. The enclosed metal 
Structure is a part ofa forced ventilation system 
that carries away the heat by circulation of the 
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0-с GENERATOR ie air through the stator (fig. 16-4 (A)) and rotor 
SECTION (füig. 16-4 (B)). The exciter is a separate unit 

Ae (not shown). The enclosed stator directs the 

EXCITER CONTROL POWER OUTPUT paths of the circulating air-cooling currents and 


TERMINALS TERMINALS " А 
СУ еге also reduces windage noise. 

The high-speed engine-driven generator (fig. 

16-5) may be driven directly by the engine, a hy- 


draulic constant-speed drive, or an air turbine. 








EXCITER 
GENERATOR (B) 


BE.285 
Figure 16-2.—A-c generator and schematic. 


induced into a conductor if it is stationary and 
a magnetic field is passed acrossthe conductor, 
the same as if the field is stationary and the 
conductor is moved. The alternating voltage 
induced in the a-c generator armature windings 
is connected through fixed terminals to the a-c 
load. 


Construction 


A-c generators may be divided into three 
classes according to the type of prime mover. 
These classes are as follows: 

1. Low-speed engine-driven, 

2. High-speed turbine-driven, 

3. High-speed engine-driven. 

The stator, or armature, of the revolving- 
field a-c generator is built up from steel punch- 
ings, or laminations, The laminations of an a-c 
generator stator form a steel ring that is keyed 
or bolted to the inside circumference of a steel 
frame. The inner surface of the laminated ring 
has slots in which the stator winding is placed. 





The low-speed engine-driven a-c generator BE.286 
(fig. 16-3) has a large diameter revolving field Figure 16-3.— Low- speed engine-driven a-c 
with many poles, and a stationary armature generator. 
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Figure 16-4,—High-speed turbine-driven a-c generator. 
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Figure 16-5.—High-speed engine-driven a-c generator. 


SINGLE-PHASE GENERATORS 


A single-phase a-c generator has a stator 
imade up of a number of windings in series, 
|which form a single circuit in which an output 
voltage is generated. The principleofthe single- 
phase a-c generator is described first, and 
the polyphase a-c generator is described later. 

Figure 16-6 illustrates a schematic diagram 
о? a single-phase a-c generator having four 
poles. The stator has four polar groups evenly 
Spaced around the stator frame. The rotor has 
four poles, with adjacent poles of opposite 
polarity, As the rotor revolves, a-c voltages 
are induced in the stator windings. Since one 
rotor pole is in the same position relative to a 
Stator winding as any other rotor pole, all 
Stator polar groups are cut by equal amounts 
of magnetic lines of force at any given time. 
As a result, the voltages induced in all the 
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windings have the same amplitude or value at 
any given instant. The four stator windings 
are connected to each other so that the a-c 
voltages are in phase, or “series aiding"'. 
Assume that rotor pole 1, a south pole, induces 
a voltage in the direction indicated by thearrow 
in stator winding 1. Since rotor pole 2 isa 
north pole, it will induce a voltage in the op- 
posite direction in stator coil 2 with respect to 
that in coil 1. 

In order that the two induced voltages be in 
series addition, the two coils are connected as 
shown. Applying the same reasoning, the voltage 
induced in stator coil 3 (clockwise rotation of 
the field) is in the same direction (counter- 
clockwise) as the voltage induced in coil 1. 
Similarly, the direction of the voltage induced 
in winding 4 is opposite to the direction of the 
voltage induced in coil 1, All four stator coil 
groups are connected in series so that the 
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Figure 16-6.—Single-phase а-с generator. 


voltages induced in each winding add to give 
a total voltage that is four times the voltage 
in any one winding. 


TWO-PHASE GENERATORS 


Multiphase or polyphase a-cgenerators have 
two or more single-phase windings symmetri- 
cally spaced around the stator. In a 2-phase 
a-c generator there are two single-phase wind- 
ings physically spaced so that the a-c voltage 
induced in one is 90' out of phase with the 
voltage induced in the other. The windings are 
electrically separate from each other. When 
one winding is being cut by maximum flux, the 
other is being cut by no flux. This condition 
establishes the 90° relation between the two 
phases. 

Figure 16-7 is a schematic diagram of a 
2-phase 4-pole a-c generator. The stator con- 
sists of two single-phase windings (phases) 
completely separated from each other. Each 
phase is made up of four windings, which are 
connected in series so that their voltages add, 
The rotor is identical with that used in the 
single-phase a-c generator. In figure 16-" (A), 
the rotor poles are opposite all of the coils of 
phase A. Therefore, the voltage induced in 
phase A is maximum and the voltages induced 
in phase B is zero. As the rotor continues 
rotating in a clockwise direction, it moves 
away from the windings of phase A and ap- 
proaches those of phase B. As a result, the 
voltage in phase A decreases from its maximum 
value and the voltage in phase B increased 
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from zero. In figure 16-7 (B), the rotor poles 
are opposite the windings of phase B. Now the 
voltage induced in phase B is maximum; whereas 
the voltage induced in phase A has dropped to 
zero. Notice that in the 4-pole a-c generator 
a 45? mechanical rotation of the rotor corre- 
sponds electrically to one quarter cycle, or 90 
electrical degrees. Figure 16-" (C) illustrates 
the waveforms of the voltage generated in each 
of the two phases. Both are sine curves, and 
A leads B by 90°. Figure 16-7 (D) illustrates 
the vectors representing the 2-phase voltages. 
Vector A leads vector B by 90°. 

The two phases of a 2-phase a-c generator 
can be connected to each other as shown in 
figure 16-8, so that only three leadsare brought 
out to the load. The a-c generator is then 
called a 2-phase 3-wire a-c generator. The 
two phases for a 4-pole a-cgeneratorare shown 
in figure 16-8 (A). A simplified schematic 
diagram is shown in figure 16-8 (B), in which 
the rotor is omitted and each phase is indicated 
as a single coil. The two coils are drawn at 
right angles to each other to represent the 90? 
phase displacement between their respective 
voltages. The three wires make possible three 
different load connections—(A) and (B) across 
phases А and B, respectively, and (C) across 
both phases in series. The third voltage (C) is 
displaced 45° from the A and B phase voltages 
and is their vector sum as shown in figures 
16-8 (C) and (D) respectively. If each phase 
voltage has an effective value of 100 volts, the 
vector sum of these voltages is the hypotenuse 
of the right triangle, the base and altitude of 
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Figure 16-"7.— Two-phase four-pole a-c 
generator. 


which are each 100 volts. This hypotenuse is 
equal to 


cx , or X338 - 141 volts 


THREE-PHASE GENERATORS 


The 3-phase a-c generator, as the nameim- 
plies, has three single-phase windings spaced 
во that the voltage induced in each winding is 
120? out of phase with the voltages in the other 
two windings. A schematic diagram of a 3- phase 
stator showing all the coils becomes complex, 
and it is difficult to see whatis actually happen- 
ing. A simplified schematic diagram, showing all 
the windings of a single phase lumped together 
as one winding, is illustrated in figure 16-9 
(A). The rotor is omitted for simplicity. The 
waveforms of voltage are shown to the right of 
the schematic. The three voltages are 120? 
apart and are similar to the voltages that would 
be generated by three single-phase a-c genera- 
tors whose voltages are out of phase by angles 
of 120°. The three phases are independent of 
each other. 





(A) (B) 
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Figure 16-8. — Two-phase three- wire a-c 
generator. 
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Figure 16-9.— Three-phase a-c generator. 


The Wye Connection 


Rather than have six leads come out of the 
3-phase a-c generator, one of the leads from 
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each phase may be connected to form a common 
junction. The stator is then called wye, or star, 
connected. The common lead may or may not be 
brought out of the machine. If it is brought out, 
it is called the neutral. The simplified schemat- 
ic (fig. 16-9 (B)) shows a wye-connected stator 
with the common lead not brought out. Each 
load is connected across two phases in series. 
Thus, Rap is connected across phases A and B 
in series, Бас is connected across phases А 
and C in series, and Rpe is connected across 
phases B and C in series. Thus the voltage 
across each load is larger than the voltage 
across a single phase. In a wye- connected a-c 
generator the three start ends of each single- 
phase winding are connected together to a com- 
mon neutral point and the opposite, or finish, 
ends are connected to the line terminals A, B, 
and C. These letters are always used to desig- 
nate the three phases of a 3-phase system, or 
the three line wires to which the a-c generator 
phases connect, A 3-phase wye-connected a-c 
generator supplying three separate loads is 
shown in figure 16-10 (A). When unbalanced 
loads are used, a neutral may be added as 
shown in the figure by the broken line between 
the common neutral point and the loads. The 
neutral wire serves as a common return cir- 
cuit for all three phases and maintainsa voltage 
balance across the loads. No current flows in 
the neutral wire when the loads are balanced. 
This system is a 3-phase 4-wire circuit and is 
used to distribute 3-phase power to shore- 
based installations. The 3-phase 4-wire system 
is not used aboard ship, but is widely used in 
industry and for aircraft a-c power systems. 

The phase relations ina 3-wire 3-phase wye- 
connected system are shown in figure 16-10 
(B). In constructing vector diagrams of 3-phase 
circuits, a counterclockwise rotationis assumed 
in order to maintain the correct phase relation 
between line voltages and currents. Thus, the 
a-c generator is assumed to rotate in such a 
direction as to generate the three phase volt- 
ages in the order, Eg, Ep, Ec. 

The voltage in phase b, or Ep, lags the 
voltage in phase a, ог Ea, by 120°. Likewise, 
Ec lags Eb by 120°, and Ea lags Ec by 120?. In 
figure 16-10 (A), the arrows Ea, Ep, and Ec, 
represent the positive direction of generated 
voltage in the wye-connected a-c generator. 
The arrows Ij, I2, and I3 represent the positive 
direction of phase and line currents supplied 
to balanced unity power-factor loads connected 
in wye. The three voltmeters connectedbetween 
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Figure 16-10, — Three-phase wye-connected 
system. 


lines 1-2, 2-3, and 3-1, respectively, indicate 
effective values of line voltage. Theline voltage 
is greater than the voltage of a phase in the 
wye-connected circuit because there are two 
phases connected in series between each pair 
of line wires, and their voltages combine. Line 
voltage is not twice the value of phase voltage, 
however, because the phase voltages are not 
in phase with each other. 

The relation between phase and line voltages 
is shown in the vector diagram. Effective values 
of phase voltage are indicated by vectors, Ea, 
Eb, and Ec. Effective values of line and phase 
current are indicated by vectors Ia, Ip, and Ic. 
Because there is only one path for current be- 
tween any given phase and the line wire to 
which it is connected, the phase current is 
equal to the line current, The respective phase 
currents have equal values because the load is 
assumed to be balanced. For the same reason, 
the respective line currents have equal values, 
When the load has unity power factor, the phase 
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currents are in phase with their respective 
phase voltages. 

In combining a-c voltages, it is necessary 
to know the direction in which the positive 
maximum values of the voltages act in the cir- 
cuit as well as the magnitudes of the voltages. 
For example, in figure 16-11 (A), the positive 
maximum voltage generated in coils A and B 
act in the direction of the arrows, and B leads 
A by 1200. This arrangement may be obtained 
by assuming coils А and B to be two armature 
windings located 1209 apart. If each voltage 
has an effective value of 100 volts, the total 
voltage is Ег = 100 volts, as shown by the 
polar vectors in figure 16-11 (B). 

If the connections of coil B are reversed 
(fig. 16-11 (C)) with respect to their original 





(A) POSITIVE VOLTAGES 
SAME DIRECTION 


——— 
Ea- 100V 





Er= I73V 


(C) POSITIVE VOLTAGES 
IN OPPOSITE DIRECTION 


connections, the two voltages are in opposition, 
as may be seen by tracing around the circuit 
in the direction of the arrow in coil A. The 
positive direction of the voltage in coil B is 
opposite to the direction of the trace; the posi- 
tive direction of the voltage generated in coil 
A is the same as that of the trace; hence, the 
two voltages are in opposition. This effect is 
the same as though the positive maximum value 
of Ep, were 60° out of phase with that of Ea, 
and Ep acted in the same direction as Ea when 
the circuit trace was made (fig. 16-11 (D)) to 
vector Ea is accomplished by reversing the 
position of Ep from that shown in figure 16-11 
(B) to the position shown in figure 16-11 (D) 
and completing the parallelogram. If Ea and Ep 
are each 100 volts, Er = V3 x 100, or 173 volts. 





Eg Z 100V 






(B) Е Leaps Е, BY 120° 


Е a= 100V 





(D) (REVERSED) Eg LAGS Eq BY 60° 
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Figure 16-11.—Vector analysis of voltages in series aiding and opposing. 
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The value of Er may be derived in the following 
manner: Erecting a perpendicular to Ey divides 
the isosceles triangle into two equal right tri- 
angles each having a hypotenuse of 100 volts 
and a base of 100 cos 30°, or 86.6 volts. The 
total length of Ey is 2 x 86.6, or 173.2 volts. 

To construct the line voltage vectors Ej, 2; 
E2, 3, апа E3,1, in figure 16-10, it is first 
Necessary to trace a path around the closed 
circuit which includes the line wires, armature 
windings, and one of the three voltmeters. For 
example, in figure 16-10 (A), consider the cir- 
cuit that includes the upper and middle wires, 
the voltmeter connected across them, and the 
a-c generator phases a and b. The circuit 
trace is started at the center of the wye, pro- 
ceeds through phase a of the a-c generator, out 
line 1, down through the voltmeter from line 1 
to line 2, andthrough phase b ofthe a-c generator 
back to the starting point. Voltage drops along 
lne wires are disregarded. The voltmeter 
indicates an effective value equal to tbe vector 
sum of the effective value of voltage in phases 
a and b. This value is the line voltage, Ej,9- 
According to Kirchhoff's law, the source volt- 
age between lines 1 and 2 equals the voltage 
drop across the voltmeter connected to these 
lines. 

If the direction of the path traced through 
the generator is the same as that of the arrow, 
the sign of the voltage is plus; if the direction 
of the trace is opposite to the arrow, the sign 
of the voltage is minus. If the direction of the 
path traced through the voltmeter is the same 
as that of the arrow, the sign of the voltage is 
minus; if the direction of the trace is opposite 


| to that of the arrow, the sign of the voltage is 


plus. 
The following equations for voltage are based 
on the preceding rules: 


Ел ®© (-Ep) = Ej,2, or E1,2 = EgOEp 
Ep © (-Ec) = E2, 3, or E2, 3 = EpOE, 
Ec © (- Eg) = E3,1, or E3,1 = EcOEa 


The signs e and (2) mean vector addition and, 
vector subtraction, respectively. One vector is 
subtracted from another by reversing the posi- 
tion of the vector to be subtracted through an 
angle of 180? and constructing a parallelogram, 
the sides of which are the reversed vector and 
the other vector. The diagonal of the parallelo- 
gram is the difference vector. 
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These equations are applied to the vector 
diagram of figure 16-10 (B), to derive the line 
voltages E1,2, E2,3, and E3,1, as the diagonals 
of three parallelograms of which the sides are 
the phase voltages Ea, Ep, and Ec. From this 
vector diagram, the following facts are observed: 
(1) The line voltages are equal and 120? apart; 
(2) the line currents are equal and 120? apart; 
(3) the line currents are 30? out of phase with 
the line voltages when the power factor of the 
load is 100 percent; and (4) line voltage is the 
product of the phase voltage апау, 


The Delta Connection 


A three-phase stator may also be connected 
as shown in figure 16-9 (C). This is called the 
delta connection. In a delta-connected a-c 
generator, the start end of one phase winding 
is connected to the finish end of the third; and 
the start of the third phase winding is connected 
to the finish of the second phase winding; and 
the start ofthe second phase winding is connected 
to the finish of the first phase winding. The 
three junction points are connected to the line 
wires leading to the load. A 3-phase delta- 
connected a-c generator is depicted in figure 
16-12 (A), The generator is connected to a 
3-phase 3-wire circuit which supplies a 3- phase 
delta-connected load at the right-hand end of 
the 3-phase line. Because the phases are con- 
nected directly across the line wires, phase 
volage is equal to line voltage. When the 
generator phases are properly connected in 
delta, no appreciable current flows within the 
dela loop when there is no external load con- 
nected to the generator. If any one ofthe phases 
is reversed with respect to its correct connec- 
tion, a short-circuit current flows within the 
windings of no load, causing damage to the 
windings. 

To avoid connecting a phase in reverse it is 
necessary to test the circuit before closing the 
delta. This may be accomplished by connecting 
a voltmeter or fuse wire between the two ends 
of the delta loop before closing the delta. The 
two ends of the delta loop should never be 
connected if there is an indication of any 
appreciable current or voltage between them 
when no load is connected to the generator. 

The three phase currents, Ig, Ip, and Ie, 
are indicated by accompanying arrows in the 
generator phases in figure 16-12 (A). These 
arrows point in the direction of the positive 
current and voltage of each phase. The three 
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Figure 16-12.— Three-phase delta- connected 
system. 


voltmeters connected across lines 1-2, 2-3, and 
3-1, respectively, indicate effective values of 
line and phase voltage. Line current 1] is sup- 
plied by phase a and c, which are connected to 
line 1. Line current is greater than phase cur- 
rent, but not twice as great because the phase 
currents are not in phase with each other. The 
relation between line currents and phase cur- 
rents is shown in figure 16-12 (B). 

Effective values of line and phase voltages 
are indicated by vectors Ea, Ep, and Ec. Note 
that the vector sum of Eg, Ep, and E, is zero. 
The phase currents are equal to each other 
because the loads are balanced, The line cur- 
rents are equal to each other for the same 
reason, At unity-power-factor loads, the phase 
current and phase voltage have a 0? angle 
between them. 

To construct the line current vectors it is 
first necessary to consider the direction of 
currents at the junctions of the line wires and 
the generator phases. Consider the junction 
formed by phase a, phase c, andline 1. Accord- 
ing to Kirchhoff's law, line current I; is equal 
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to the vector difference between Ig and 1с. In 
figure 16-12 (B), current vector I4 is in the 
Same general direction as current vector Ij 
(less than 90? displaced from I4) and current 
vector І. is in opposition to vector 1] (more 
than 90? displaced from it), Ij is the vector 
sum of Ig and -Ic. These are two equal values 
of phase current and they are 60? out of phase 
with each other. The vector sum of all currents 
entering and leaving the junction is zero. Cur- 
rent arrows that point toward the junction are 
considered to represent positive currents. Cur- 
rent arrows that point away from the junction 
are considered to represent negative currents. 
The following equations for current are based 
on the preceding rules: 


ROOI = I or = Oye 
I, 6 (-1)) = 5, огр= І. 
LOC?) = Із, or I4 = I, 61. 


Here also, the signs Ф and(3 mean vector addi- 
tion and vector subtraction, respectively. Vector 
subtraction is accomplished again by reversing 
the vector being subtracted through an angle of 
180? and combining it with the other vector by 
the parallelogram method to form the diagonal 
which is the vector difference. 

If the current equations are applied to the 
vector diagram of figure 16-12 (B), the line 
current Ij, Io, and Ig are derived as diagonals 
of the three parallelograms in which the sides 
are the phase currents 1а, Ip, and Ig. From 
this diagram the following facts are observed: 
(1) The line currents are equal and 120° apart; 
(2) the line voltages are equal and 120° apart; 
(3) the line currents are 30° out of phase with 
the line voltages when the power factor of the 
load is unity; and (4) the line current is equal 
to the product of the phase current and v3. 

The power delivered by a balanced 3-phase 
wye-connected system is equal to three times 
the power delivered by each phase. The total 
true power is 


Р, = ЗЕ nase рћаве cosg 
Because 
E 
,. line E 
Ephase Jg and I hase = Tine 
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the total true power is 


P E line I 


"t= Зур 16 line 08 0 


=V3 Eine! 


The power delivered by a balanced 3-phase 
delta-connected system is also three times the 
power delivered by each phase. 


line cos 8 


Because 


dI — lune 
RR -phase _ Аа 





Ephase B Eline 


the total true power is 


hine 


= 3E ine МЗ 
-X3E 





cos 6 


` ‚__ COS 6 
linelline 


Thus, the expression for 3-phase power 
delivered by a balanced delta-connected system 
is the same as the expression for 3-phase 
power delivered by a balanced wye-connected 
system. Two examples are given to illustrate 
the phase relations between current, voltage, 
and power in (1) a 3-phase wye-connected sys- 
tem and (2) a 3-phase delta-connected system. 

Example 1: A 3-phase wye-connected a-c 
generator has a terminal voltage of 450 volts 
and delivers a full-load current of 300 amperes 
per terminal at a power factor of 80 percent. 
Find (a) the phase voltage, (b) the full-load 
current per phase, (c) the kilovolt-ampere, or 
apparent power, rating, and (d) the true power 
output. 


E. 

(а) E hase ^ — ©. = 450 = 260 volts 
v3 УЗ 

(b) I =I = 300 amperes 


phase line 


(c) Apparent power = УЗ Ev ine Line 


= V$ x 450 x 300= 2 600 
va, Or 233.6 kv 
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(d) True power = Và E I cos ө 


line line 


3 x 450 x 300 x 0.8 


= 186,800 watts, or 186.8 kw 


Example 2: A 3-phase delta-connected a-c 
generator has a terminal voltage of 450 volts 
and the current in each phase is 200 amperes. 
The power factor of the load is 75 percent. 
Find (a) the line voltage, (b) the line current, 
(c) the apparent power, and (d) the true power. 


(a) E Е = 450 volts 


phase line 


(DL. -"3I 


line phase” 1. 732 x 200 = 346 amperes 


r = V3 
(c) Apparent power = V3 Eline Hine 


= 1. 732 x 450 x 346 = 269, 000 va, or 269 kva 


(d) True power = V3 E cos @ 


line Tine 


1,73 x 450 x 346 x 0.75 


- 202,020, or 202.02 kw 


MEASUREMENT OF POWER 


The wattmeter connections for measuring the 
true power in a 3-phase system are shown in 
figure 16-13. The method shown in figure 16- 
13 (A) uses three wattmeters with their current 
coils inserted in series with the line wires and 
their potential coils connected between line and 
neutral wires. The total true power is equal 
to the arithmetic sum of the three wattmeter 
readings. 

The method shown in figure 16-13 (B) uses 
two wattmeters with their current coils con- 
nected in series with two line wires and their 
potential coils connected between these line 
wires and the common, or third, wire that does 
not contain the current coils. The total true 
power is equal to the algebraic sum of the 
two wattmeter readings. If one meter reads 
backward, its potential coil connections are 
first reversed to make the meter read up-scale 
and the total true power is then equal to the 
difference in the two wattmeter readings. If 
the load power factor is less than 0.5 and the 
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Figure 16-13,—Wattmeter connection for 
measurement of power in a 3-phase system. 


loads are balanced, the total true power is 
equal to the difference in the two wattmeter 
readings, If the load power factor is 0.5, one 
meter indicates the total true power and the 
other indicates zero. If the load power factoris 
above 0.5, the total true power. is equal to the 
sum of the two wattmeter readings. 


FREQUENCY 


The frequency of the a-c generator voltage 
depends upon the speed of rotation of the rotor 
and the number of poles. The faster the speed, 
the higher the frequency will be; and the lower 
the speed, the lower the frequency becomes. 
The more polés there аге on the rotor, the higher 
the frequency is for a given speed, When a 
rotor has rotated through an angle such that two 
adjacent rotor poles (а ` north and a south pole) 
has passed one: winding, the voltage induced in 
that winding will have varied through one com- 
plete cycle. For a given frequency, the more 
pairs of poles there are, the lower is the speed 
of rotation.' A 2- -pole generator rotates at twice 
the speed of a 4-pole generator’ for the same 
frequency of generated. voltage. The frequency 
of the generator in Hz (cycles per Bee is 
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related to the number of poles and the speed, 
as expressed by the equation 


t-28, N -PN 
2 *'60 ^ 120 


where P is the number of poles and N the speed 
in rpm. For example, a 2-pole 3,600-rpm 
2 x 3,600 

120 = 60 Hz; 


a 4-pole 1,800-rpm generator has the same 
frequency; and a 6-pole iai generator has 


6 x 500 
120 ^ 25 Hz, and a 12-pole 


4,000-rpm generator has a frequency of 
12 x 4,000 
120 


generator has a frequency of 


a frequency of 


= 400 Hz. 


GENERATED VOLTAGE 


Once the machine has been designed and 
built, the generated voltage of an asc generator 
is controlled, in practice, by varying the d-c 
excitation voltage applied tó the field winding. 

In the design, however, many factors must 
be taken into account, аз the following text 
illustrates. 

As mentioned before, the conductors in a 
generator ‘armature are arranged in one or 
more groups called phases, according to whether 
the machine is designed to deliver single-phase, 
2- phase, or 3-phase voltages. The effective 
voltage, E, ver phase is 
-8 


Кър 


Е = = 2.229 Zi 107 
where Ф is the number of magnetic lines of flux 
per pole, Z the number of conductors in series 
per phase, f the frequency in Hz, Кү, a breadth 
(or belt) factor, and Kp à pitch factor. 

Generally, the coils of each phase are dis- 
tributed uniformly around the stator, The volt- 
ages generated in the various coils are not in 
time phase with ‘each other because of the dis- 
placement of the coils. A breadth, or belt, 
factor K, takes the displacement into account 
and reduces the total generated voltage per 
phase below the voltage that would be generated 
if all the active conductors were in the form of 
a concentrated winding. Also, if the two halves 
of a coil are less than 180 electrical degrees 
apart, the voltage generated in the coil is less 
than it would be if the coil pitch were a full 180 
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electrical degrees. The pitch factor, Kp; ас- 
counts for this reduction in voltage. 

For example, a certain 3-phase, 60-Hz 
generator has 96 conductors in series per phase 
and a field pole flux of 2.54 x 106 lines per 
pole. The breadth factor is 0.958, and the pitch 
factor is 0.966. The effective voltage per phase 
is 


- 2.22 x 2.54 x10°x 96 x60x0.958 x 0.966 


10° 


Е 


- 800 volts 


CHARACTERISTICS 


When the load on a generator is changed, 
the terminal voltage varies with the load. The 
amount of variation depends on the design ofthe 
generator and the power factor of the load. With 
а load having a lagging power factor, the drop 
in terminal voltage with increased load is 
greater than for unity power factor. With a load 
having a leading power factor, the terminal 
voltage tends to rise. The causes of a change 
in terminal voltage with load change are (1) 
armature resistance (2) armature reactance, and 
(3) armature reaction, 


Armature Resistance 


When current flows through a generator 
armature winding, there is an IR drop due to 
the resistance of the winding. This drop in- 
creases with load, and the terminal voltage 
is reduced. The armature resistance drop is 
small because the resistance is low. 


Armature Reactance 


The armature current of an a-c generator 
varies approximately as a sine wave. The con- 
tinuously varying current іп thegenerator arma- 
ture is accompanied by an IX], voltage drop in 
addition to the IR drop. Armature reactance in 
an a-c generator may be from 30 to 50 times 
the value of armature resistance because of the 
relatively large inductance of the coils com- 
pared with their resistance. 

A simplified series equivalent circuit of 
one phase of an a-c generator is shown in 
figure 16-14, The voltage generated in the 
phase winding is equal to the vector sum of the 
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terminal voltage for the phase and the internal 
voltage loss in the armature resistance, R, and 
the armature reactance, X[, associated with 
that phase. The voltage vectors for a unity 
power-factor load are shown infigure 16-14(A). 
The armature IR drop is in phase with the 
current, I, and the terminal voltage Ey. Be- 
cause the armature IX], drop is 90 “out of phase 
with the current, the terminal voltage is approxi- 
mately equal to the generated voltage, less the 
IR drop in the armature. 

The voltage vectors for a lagging power- 
factor load are shown in figure 16-14 (B). The 
load current and IR drop lag the terminal volt- 
age by angle 8. In this example, the armature 
IZ drop is more nearly in phase with the ter- 
minal voltage and the generated voltage. Hence, 
the terminal voltage is approximately equal to 
the generated voltage, less the armatureIZ drop. 
Because the IZ drop is much greater than the 
IR drop, the terminal voltage is reduced that 
much more. The voltage vectors for a leading 
power-factor load are shown in figure 16-14 
(C) The load current and IR drop lead the 
terminal voltage by angle Ө. This condition re- 
sults in an increase in terminal voltage above 
the value of Eg. The total available voltage of 
the a-c generator phase is the combined effect 
of Eg (rotationally induced) and the self-induced 
voltage (not shown in the vectors). The self- 
induced voltage, as in any a-c circuit, is caused 
by the varying field (accompanying the varying 
armature current) linking the armature conduc- 
tors. The self-induced voltage always lags the 
current by 90°; hence, when I leads Et, the 
self-induced voltage aids Eg, and Et increases. 


Armature Reaction 


When an a-c generator supplies no load, the 
d-c field flux is distributed uniformly across 
the airgap. When an a-c generator Supplies a 
reactive load, however, the current flowing 
through the armature conductors produces an 
armature magnetomotive force (mmf) that in- 
fluences the terminal voltage by changing the 
magnitude of the field flux across the airgap. 
When the load is inductive, the armature mmf 
opposes the d-c field and weakens it, thus 
lowering the terminal voltage. When a leading 
current flows in the armature the d-c field is 
aided by the armature mmf and the flux across 
the airgap is increased, thus increasing the 
terminal voltage. 
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Figure 16-14.—A-c generator voltage characteristics. 


VOLTAGE REGULATION 


The voltage regulation of an a-c generator 
is the change of voltage from full load to no 
load, expressed in percentage of full-load volts, 
when the speed and d-c field current are held 
constant, 


Enz, - EfL 
Er, 


Percent regulation = x 100 


For example, the no-load voltage of a certain 
generator is 250 volts and the full-load voltage 
is 220 volts, The percent regulation is 


Z 250 - 220 
=~ x 100 = 13.6 percent 
220 
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PRINCIPLES OF A-C 
VOLTAGE CONTROL 


In an a-c generator, an alternating voltage 
is induced into the armature windings when 
magnetic fields of alternating polarity are passed 
across these windings. The amount of voltage 
induced into the a-c generator windings depends 
mainly on three things: the number of con- 
ductors in series per winding, the speed at which 
the magnetic field passes across the winding 
(generator rpm), andthe strength of the magnetic 
field. Any of these three could conceivably be 
used to control the amount of voltage induced 
into the a-c generator windings. 

The number of windings, of course, is fixed 
when the generator is manufactured. Also, if 
the frequency of a generator’s output is required 
to be of a constant value, then the speed of the 
rotating field must be held constant. This pre- 
vents the use of the generator rpm as a means 
of controlling the voltage output. Thus, the only 
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practical remaining method for obtaining voltage 
control is to control the strength of the rotating 
magnetic field. In some specialized applications, 
the field is furnished by a permanent magnet. 
The a-c generator in figure 16-2 uses an elec- 
tromagnetic field rather than a permanent 
magnetic type field, The strength ofthis electro- 
magnetic field may be varied by changing the 
amount of current flowing through the coil. This 
is accomplished by varying the amount of volt- 
age applied across the coil. It can be seen that 
by varying the exciter armature d-c output 
voltage, the a-c generator field strength is also 
varied. Thus, the magnitude of the generated 
a-c voltage depends directly on the value of the 
exciter output voltage. This relationship allows 
a relatively large a-c voltage to be controlled 
by a much smaller d-c voltage. 

The next function of the a-c generator that 
must be understood is how the d-c exciter out- 
put voltage is controlled. Voltage controlina 
d-c generator is obtainedby varyingthe strength 
of the d-c generator shunt field. Thisisaccom- 
plished by using any of a number of different 
types of voltage regulators. A device which 
will vary the exciter shunt field current in 
aecordance with changes in the a-c generator 
voltage is called an a-c generator voltage 
regulator, This regulator must also maintainthe 
correct value of exciter shuntfield current when 
no a-c voltage corrective action is required 
(steady state output). In figure 16-15, note that 
a pair of connections labeled a-c sensing input 
feeds а voltage proportional tothe a-c generator 
output voltage to the a-c voltage regulator. Note 
also that a portion of the exciter's armature 
output is connected through the exciter's field 
rheostat, RX, then through the exciter shunt 
field windings, and finally back to the exciter 
armature. Obviously, the exciter supplies direct 
current to its own control field, in addition to 
the a-c generator field, as determined by the 
setting of RX, The setting of RX is controlled 
by the magnetic strength of the control coil L. 
The magnetic strength of L is in turn controlled 
by the voltage across resistor R. The voltage 
across R is rectified d.c., and is proportional 
to the a-c line voltage. (Rectifiers are devices 
that change а.с. to d.c.) 

: Thus, the essential function of the voltage 
regulator is to use the a-c output voltage, which 
it is designed to control, as a sensing influence 
to control the amount of current the exciter 
Supplies to its own control field, A drop in the 
output a-c voltage will change the setting of RX 
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in one direction and cause a rise in the exciter 
control field current, A rise inthe output a-c 
voltage will change the setting of RX in the 
opposite direction and cause a drop in the 
exciter control field current. These latter two 
characteristics are caused by actions withinthe 
voltage regulator. These characteristics are 
common to both the resistive and magnetic 
(magnetic amplifier) types of a-c voltage regu- 
lators. Both types of regulators perform the 
same functions, but accomplish them through 
different operating principles. 


PARALLEL OPERATION 
OF A-C GENERATORS 


A-c generators are connected in parallel to 
(1) increase the plant capacity beyond that of a 
single unit, (2) serve as additional reserve power 
for expected demands, or (3) permit shutting 
down one machine and cutting in a standby 
machine without interrupting the power supply. 
When a-c generators are of sufficient size, and 
are operating at unequal frequencies and termi- 
nal voltages, severe damage may result if they 
are suddenly connected to each other through 
a common bus. To avoid this, the generators 
must be synchronized as closely as possible 
before connecting them together. This may be 
accomplished by connecting one generator to the 
bus (referred to as bus generator), and then 
synchronizing the other (incoming generator) 
to it before closing the incoming generator’s 
main power contactor. The generators are 
synchronized when the following conditions are 
Set: : 

1. Equal terminal voltages. This is obtained 
by adjustment of the incoming generator’s field 
strength. 

2. Equal frequency. This is obtained by ad- 
justment of the incoming generator’s prime 
mover speed, 

3, Phase voltages in proper phase relation. 
(Connecting phase voltages must reach peak 
values of the same polarity at the same instant.) 
The generators could have the same frequency, 
and still not be in phase. That is, if the two 
generators have the same frequency, but one 
is lagging the other, the lagging generator will 
remain a fixed number of degrees behind the 
leading generator, until it isaccelerated slightly 
to catch up. 

4. Phases connected in proper sequence. 
One pair of phases may be properly connected, 
while the other two pairs may be crossed. In 
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Figure 16-15.—Simplified voltage regulator circuit. 


this case, the phase sequence of one generator 
may be ACB, while the other is АВС. 


Synchronizing A-C Generators 


Allof the foregoing conditions may be set 
by the following methods: 

Equal voltages may be checked by using a 
voltmeter. The remaining conditions, equalfre- 
quency, phase relations, and phase sequence, 
are checked by using either synchronizing lamps 
ог а synchroscope. There are a number of ways 
in which synchronizing lamps may be connected, 
but the most satisfactory arrangement is the 
two-bright one-dark method. This connective 
arrangement is shown in figure 16-16. Note 
that the lamps are connected directly between 
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the incoming generator's output and the buses. 
In this way, the two a-c sources may be syn- 
chronized before the incoming generator's main 
power contactor is closed. At the instant the 
two generators are to be paralleled L2 and L3 
will glow with maximum brilliance and Ly will 
be dark, 

Assume that the incoming generator is far 
out of synchronism—lagging. All three lamps 
will appear to glow steadily, because the fre- 
quency of the voltage across them is the dif- 
ference in the frequencies of the two generators, 
and thus is too high for individual alterations 
to be observed. As the lagging generator is 
accelerated, however, the lamp (differential) 
frequency decreases until their light flickers 
visibly. Their flickering will have a rotating 
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Figure 16-16.—Synchronizing lamp connection 
for two-bright one-dark method, 


Sequence, if connections are correct, and will 
indicate which generator is faster. 

At a point approaching synchronism, lamp 
Lı will be dark because it is connected between 
like phases. That is, the two phase C voltages 
will be so nearly synchronized that their dif- 
ferential voltage across Lj will be insufficient 
to make it glow visibly. However, this differen- 
tial may stillbe of sufficient magnitude to damage 
the, generators should they be connected at this 
time. The reason for cross-connecting Lo and 
L3 is now indicated. Under perfectly synchro- 
nized conditions, the phase voltages across L2 
and L3 are both 120 apart, because of their 
cross-connection, and both glow with equal 
brilliance. However, if the generators are not 
in complete synchronism, but only very near it, 
one of the bright lamps would be increasing in 
voltage as the other was decreasing. This 
action would cause a visible difference in the 
brilliance of L9 and L3. Thus, by adjusting the 
incoming generator’s frequency so that no visi- 
ble difference of brilliance exists between Lo 
and Ls, the exact point of synchronism can be 
approached very closely before paralleling the 
шш generator with the generator on the 

us. 


When the lamps have been used to bring the 
generators as close to synchronization as is 
visibly possible, the synchroscope is used to 
make the final fine adjustment to the incoming 
generator’s frequency. A synchroscope is a 
highly sensitive instrument used to detect a dif- 
ference in frequency between two a-c sources. 


TRANSFORMERS 


A transformer is a device that hasno moving 
parts and that transfers energy from one circuit 
to another by electromagnetic induction. The 
energy is always transferred without a change 
in frequency, but usually with changes in voltage 
and current. A step-up transformer receives 
electrical energy at one voltage and delivers it 
at a higher voltage. Conversely, a stepdown 
transformer receives energy at one voltage and 
delivers it at a lower voltage. Transformers 
require little care and maintenance because of 
their simple, rugged, and durable construction. 
The efficiency of transformers ishigh. Because 
of this, transformers are responsible for the 
more extensive use of alternating current than 
direct current. The conventional constant- 
potential transformer is designed to operate with 
the primary connected across a constant- 
potential source and to provide a secondary 
voltage that is substantially constant from no 
load to full load. 

Various types of small single-phase trans- 
formers are used in electrical equipment. In 
many installations, transformers are used on 
Switchboards to stepdownthe voltage for indicat- 
ing lights. Low-voltage transformers are in- 
cluded in some motor control panels to supply 
control circuits or to operate overload relays. 

Instrument transformers include potential, 
or voltage, transformers and current trans- 
formers. Instrument transformers are common- 
ly used with a-c instruments when high voltages 
or large currents are to be measured. 

Electronic circuits and devices employ many 
types of transformers to provide necessary 
voltages for proper electron-tube operation, 
interstage coupling, signal amplification, and so 
forth. The physical construction of these trans- 
formers differs widely. 

The power-supply transformer used inelec- 
tronic circuits is а single-phase constant- 
potential transformer with one or more second- 
ary windings, or a single secondary with several 
tap connections, These transformers havealow 
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volt-ampere capacity and are less efficient than 
large constant-potential power transformers. 
Most power- supply transformers for electronic 
equipment are designed to operate ata frequency 
of $0 to 60 Hz. Aircraft power-supply trans- 
formers are designed for a frequency of 400 
Hz. The higher frequencies permit a saving in 
size and weight of transformers and associated 
equipment, 


CONSTRUCTION 


The typical transformer has two windings 
insulated electrically from each other. These 
windings are wound on a common magnetic core 
made of laminated sheet steel, The principal 
parts are: (1) The core, which provides a 
circuit of low reluctance for the magnetic flux; 
(2) the primary windings, which receives the 
energy from the a-c source; (3) the secondary 
winding, which receives the energy by mutual 
induction from the primary and delivers it to 
the load, and (4) the enclosure. 

When a transformer is used to step up the 
voltage, the low-voltage winding is the primary. 
Conversely, when a transformer is used to step 
down the voltage, the high-voltage winding is 
the primary. The primary is always connected 
to the source of the power; the secondary is 
always connected to the load, It is common 
practice to refer to the windings as the primary 
and secondary rather than the high-voltage and 
low-voltage windings. 

The principal types of transformer con- 
Struction are the core type and the shelltype, 
as illustrated respectively in figure 16-1" (A) 
and (B). The cores are built of thin stampings 
of silicon steel. Eddy currents, generated in 
the core by the alternating flux as it cuts 
through the iron, are minimized by using thin 
laminations and by insulating adjacent lamina- 
tions with insulating varnish. Hysteresislosses, 
caused by the friction developed between mag- 
netic particles as they are rotated through each 
cycle of magnetization, are minimized by using 
a special grade of heat-treated grain-oriented 
silicon- steel laminations. 

In the core type transformer, the copper 
windings surround the laminated iron core. In 
the shell type transformer the iron core sur- 
rounds the copper windings. Distributiontrans- 
formers are generally of the core type; whereas 
some of the largest power transformers are of 
the shell type. 


If the windings of a core-type transformer 
were placed on separate legs of the core, a 
relatively large amount of the flux produced 
by the primary winding would fail to link the 
secondary winding and a large leakage flux 
would result. The effect of the leakage flux 
would be to increase the leakage reactance drop, 
IX], in both windings. To reduce the leakage 
flux and reactance drop, the windings are sub- 
divided and half of each winding is placed on 
each leg of the core. The windings may be 
cylindrical in form and placed one inside the 
other with the necessary insulation, as shown іп 
figure 16-17 (A) The low-voltage winding is 
placed with a large part of its surface area 
next to the core, and the high-voltage winding 
is placed outside the low-voltage winding in 
order to reduce the insulation requirements of 
the two windings. If the high-voltage winding 
were placed next to the core, two layers of 
high-voltage insulation would be required, one 
next to the core and the other between the two 
windings. 

In another method, the windings are built 
up in thin flat sections called pancake coils. 
These pancake coils are sandwiched together, 
with the required insulation between them, as 
shown in figure 16-17 (B). 

The complete core and coil assembly (fig. 
16-18 (A)) is placed in a steel tank, In some 
transformers the complete assembly is im- 
mersed in a special mineral oil to provide a 
means of insulation and cooling, while in other 
transformers they are mounted in drip-proof 
enclosures as shown in figure 16-18 (B). 

Transformers are built in both single-phase 
and polyphase units. A 3-phase transformer 
consists of separate insulated windings for the 
different phases, wound on a 3-legged core 
capable of establishing three magnetic fluxes 
displaced 120° in time phase. 


VOLTAGE AND CURRENT RELATIONS 


The operation of the transformer is based 
on the principle that electrical energy can be 
transferred efficiently by mutual induction from 
one winding to another. When the primary wind- 
ing is energized from an a-c source, an alter- 
nating magnetic flux is established in the 
transformer core. This flux links the turns of 
both primary and secondary, thereby inducing 
voltages in them. Because the same flux cuts 
both windings, the same voltage is induced in 
each turn of both windings, Hence, the total 
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Figure 16-17.—Types of transformer construction. 


induced voltage in each winding is proportional 
to the number of turns in that winding; that is, 


№ 


№ 


Lud 
E2 


where E; and Eg are the induced voltages in 
the primary and secondary windings, respec- 
tively, and № and № are the number of turns 
in the primary and secondary windings, respec- 
tively. In ordinary transformers the induced 
primary voltage is almost equal to the applied 
primary voltage; hence, the applied primary 
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voltage and the secondary induced voltage are 
approximately proportional to the respective 
number of turns in the two windings. 

А constant-potential single-phase trans- 
former is represented bythe schematic diagram 
in figure 16-19 (A). For simplicity, the primary 
winding is shown as being on one leg of the 
core and the secondary winding on the other leg. 
The equation for the voltage induced in one 
winding of the transformer is 


p. 4.44 BSfN 
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Figure 16-18,—Single-phase transformor. 


where E is the rms voltage, B the maximum 
value of the magnetic flux density in lines per 
Square inch in the core, S the cross-sectional 
area of the core in square inches, f the fre- 
quency in hertz, and N the number of complete 
turns in the winding. 

For example, if the maximum flux density 
is 90,000 lines per square inch, the cross- 
sectional area of the core is 4.18 square inches, 
the frequency is 60 Hz, and the number of turns 
in the high-voltage winding is 1,200, the voltage 
rating of this winding is 


E, = 4,44 x 90,000 x 4.18 x 60 x 1,200 


108 
= 1,200 volts 


If the primary-to-secondary turns ratio of this 
transformer is 10 to 1, the number of turns in 
the low-voltage winding will be 
1,200 
10 


= 120 turns 


and the voltage induced in the secondary will be 


1,200 
10 


Eo as = 120 volts 


The waveforms of the idealtransformer with 
no load are shown in figure 16-19 (B). When E, 
is applied to the primary winding, №, with the 
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Figure 16-19. — Constant- potential transformer. 


switch, S, open, the resulting current Ig, is 
small and lags Ej by almost 90° because the 
circuit is highly inductive, This no-load current 
is called the exciting, or magnetizing, current 
because it supplies the magnetomotive force 
that produces the transformer core flux ® The 
flux produced by Іа cuts the primary winding, 
Nj, and induces a counter voltage Ес 180° out 
of phase with Е], in this winding. The voltage, 
E2, induced in the secondary winding isinphase 
with the induced (counter) voltage, Ec, in the 
primary winding, and both lag the exciting cur- 
rent and flux, whose variations produce them, 
by an angle of 90°. These relations are shown 
in vector form in figure 16-19 (C). The values 
are only approximate and are not drawn exactly 
to scale. 

When a load is connected to the secondary by 
closing switch S (fig. 16-19 (A)), the secondary 
current I2, depends upon the magnitude of the 
secondary voltage, Eg, and the load impedance, 
2. For example, if Eg is equal to 120 volts and 
the load impedance is 20 ohms, the secondary 
current will be 


= 120.58 amperes 
20 


If the secondary power factor is 86.6 percent, 
the phase angle, 82, between secondary current 
and voltage will be the angle whose cosine is 
0.866, or 30°. 

The secondary load current flowing through 
the secondary turns comprises a load com- 
ponent of magnetomotive force, whichaccording 
to Lenz's law is in such a directionas to oppose 
the flux which is producing it, This opposition 
tends to reduce the transformer flux a slight 
amount, The reduction in flux is accompanied 
by a reduction in the counter voltage induced 
in the primary winding of the transformer. 
Because the internal impedance of the primary 
winding is low andthe primary current is limited 
principally by the counter emf in the winding, 
the transformer primary current increases when 
the counter emf in the primary is reduced, 

The increase in primary current continues 
until the primary ampere-turns are equal tothe 
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Secondary ampere-turns, neglecting losses. For 
example, in the transformer being considered, 
the magnetizing current, I4, is assumed to be 
negligible in comparison with the total primary 
current, 11 + I4, under load conditions because 
Та is small in relation to Ij and lags it by an 
angle of 60°. Hence, the primary and secondary 
ampere-turns are equal and opposite; that is, 


Nu, = Eglo 


In this example, 


= 0.6 ampere 


Neglecting losses, the power delivered to the 
primary is equal to the power supplied by the 
secondary to the load. If the load power is 
P2 = Е919 cos 69, or 120 x 6 (cos 30° = 0.866) 

- 624 watts, the power supplied to the primary 
is approximately Py = E114 cos ө, or 1200 x 0. 6 
(cos 30° = 0.866) = 624 watts. 

Тһе load component of primary current, Ij, 
increases with secondary load and maintains the 
transformer core flux at nearly its initial 
value. This action enables the transformer pri- 
mary to take power from the source in propor- 
tion to the load demand, and to maintain the 
terminal voltage approximately constant, The 
lagging-power-factor load vectors are shown in 
figure 16-19 (D) Note that the load power 
factor is transferred through the transformer 
to the primary and that 80 9 is approximately 
equal to 61, the only difference being that 8, is 
slightly larger than 09 because of the presence 
of the exciting current which flows in the pri- 
mary winding but not in the secondary. 


The copper loss of a transformer varies as - 


the square of the load current; whereas the 
core loss depends on the terminal voltage applied 
to the primary and on the frequency of opera- 
tion. The core loss of a constant-potential 
transformer is constant from no load to full 
load because the frequency is constant and the 
effective values of the applied voltage, exciting 
current, and flux density are constant, 

If the load supplied by a transformer has 
unity power factor, the kilowatt (true power) 
output is the same as the kilovolt-ampere 
(apparent power) output. If the load has a 
lagging power factor, the kilowatt output is 
proportionally less than the kilovolt-ampere 
output. For example, a transformer having a 
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full-load rating of 100 kva can supply a 100-kw 
load at unity power factor, but only an 80-kw 
load at a lagging power factor of 80 percent. 

Many transformers are rated in terms of 
the kva load that they can safely carry con- 
tinuously without exceeding a temperature rise 
of 80° C when maintaining rated secondary 
voltage at rated frequency and when operating 
with an ambient (surrounding atmosphere) tem- 
perature of 40? C. The actual temperature rise 
of any part of the transformer is the difference 
between the total temperature of that part and 
the temperature of the surrounding air. 

It is possible to operate transformers ona 
higher frequency than that for which they are 
designed, but it is not permissable to operate 
them at more than 10 percent below their rated 
frequency, because of the resulting overheating. 
The exciting current in the primary varies 
directly with the applied voltage and, like any 
impedance containing inductive reactance, the 
exciting current varies inversely with the fre- 
quency. Thus, at reduced frequency, the excit- 
ing current becomes excessively large and the 
accompanying heating may damage the insula- 
tion and the windings. 


EFFICIENCY 


The efficiency of a transformer is the ratio 
of the output power at the secondary terminals 
to the input power at the primary terminals. 
It is also equal to the ratio of the output to the 
output plus losses, That is, 


efficiency = oe 
" output 
outputs copper loss + соге loss 


The ordinary power transformer has an effi- 
cency of 97 to 99 percent. The losses are due 
to the copper losses in both windings and the 
hysteresis and eddy-current losses in the iron 
core. 

The copper losses vary as the square of the 
current in the windings and as the winding re- 
sistance. In the transformer being considered, 
if the primary has 1,200 turns of number 23 
copper wire, having a length of 1,320 feet, the 
resistance of the primary winding is 26.9 ohms. 
If the load current in the primary is 0.5 ampere, 
the primary copper loss in (0.5)2 x 26.9 = 6.725 
watts. Similarly, if the secondary winding 
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contains 120 turns of number 13 copper wire, 
having a length of approximately 132 feet, the 
secondary resistance will be 0.269 ohm. The 
Secondary copper loss is I22R2, or (5)2 x 
0.269 = 6.725 watts, and the total copper lossis 
6.725 x 2 = 13.45 watts. 

The core losses, consisting of the hysteresis 
and eddy-current losses, caused by the alter- 
nating magnetic flux in the core are approxi- 
mately constant from no load to full load, with 
rated voltage applied to the primary. 

In the transformer of figure 16-19 (A), if 
the core loss is 10.6 watts and the copper loss 
is 13.4 watts, the efficiency is 


output 


output + copper loss + core loss 


624 _ 624 _ 
624 + 13.4 + 10.6 ^ 648 = © 963 


or 96.3 percent, The rating of the transformer 
is 


КП _ 1,200х0.5 _ беруу 
1,000 1,000 


The efficiency of this transformer is relatively 
low because it is a small transformer and the 
losses are disproportionately large. 


SINGLE-PHASE CONNECTIONS 


Single-phase distribution transformers usu- 
ally have their windings divided into two or 
more sections, as shown in figure 16-20. When 
the two secondary windings are connected in 
series (fig. 16-20 (A)), their voltages add. In 
figure 16-20 (B), the two secondary windings 
are connected in parallel, and their currents 
add. For example, if each secondary winding 
is ratedat 120 volts and 100 amperes, the series- 
connection output rating will be 240 volts at 100 
amperes, or 24 kva; the parallel-connection 
output rating will be 120 volts at 200 amperes, 
or 24 kva. 

In the series connection, care must be taken 
to connect the coils so that their voltages add, 
The proper arrangement is indicated in the 
figure. A trace made through the secondary 
circuits from X4 to Хд is in the same direction 
as that of the arrows representing the maximum 
positive voltages. 
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Figure 16-20.—Single-phase transformer 
secondary connections, 


In the parallel connection, care must be 
taken to connect the coils so that their voltages 
are in opposition. The correct connection is 
indicated in the figure. The direction of atrace 
made through the secondary windings from X, 
to X2 to X4to X35 andreturningto X1 is the same 
as that of the arrow in the right-hand winding. 
This condition indicates that the secondary 
voltages have their positive maximum values in 
directions opposite to each other in the closed 
circuit, which is formed by paralleling the two 
Secondary windings. Thus, no circulating cur- 
rent will flow in these windings on no load. 
If either winding were reversed, a short- 
circuit current would flow in the secondary, and 
this would cause the primary to draw a short- 
circuit current from the source. This action 
would, of course, damage the transformer as 
well as the source. 


THREE-PHASE CONNECTIONS 


Power may be supplied through 3-phase cir- 
cuits containing transformers in which the 
primaries and secondaries are connected in 
various wye and delta combinations. For ex- 
ample, three single-phase transformers may 
supply 3-phase power with four possible com- 
binations of their primaries and secondaries, 
These connections are: (1) primaries in delta 
and secondaries in delta, (2) primaries in 
wye and secondaries in wye, (3) primaries 
in wye and secondaries in delta, (4) primaries 
in delta and secondaries in wye. 
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Delta and wye connections were described 
earlier in this chapter under the subject *"Three- 
Phase Generators," and the relations between 
line and phase voltages and currents were also 
described, These relations apply to trans- 
formers as wellas to a-c generators. 

If the primaries of three single-phasetrans- 
formers are properly connected (either in wye 
or delta) to a 3-phase source, the secondaries 
may be connected in delta, as showm in figure 
16-21. A topographic vector diagram of the 
3-phase secondary voltages is shown in figure 
16-21 (A). The vector sum of these three volt- 
ages is zero, This may be seen by combining 





VOLTAGE VECTORS 
DELTA CONNECTION 


(A) 






VOLTAGE VECTORS 
WYE CONNECTION 


(C) 





any two vectors, for example, EA and Ep, and 
noting that their sum is equal and opposite to 
the 3rd vector, Ec: A voltmeter inserted within 
the delta will indicate zero voltage, as shown 
in figure 16-21 (B), when the windings are 
connected properly. 

Assuming all three transformers have the 
same polarity, the delta connection consists of 
connecting the X5 lead of winding A to the X4 
lead of B, the Хо lead of B to Ху of C, and the 
Хә lead of C to X4 of A. If any one of the three 
windings is reversed with respect to the other 
two windings, the total voltage within the delta 
will equal twice the value of one phase; and if 


x2 


x! 
x2 


TEST FOR ZERO VOLTAGE 
(B) 


TEST FOR LINE VOLTAGE 
(0) 
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Figure 16-21.—Delta-connected transformer secondaries. 
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the delta is closed on itself, the resulting 
current will be of short-circuit magnitude, with 
resulting damage to the transformer windings 
and cores, The delta should never be closed 
until а test is first made to determine that the 
voltage within the delta is zero or nearly zero. 
This may be accomplished by using a volt- 
meter, fuse wire, or test lamp. In the figure, 
when the voltmeter is inserted between the X2 
lead of A and the X4 lead of B, the delta circuit 
is completed through the voltmeter, and the 
indication should be approximately zero. Then 
the delta is completed by connecting the Xo 
lead of A to the X1 lead of B. 

If the three secondaries of an energized 
transformer bank are properly connected in 
delta and are supplying a balanced 3-phase 
load, the line current will be equal to 1.73 
times the phase current. If the rated current 
of a phase (winding) is 100 amperes, the rated 
line current will be 173 amperes. If the rated 
voltage of a phase is 120 volts, the voltage 
between any two line wires will be 120 volts. 

The three secondaries of the transformer 
bank may be reconnected in wye in order to 
increase the output voltage. The voltage vectors 
are shown in figure 16-21 (С). If the phase 
voltage is 120 volts, the line voltage will be 
1.73 x 120 = 208 volts. The line voltages are 
represented by vectors, Еј 2, Eg 3, and Eg 1. 
A voltmeter test for the line voltage is repre- 
sented in figure 16-21 (D). If the three trans- 
formers have the same polarity, the proper 
connections for a wye-connected secondary bank 
are indicated in the figure. The X4 leads are 
connected to form a common or neutral connec- 
tion and the Хэ leads of the three secondaries 


are brought out to the line leads. If the connec- 
tions of any one winding are reversed, the volt- 
ages between the 3 line wires will become 
unbalanced, and the loads will not receive their 
proper magnitude of load current. Also the 
phase angle between the line currents will be 
changed, and they will no longer be 120? out of 
phase with each other. Therefore, it is important 
to properly connectthe transformer secondaries 
in order to preserve the symmetry of the line 
voltages and currents, 

Three single-phase transformers with both 
primary and secondary windings delta connected 
are shown in figure 16-22. The Hj lead of one 
phase is always connected to the Hg lead of an 
adjacent phase, the X4 lead is connected to the 
X9 terminal ofthe corresponding adjacent phase, 
and so on; and the line connections are made at 
these junctions, This arrangement is based on 
the assumption that the three transformers 
have the same polarity. 

An open-delta connection results when any 
one of the three transformers is removed from 
the delta-connected transformer bank without 
disturbing the 3-wire 3-phase connections to 
the remaining two transformers. These trans- 
formers will maintain the correct voltage and 
phase relations on the secondary to supply a 
balanced 3-phase load. An open-delta connec- 
tion is shown in figure 16-23. The 3-phase 
source supplies the primaries of the two trans- 
formers, and the secondaries supply a 3- phase 
voltage to the load. The line current is equal 
to the transformer phase current in the open- 
delta connection. In the closed-delta connection, 


the transformer phase current, Iphase = Hae. 





Figure 16-22,—Delta-delta transformer connections. 
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Figure 16-23.— Open-delta transformer connection, 


Thus, when one transformer is removed from 
а delta-connected bank of three transformers, 
the remaining two transformers will carry a 
current equal to УЗ Ірһаѕе. This value amounts 
to an overload current on each transformer of 
1.73 times the rated current, or an overload 
of 73.2 percent, 

Thus, in an open-delta connection, the line 
current must be reduced so as not to exceed 
the rated current of the individualtransformers 
if they are not to be overloaded. The open- 
delta connection therefore results ina reduction 
in system capacity. The full-load capacity in a 
delta connection at unity power factor is 


P, = ЗІрһаѕеЁрһаѕе = V3E\inelline 


In an open-delta connection, the line current 
line 
va 


and the full-load capacity of the open-delta, or 
V-connected, system is 


is limited to the rated phase current of 


— =f I 
vg line line 


The ratio of the load that can be carried by two 
transformers connected in open delta tothe load 
that can be carried by three transformers in 
closed delta is 


P, _ Fiinehine 1 


FA v3 Euneliüne УЗ 


0.577, or 57.7 percent 


of the closed-delta rating. 
For example, a 150-kw 3-phase balanced 
load operating at unity power factor is supplied 


at 250 volts. The rating of each of three trans- 


formers in closed delta is 190 = 50 kw, and the 
phase current is 220. 200 amperes. The 


line current is 200V3 = 346 amperes. If one 
transformer is removed from the bank, the 


remaining two transformers would be over- 


loaded 346 - 200 = 146 amperes, or 126 х 


100 = "3 percent. To prevent overload on the 
remaining two transformers, the line current 
must be reduced from 346 amperes to 200 
amperes and the total load reduced to 


УЗ x 250 x 200 z 


1,000 86.6 kw 


86.6 x 100 = 57.7 percent 
150 


of the original load. 
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The rating of each transformer in open 
delta necessary to supply the original 150-kw 


load is Pphaselphase , or 250 x 346 - 86.6 kw, 


1,000 1,000 


and two transformers require a total rating of 
2 x 86.6 = 173.2 kw, compared with 150 kw for 
three transformers in closeddelta, The required 
increase in transformer capacityis173.2 - 150 


= 23.2 kw, or 222 
150 





x 100 - 15.5 percent, when 


two transformers are used in open delta to 
supply the same load as three 50-kw trans- 
formers in closed delta, 

Three single-phase transformers with both 
Primary and secondary windings wye connected 
are shown in figure 16-24. Only 57.7 percent of 


Cline ) is impressed across 
УЗ P ё 





the line voltage 


each winding, but full-line current flows ineach 
transformer winding. 


Three single-phase transformers delta con- 
nected to the primary circuit and wye connected 
to the secondary circuit are shown in figure 
16-25. This connection provides 4- wire, 3-phase 


SUPPLY 
A B 


service with 208 volts between line wires 


A'B'C', and 22 , or 120 volts, between each 
3 


line wire and neutral ЇЧ, The wye-connected 
secondary is desirable in installations when a 
large number of single-phase loads are to be 
supplied from a 3-phase transformer bank. The 
neutral, or grounded, wire is brought out from 
the midpoint of the wye connection, permitting 
the single-phase loads to be distributed evenly 
across the three phases. At the same time, 
3-phase loads can be connected directly across 
the line wires. The single-phase loads have a 
voltage rating of 120 volts, and the 3-phase 
loads are rated at 208 volts. This connection 
is often used in high-voltage plate- supplytrans- 


formers. The phase voltage is D. or 0.577 


of the line voltage. 

Three single-phase transformers with wye- 
connected primaries and delta-connected sec- 
ondaries are shown in figure 16-26. This 
arrangement is used for stepping down the 
voltage from approximately 4,000 volts between 
line wires on the primary side to either 120 
volts or 240 volts, depending upon whether the 
secondary windings of each transformer are 


B' c' 
LOAD 
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Figure 16-24,—Wye-wye transformer connections, 
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connected in parallel or in series. In the 
figure, the two secondaries of eachtransformer 
are connected in parallel, and the secondary 
output voltage is 120 volts, There isaneconomy 
in transmission with the primaries in wye 
because the line voltage is 73 percent higher 
than the phase voltage, and the line current 
is accordingly less. Thus, the line losses 
are reduced and the efficiency of transmission 
is improved. 
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POLARITY MARKING 
OF TRANSFORMERS 


It is essential that all transformer windings 
be properly connected; therefore, it behooves 
the technician to have a basic understanding 
of the coding and the marking of transformer 
leads. 

Small power transformers, of the size used 
in electronic equipment, are generally color 
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Figure 16-25.—Delta-wye transformer connections. 
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Figure 16-26.—Wye-delta transformer connections. 
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coded as shown in figure 16-2". In an untapped 
primary, both leads are black. If the primary 
is tapped, one lead is common and is colored 
black, the tap lead is black and yellow, and the 
other lead is black and red. 
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RED-YELLOW VOLTAGE 
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PRIMARY 


YELLOW 


LACK 






PRIMARY GREEN- YELLOW daar 


BLACK GREEN 
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N0.2 
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LATE -VELLOW FILAMENT 
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Figure 16-27.—Color coding of small power 
transformer leads. 


On the transformer secondary, the high- 
voltage winding has two red leads if untapped, 
or two red leads and a yellow tap lead if tapped. 
On the rectifier filament windings, yellow leads 
are used across the whole winding, and the 
tap lead is yellow and blue. If there are other 
filament windings, they will be either green, 
brown, or slate. The tapped wire will be 
yellow in combination with one of the colors 
just named, that is green and yellow, brown 
and yellow, or slate and yellow. 

The leads of large power transformers, 
Such as those used for lighting and public 
utilities, are marked with numbers, letters, 
or a combination of both. This type of marking 
is shown in figure 16-28. Terminals for the 
high-voltage windings are marked H1, H2, H3, 
and so forth. The increasing numerical sub- 
script designates an increasing voltage. Thus, 


the voltage between Hj and H3 is higher than 


the voltage between Ні and Ho. 

The secondary terminals are marked X, 
X2, X3, and so forth. There are two types 
of markings that may be employed on the 
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B) 


SUBTRACTIVE POLARITY 
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BE.311 
Figure 16-28.—Polarity markings for large 
transformers. 


secondaries. These are shown in figure 16-28. 
When the Hj and X] leads are brought’ out on 
the same side of the transformer (fig. 16-28 
(A), the polarity is called subtractive. The 
reason this arrangement is called subtractive 
is as follows: If the Ну and Xj leads are con- 
nected and a reduced voltage is applied across 
the Ну and H2 leads, the resultant voltage which 
appears across the Hg and X2 leadsinthe series 
circuit formed by this connection will equal the 
difference inthe voltages of the two windings, The 
voltage of the low-voltage winding opposes that 
of the high-voltage winding and subtracts from it, 
hence the term ‘‘subtractive polarity.’’ 

When the Hy and X; leads are brought 
out on opposite corners of the transformer 
(fig. 16-28 (B)), the polarity is additive. If 
the H1 and X% leads are connected and а 
reduced voltage is applied across the Ні and 
Нә leads, the resultant voltage across the 
Hg and Xj leads in the series circuit formed 
by this connection will equal the sum of the 
voltages of the two windings. The voltage of 
the low-voltage winding aids the voltage of 
the high-voltage winding and adds to it, hence 
the term ‘‘additive polarity.” 

Polarity markings do not indicate the internal 
voltage stress in the windings but are useful only 
in making external connections between 
transformers, as previously mentioned. 
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Since alternating voltage can be easilytrans- 
formed from low voltages to high voltages or 
vice versa, it can be movedover a much greater 
distance without too much loss in efficiency. Most 
of the power generating systems today, there- 
fore, produce alternating current. Thus, it fol- 
lows that a great majority of the electrical 
motors utilized today are designed to operate оп 
alternating current, However, there are other 
advantages in the use of a-c motors besides the 
wide availability of a-c power. In general, a-c 
motors are lessexpensive than d- c motors. Most 
types of a-c motors do not employ brushes and 
commutators, This eliminates many problems of 
maintenance and wear; in addition, it eliminates 
the problem of dangerous sparking. 

D-c motors are best suited for some uses, 
such as applications that require variable-speed 
motors. However, in the great majority of appli- 
cations, the a-c motor is best andthe design and 
increasing use, -in recent years, of variable- 
speed controllers for induction motors, which 
offer wide speed control have greatly increased 
the use of a-c motors where speed control is 
required, 

A-c motors are manufactured in many dif- 
ferent sizes, shapes, and ratings, for use on an 
even greater number of jobs. They are designed 
for use with either polyphase or single-phase 
power systems, 

This chapter cannot possibly cover all 
aspects ofthe subject of a-c motors. Consequent- 
ly, it will deal mainly with the operating 
principles of only the two most common types— 
the rotating-field induction motor and the syn- 
chronous motor, 


ROTATING FIELD 
The rotating field is set up by out-of-phase 


currents in the stator windings. Figure 17-1 
illustrates the manner in which a rotating field 
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is produced by stationary coils, or windings, 
when they are supplied by a 3-phase current 
source. For purpose of explanation, rotation of 
the field is developed inthe figure by ‘‘stopping’’ 
it at six selected positions, or instants. These 
instants are marked off at 60° intervals on the 
sine waves representing currents in the three 
phases A, B, and C. 


At instant 1 the current inphase B is max- 
imum positive. (Assume plus 10 amperes inthis 
example.) Current is considered to be positive 
when it is flowing out from a motor terminal, and 
negative when it flows into a motor terminal. At 
the same time (instant 1) current flows into the 
A and C terminalsat half value (minus 5 amperes 
each in this case). These currents combine at the 
neutral (common connection) to supply plus 10 
amperes out through the B phase. 


The resulting field at instant lisestablished 
downward and to the right as shownbythe arrow 
NS, The major portion of this field is produced 
by the B phase (full strength at thistime) and is 
aided by the adjacent phases A and C (half 
strength). The weaker portions of the field are 
indicated by the letters ‘‘n’’ and ‘‘s,’’ The field is 
a two-pole field extending across the space that 
would normally contain the rotor. 


At instant 2 the current in phase Bis reduced 
to half value (plus 5 amperes in this example). 
The current in phase C has reversed its flow 
from minus 5amperesto plus 5 атрегеѕ, and the 
current in phase A has increased from minus 5 to 
minus 10 amperes. 


The resulting field at instant 2 is nowestab- 
lished upward and to the right as shown by the 
arrow NS. The major portion of the fieldis pro- 
duced by phase A (full strength) and the weaker 
portions by phases B and C (half strength). 

At instant 3 the current in phaseC is plus 10 
amperes and the field extends vertically upward; 





Figure 17-1.—Development of a rotating field. 
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at instant 4 the current in phase B becomes 
minus 10 amperes and the field extends upward 
and to the left; at instant 5 the current in phase 
A becomes plus 10 amperes andthe field extends 
downward and to the left; at instant 6 the current 
in phase C is minus lOamperes andthe field ex- 
tends vertically downward, Instant 7 (not shown) 
corresponds to instant 1 when the field again 
extends downward and to the right. 

Thus a full rotation of the two-pole field has 
been accomplished through one full cycle of 360 
electrical degrees of the 3- phase currents flow- 
ing in the windings. 

The direction of rotation of the magnetic re- 
volving field may be changed by interchanging any 
two line leads to the three motorterminals. For 
example, in figure 17-2 (A), if line 1 connects to 
phase A, line 2 to phase B, and line 3 to phase C, 
and the line currents reach their positive max- 
imum values in the sequence 1, 2, 3, the phase 
Sequence is A, B, C and the rotation is arbi- 
trarily clockwise. If lines 1 and 2 are 
interchanged, the phase sequence becomes B, A, 
C, and the revolving field turns counterclock- 
wise. ` 

Most induction motors utilized today are de- 
signed to operate on single-phase power sup- 
plies, or the 3- phase supply used inthe preceding 
discussion, The out-of-phase currents neces- 
Sary to produce a rotating field are inherent in 
the 2-phase power supply, since 2-phase voltages 
are generated 90^ apart. When a single-phase 
supply is used, it is necessaryto splitthe power 
supply into two separate coil groups. The re- 
quired phase difference is then generally ob- 
tained by inserting capacitance in series with one 
of the groups (other methods are sometimes 
used) This causes the single-phase or ''split- 
phase?! motor to have characteristics similar in 
many respects to the true 2-phase motor. 

In figure 17-1, note that the sine waves of 
current traversed 300^ through the sixpositions 
shown. Accordingly, the field rotated 300°. Ifthe 
supplied current were 60 hertz, the field would 
rotate at 60 revolutions per second (60 x 60 3,600 
revolutions per minute). However, ifthe number 
of stator coils were doubled, producing a 4-pole 
field, the field will rotate only halfas fast. Thus, 
it can be seenthat the speed ofthe revolving field 
varies directly as the frequency of the applied 
voltage and inversely as the number of poles. 
Thus, 


120 f 


N= Р 
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where N is the number of revolutions that the 
field makes per minute, fthe frequency ofthe ap- 
plied voltage in hertz (Hz), and P the number of 
poles produced by the 3-phase winding. 

The speed at which an induction motor field 
rotates is referred to as its SYNCHRONOUS 
speed, because it is synchronized to the fre- 
quency of the power supply atalltimes. A motor 
having a 2-pole 3-phase stator winding connected 
to a 60-Н, source has a synchronous speed 
(magnetic revolving field speed) of 3,600 rpm. 
A 2-pole 25-H,4 motor has a synchronous speed 
of 1,500 rpm. Increasing the number of poles 
lowers the speed. Thus, a 4-pole 25-H, motor 
has a synchronous speed of 750 rpm. A 12-pole 
60-Hz motor has a synchronous speed of 600 
rpm. Increasing the frequency of the line supply 
increases the speed with whichthe field revolves. 
Thus, if the frequency is increased from 50 to 
60 Hz, and the motor has 4 poles, the speed of 
the field is increased from 1,500 rpm to 1,800 
rpm. 

The speed of the rotating field is always in- 
dependent of load changes onthe motor, provided 


the line frequency is maintained constant. The 


magnetic revolving field always runs at the same 
speed, pole for pole, as the a-c generator sup- 
plying it. If a 2-pole 60-Hz a-c generator sup- 
plies a 2-pole motor, the motor has a synchro- 
nous speed of 3,600 rpm. which is the same as 
the speed of the a-c generator. If a 4- pole 60-Hz 
a-c generator runs at 1,800 rpm and supplies a 
4-pole 60-H, motor, the motor has a synchro- 
nous speed of 1,800 rpm. If this samea-c gene- 
rator supplies an 8-pole 60-Hz motor, the motor 
has a synchronous speed of 900 rpm. 


POLYPHASE INDUCTION MOTORS 


The driving torque of both d-c and a- c motors 
is derived from the reactionof current-carrying 
conductors іп a magnetic field. Inthe d- c motor, 
the magnetic field is stationary and the armature, 
with its current-carrying conductors, rotates. 
The current is supplied to the armature through 
a commutator and brushes. 

In induction motors, the rotor currents are 
supplied by electromagnetic induction. The sta- 
tor windings contain two or more out-of-time- 
phase currents, which produce corresponding 
mmf’s. These mmf’s establish a rotating 
magnetic field across the airgap. This magnetic 
field rotates continuously at constant speed re- 
gardless of the load on the motor. The stator 
winding corresponds to the armature winding of 
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Figure 17-2.— Three-phase induction motor. 
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a d-c motor or to the primary winding ofa 
transformer. The rotor is not connected elec- 
trically to the power supply. The induction motor 
derives its name from the fact that mutual in- 
duction (transformer action)takes place between 
the stator and the rotor under operating condi- 
tions. The magnetic revolving field produced by 
the stator cuts across the rotor conductors, in- 
ducing a voltage in the conductors. Thisinduced 
voltage causes rotor current to flow. Hence, 
motor torque is developed by the interaction of 
the rotor current and the magnetic revolving 
field. 


Figure 17-2 (A) represents the winding of a 
3-phase induction motor stator. Part (B) shows 
how the active stator conductors produce a ro- 
tating field, as previously described, Part (C) 
Shows the essentialparts of both stator and rotor. 
The purpose of the iron rotor core is to reduce 
airgap reluctance and to concentrate the mag- 
netic flux through the rotor conductors. Induced 
current flows in one direction inhalf ofthe rotor 
conductors, and in the opposite direction in the 
remainder, The shorting rings on the ends of the 
rotor complete the path for rotor current, In part 
(D) a 2-pole field is assumed to be rotating ina 
counterclockwise direction at synchronous 
speed. At the instant pictured, the south pole 
field cutsacross the upper rotor conductors from 
right to left, andthe lines of force extend upward, 
Applying the left-hand rule for generator action 
to determine the direction of the voltage induced 
in the rotor conductors, the thumb is pointed in 
the direction of motion of the conductors with 
respect to the field. Since the field sweeps across 
the conductors from right to left, their relative 
motion with respect to the field is to the right. 
Hence the thumb points to the right. The index 
finger points upward and the second finger points 
into the page, indicating that the rotationally in- 
duced voltage in the upper rotor conductors is 
away from the observer, 


Applying the left-hand rule tothe lower rotor 
conductors and the north-pole field, the thumb 
points to the left, the indexfinger points upward, 
and the second finger points toward the observer, 
indicating that the direction of the rotationally 
induced voltage is out of the page. The rotor bars 
are connected to end rings that complete their 
circuits, and the rotationally induced voltages act 
in series addition to cause rotor currentsto flow 
in the rotor conductors in the directions indi- 
cated. For simplification, the rotor currentsare 
assumed to be in phase with the rotor voltages. 
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Motor action is analyzed by applying the 
right-hand rule for motors to the rotor con- 
ductors in figure 17-2 (D), to determine the 
direction of the force acting on the rotor con- 
ductors. For the upper rotor conductors, the 
index finger points upward, the second finger 
points into the page and the thumb points to the 
left, indicating that the force on the rotor tends 
to turn the rotor counterclockwise. This direc- 
tion is the same as that ofthe rotating field. For 
the lower rotor conductors the index finger points 
upward, the second finger points toward the ob- 
server, and the thumb points toward the right, 
indicating that the force tends to turn the rotor 
counterclockwise—the same direction as that of 
the field. 

The STATOR of a polyphase induction motor 
consists of a laminated steel ring with slots on 
the inside circumference, The motor stator 
winding is similar to the a-c generator stator 
winding and is generally of the two-layer dis- 
tributed preformed type. Stator phase windings 
are symmetrically placed on the stator and may 
be either wye or delta connected. 

There are two types of ROTORS—the CAGE 
ROTOR and the FORM-WOUND ROTOR, Both 
types have a laminated cylindrical core with 
parallel slots in the outside circumference to 
hold the windings in place. The cage rotor has 
an uninsulated bar winding; whereas the form- 
wound rotor has a two-layer distributed winding 
with preformed coils like those on a d-c motor 
armature. 


CAGE ROTORS 


А cage rotor is shown іп figure 17-3 (А). The 
rotor bars are of copper, aluminum, or a suitable 
alloy placed in the slots ofthe rotor соге. These 
bars are connected together at each endby rings 
of similar material. The conductor bars carry 
relatively large currents at low voltage. Hence, it 
i$ not necessary to insulate these bars fromthe 
core because the currents follow the path of least 
resistance and are confined to the cage winding. 


FORM-WOUND ROTOR 


A form-wound rotor (fig. 17-3 (B)) has a 
winding similar to 3-phase stator windings. 
Rotor windings are usually wye connected with 
the free ends of the winding connected to three 
slip rings mounted onthe rotor shaft. Anexternal 
variable wye-connected resistance (fig. 17-3 (C)) 
is connected to the rotor circuit through the 
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(A) CAGE ROTOR 


STATOR ROTOR 





(B) FORM-WOUND ROTOR 


STARTING 
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Figure 17-3.—Induction motor rotors. 


Sliprings. The variable resistance provides a 
means of increasing the rotor-circuit resistance 
during the starting period to produce a high start- 
ing torque. As the motor accelerates, the 
rheostat is cut out. When the motor reaches full 
speed, the sliprings are short-circuited and the 
operation is similar to that of the cage motor. 


TORQUE 


As previously described, the revolving field 
produced by the stator windings cuts the rotor 
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conductors and induces voltages in the conduc- 
tors. Rotor currents flow because the rotor end- 
rings provide continuous metallic circuits. The 
resulting torque tends to turn the rotor in the 
direction of the rotating field. This torque is 
proportional to the product of the rotor current, 
the field strength, and the rotor power factor. 

The simplified cross section of a 2-pole cage- 
rotor motor is shown in figure 17-4, The mag- 
netic field is rotating in a clockwise direction. 
Applying the left-hand rule forgenerator action, 
note that in figure 17-4 (A), the induced currents 
flow outward in the upper half and inward in the 
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lower half of the rotor conductors. Applying the 
right-hand rule for motor action, note that the 
force acting on the rotor conductors is to the 
right on the upper group and to the left on the 
lower group. 





BE.315 
Figure 17-4.— Development of torque. 


As previously stated, a d-c motor receives 
its armature current by means of conduction 
through the commutator and brushes; whereas 
an induction motor receives its rotor current 
by means of induction, In this respect the in- 
duction motor is like a transformer with a ro- 
tating secondary. The primaryisthe stator which 
produces the revolving field; the secondary is the 
rotor. At start, the frequency ofthe rotor current 
is that of the primary stator winding. The re- 
actance of the rotor is relativelylarge compared 
with its resistance, and the power factor is low 
and lagging by almost 90^. The rotor current 
therefore lagsthe rotor voltage by approximately 
90°, as shown in figure 17-4 (B). Because almost 
half of the conductors under the south pole carry 
current outward and the remainder of the con- 
ductors carry current inward, the net torque on 
the rotor as a result of the interaction between 
the rotor and the rotating field is small. 

As the rotor comes up to speed in the same 
direction as the revolving field, the rate at which 
the revolving field cuts the rotor conductors is 
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reduced and the rotor voltage and frequency of 
rotor currents are correspondingly reduced. 
Hence, at almost synchronous speed the voltage 
induced in the rotor is very small. The rotor 
reactance, Хү, also approaches zero, as may be 
Seen from the relationship 


Хү = amt. LS, 


where fg is the frequency of the stator current, 
L the rotor inductance, апа $ the ratio of the dif- 
ference in speed (between the stator field andthe 
rotor) to the synchronous speed—that is, the slip. 
Slip is expressed mathematically as 


_ Хе №. 
Мв 


S 


where Ng isthe number of revolutions per minute 
of the stator field, and №. the number of rev- 
olutions per minute of the rotor. The frequency 
of the induced rotor current is #5. 

In figure 17-4 (A), the rotor currentis nearly 
in phase with the rotor voltage, andthe direction 
of flow'under the south pole is the same in all 
conductors. The torque would be ideally high 
except for the very small rotor current, whichis 
produced by the low rotor voltage. The rotor volt- 
age is proportional tothe difference in speed bet- 
ween the rotor and the rotating field—that is, 
proportional to the slip. 


The frequency of the rotor current varies di- 
rectly with the slip. Thus, when the slip and the 
frequency of rotor current are almost zero, the 
rotor reactance and angle of lag are very small. 
When the rotor is starting, the difference in speed 
between the rotor and the rotating field is max- 
imum; hence, the rotor reactance is maximum 
because the frequency of rotor current is max- 
imum and approaches that of the line supplying 
the stator primary. 

Normal operation is between these two ex- 
tremes of rotor slip—that is, when the rotor is 
not turning at all or when it isturning almost at 
synchronous speed. The motor speed under nor- 
mal load conditions is rarely more than 10per- 
cent below synchronous speed. Atthe extreme of 
100 percent slip, the rotor reactance is so high 
that the torque is low because of low power 
factor. At the other extreme of zero rotor slip, 
the torque is low because of low rotor current, 
The equation for torque, T, is 


T- КФ 1. cosó., 
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where К is a constant, Ф the strength ofthe mag- 
netic revolving field, Ir the rotor current, and 
cos бү the power factor of the rotor current, 

In the previous formula the product of rotor 
current and rotor power factor for a given 
Strength of magnetic revolving field is a max- 
imum value when the phase angle between rotor 
current and rotor induced voltageis45 lagging, 
as indicated in figure 17-4, (C). In this case the 
reactance of the rotor equals the resistance of 
the rotor circuit, and the rotor power factor is 
70.7 percent, This condition of operationis called 
the PULL-OUT POINT, Beyond this point, the 
motor speed falls off rapidly with added load, and 
the motor stalls. 

Variations in applied stator voltage affect the 
motor torque. This applied voltage establishes 
mmf’s which create the rotating field. The ro- 
tating field, in turn, establishes the rotor cur- 
rent, Because rotor torque variesasthe product 
of these factors, the torque ofan induction motor 
varies as the square of the voltage appliedto the 
stator primary winding. 

The rotating field also sweeps across the 
stator winding which produces it, Thisactionin- 
duces а counter emf in the winding. The counter 
emf opposes the applied voltage and limits the 
stator currents. If the applied voltage is in- 
creased to magnetic saturation, the counter emf 
is limited, and the primary current becomes 
dangerously high. 


SYNCHRONOUS SPEED AND SLIP 


The speed, N, of the rotating field is called 
the SYNCHRONOUS SPEED ofthe motor. As pre- 
viously stated, the torque on the rotor tends to 
turn the rotor in the same direction as the re- 
volving field. If the motor is not driving a load, 
it will accelerate to nearlythe same speedas the 
revolving field, During the starting period, the 
increase in rotor speed is accompanied by a de- 
crease in induced rotor voltage because the 
relative motion between the rotating field and 
rotor conductors is less. If it were possible for 
the rotor to attain synchronous speed there would 
be no relative motion between the rotor and the 
rotating field. There wouldthenbe no induced emf 
in the rotor, no rotor current, andthus no torque. 

Jt is obvious that an induction motor cannot 
run at exactly synchronous speed. Instead, the 
rotor always runs just enough below synchronous 
Speed at no loadto establish sufficient rotor cur- 
rent to produce a torque equal to the resisting 
torque that is caused by the rotor losses. 
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The frequency of the alternating voltage in- 
duced in the rotor depends on the speed of the 
revolving field with respect to the rotor. One 
cycle of alternating voltage is induced in the rotor 
when the stator field sweeps completely around 
the rotor once. The rotor frequency, fr, is di- 
rectly proportional to the percent slip—where S 

Sf, 


r 100 


is the percent slip and fg is the frequency of the 
supply. For example, if the frequency of the sup- 
ply is 60hertzandthe slipis5 percent, the rotor 


frequency will be 9-&60-3 hertz. The frequency 
and magnitude of the induced rotor voltage de- 
crease as the rotor speed increases. Both the 
rotor voltage and frequency would become zero 
if the rotor could attain synchronous speed. 


LOSSES AND EFFICIENCY 


The losses of an induction motor include (1) 
stator copper loss, Ig^Rg, and rotor copper loss, 
Ir2Ry; (2) stator and rotor core loss; and (3) 
friction and windage loss. For allpracticalpur- 
poses, the core, bearing friction, and windage 
losses are considered to be constant for all loads 
of an induction motor having a small slip. The 
power output may be measured on a mechanical 
brake or calculated from a knowledge of the in- 
put and the losses. The efficiency is equalto the 
ratio of the output power to input power; and at 
full load, it varies from about 85 percent for 
small motors to more than 90 percent for large 
motors. 


Characteristics of the 
Cage-Rotor Motor 


As stated previously, the cage-rotor in- 
duction motor is comparable to a transformer 
with a rotating secondary. At no load, the mag- 
netic revolving field produced by the primary 
stator winding cuts the turns of the stator 
winding. This action generates a counter emf in 
the stator winding, which limits the line current 
to a small value. This no-load value is called 
EXCITING CURRENT, Its functionisto maintain 
the revolving field. Because the circuit is highly 
inductive, the power factor of the motor with no 
load is very poor. It may be as much as 30 per- 
cent lagging. Because there is no drag on the 
rotor, it runs at almost synchronous speed and 
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the rotor current is quite small. Hence, the 
reaction of the rotor mmf on the primary re- 
volving field is small. 

When load is added to the motor, the rotor 
slows down slightly; but the rotating field con- 
tinues at synchronous speed. Therefore, the 
rotor current and slip increase. The motor tor- 
que increases more than the decrease in speed 
and the power output increases. The increased 
rotor mmf opposes the primary field flux and 
lowers it slightly. The primary counter emf 
therefore decreases slightly and primary cur- 
rent increases, The load component of primary 
current maintai*.3 the rotating field and prevents 
its further weakening because of the rotor-cur- 
rent opposition, Because of the relatively low 
internal impedance of the motor windings, a 
small reduction in speed and counter emf in the 
primary may be accompanied by large increases 
in motor current, torque, and power output, Thus, 
the cage-rotor motor has essentially constant- 
speed variable torque characteristics. 

If the induction motor is stalled by overload, 
the resulting increased rotor current lowersthe 
primary counter emf and causes excessive pri- 
mary current. This excessive current may da- 
mage the motor winding. When the rotor of an 
induction motor is locked, the voltage appliedto 
the primary winding should not exceed 50 per- 
cent of its rated voltage. 

When the motor is operating at full load, 
the load cómponent of stator current is more 
nearly in phase with the voltage across each 
stator phase because of the mechanical output 
(true power component) of the motor. The power 
factor is considerably improved over the no-load 
condition. 

The torque and current curves for a 3-phase 
induction motor with cage rotor are shown in 
figure 17-5 (A). Rotor reactance increases with 
slip and increasingly affects the rotor current 
and power factor as the motor loadis increased, 
The pull-out point on the torque curve occursat 
about 25 percent slip. Maximum torque at this 
condition is about 3.5 times the normal full-load 
value, and, as previously mentioned, corre- 
sponds to a rotor power factor of 70.7 percent. 
Thus, for the pull-out condition, the rotor re- 
sistance equals the rotor reactance and the rotor 
power factor angle equals 45°, Any additional 
load on the motor beyond this point causes the 
rotor to pull out of its normal speed range and 
to stall quickly. At standstill, stator current is 
nearly 5 times normal; hence, constant-potential 
motor circuits like the one supplying this motor 
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are equipped with time-delay automatic-over- 
load protective devices. Sustained overload 
causes a circuit breaker to open and thus 
protect both the motor and the circuit from 
damage. 
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Figure 17-5,— Characteristic curves of a cage- 
rotor motor. 


The performance curves of a 4-pole 3-phase 
440-volt 15-horsepower cage-rotor motor are 
shown in figure 17-5 (B). The full-load slip is 
only about 3,5 percent. At standstill, the rotor 
reactance of this type of motoris nearly 5 times 
as great as the rotor resistance. At full load, 
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however, the rotor reactance is much less than 
the rotor resistance. When the motor is running, 
the rotor current is determined principally by 
the rotor resistance. The torque increasesupto 
the pull-out point as the slip increases. Beyond 
this point the torque decreases and the motor 
stalls. Because the change in speedfrom no load 
to full load is relatively small, the motor torque 
and the horsepower output are considered to be 
directly proportional. 

The cage-rotor induction motor has a fixed 
rotor circuit, The resistance and inductance of 
the windings are determined when the motor is 
designed and cannot be changed after it is built. 
The standard cage-rotor motor is a general- 
purpose motor. It is used to drive loads that 
require a variable torque at approximately con- 
stant speed with high full-load efficiency— such 
as blowers, centrifugalpumps, motor-generator 
sets, and various machine tools. 

If the load requires special operating char- 
acteristics, such as high-starting torque, the 
cage rotor is designed to have high resistance. 
The starting current of a motor with a high- 
resistance rotor is less thanthat of a motor with 
a low-resistance rotor. The high-resistance 
rotor motor, like the cumulative compounded d-c 
motor, has wider speed variations than the low- 
resistance rotor motor, The high rotor resist- 
ace also increases the rotor copper losses, re- 
sulting in a lower efficiency than that of the low 
resistance type. These motors are usedto drive 
cranes and elevators when hign-starting torque 
and moderate-starting current are requiredand 
when it is desiredto slow downthe motor without 
drawing excessive currents, 


CHARACTERISTICS OF 
WOUND-ROTOR MOTOR 


The  wound-rotor, or slipring, induction 
motor is used when it is necessary to vary the 
rotor resistance in order to limit the starting 
current or to vary the motor speed. As pre- 
viously explained, the starting torque may be 
made equal to the pull-out torque by increasing 
the rotor resistance to the point where itequals 
the rotor reactance at standstill. Maximum 
torque at start can be obtained with a wound-rotor 
motor with about 1,15 times full-load current; 
whereas a cage-rotor motormay require 5times 
full-load current to produce maximum torque at 
start, Because the rotor-circuit copper losses 
are largely external to the rotor winding, the 
wound-rotor motor is desirable for an applica- 
tion which requires frequent starts, 
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The advantages of the wound- rotor induction 
motor over the cage-rotor induction motor are: 
(1) high-starting torque with moderate starting 
current, (2) smooth acceleration under heavy 
loads, (3) no excessive heating during starting, 
(4) good running characteristics, and (5) ad- 
justable speed. The chief disadvantage of the 
wound-rotor is that the initial and maintenance 
costs are greater than those of the cage-rotor 
motor. 


SYNCHRONOUS MOTORS 


The synchronous motor differs from the in- 
duction motor in several ways. The synchronous 
motor requires a separate source of d-c forthe 
field. It also requires special starting compo- 
nents, These include a salient-pole field with 
Starting grid winding. The rotor of the conven- 
tional type synchronous motor is essentially the 
same as that of the salient-pole a-c generator. 
The stator windings of induction and synchronous 
motors are essentially the same. The stator of 
a synchronous motor is illustrated in figure 
17-6 (A). 


If supplied with proper voltage, a-d-c gen- 
erator operates satisfactorily as a d-c motor, 
and there is practically no difference in con- 
struction and rating between the two. Similarly, 
ап a-c generator becomes а synchronous motor 
if electric power is supplied to its terminals 
from an external source. Synchronous-motor 
rotating fields are generally of the salient-pole 
type, as shown in figure 17-6 (B). 


Assume, for example, that two a-c gener- 
ators of the'salient-pole type are operating іп 
parallel and feeding the same bus. If the prime 
mover is disconnected from one of the gener- 
ators, it will become a synchronous motor and 
continue to run at the same speed, drawing its 
power from the other a-c generator. 


With the exception of certain modifications 
to make its operation more efficient and also 
to make it self-starting, the synchronous motor 
is very similar to the salient-pole rotating-field 
a-c generator. The rotor fields of both are 
separately excited from a d-c source, and both 
run at synchronous speeds under varying load 
conditions. An 8-pole generator rotor revolving 
at 900 rpm generates 60Hz; likewise, and 8-pole 
synchronous motor supplied with 60-Hz current 
will rotate at 900 rpm. 
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Figure 17-6,—Synchronous motor. 


PRINCIPLE OF OPERATION 


A polyphase current is supplied to the stator 
winding of a synchronous motor and produces a 
rotating magnetic field the same as in an in- 
duction motor. A direct current is supplied to 
the rotor winding, thus producing a fixed polar- 
ity at each pole. If it could be assumed that the 
rotor had no inertia and that no load of any kind 


327 


were applied, then the rotor would revolve in 
step with the revolving field as soon as power 
was applied to both of the windings. This, how- 
ever, is not the case. The rotor has inertia, and 
in addition there is a load. 

The reason a synchronous motor has to be 
brought up to synchronous speed by special 
means, may be understood from a consideration 
of figure 17-7. 
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Figure 17-7,—Operating principles 
of a synchronous motor. 


If the stator and rotor windingsare energized, 
then as the poles of the rotating magnetic field 
approach rotor poles of opposite polarity (fig. 
17-7 (A), the attracting force tends to turn the 
rotor in the direction opposite to that of the 
rotating field. As the rotor starts in this direc- 
tion, the rotating-field poles are leaving the 
rotor poles (fig. 17-7 (B)), and this tendsto pull 
the rotor poles in the same direction as the ro- 
tating field, Thus, the rotating field tends to 
pull the rotor poles first in one direction and 
then in the other, withthe resultthatthe starting 
torque is zero. 


STARTING 


As has been explained, some type of starter 


must be used with the synchronous motor to. 


bring the rotor up to synchronous speed, Although 
a Small induction motor maybe usedtobring the 
rotor up to speed, this is not generally done. 
Sometimes, if direct current is available, a d-c 
motor coupled to the rotor shaft may be used to 
bring the rotor up to synchronous speed, After 
synchronous speed is attained, the d-c motor is 
converted to operate as ageneratorto supplythe 
necessary direct current to the rotor of the 
synchronous motor, 

In general, however, another method is used 
to start the synchronous motor. A cage-rotor 
winding is placed on the rotorofthe synchronous 
motor to make the machine self-starting as an 


induction motor. At start, the d-c rotor field is 
deenergized and a reduced polyphase voltage is 
applied to the stator windings. Thus, the motor 
Starts as an induction motor and comes up to a 
Speed which is slightly less than synchronous 
Speed. The rotor is then excited from the d-c 
вирр1у (generally a d-c generator mounted on 
the shaft) and the field rheostat adjusted for 
minimum line current. 


If the armature has the correct polarity at 
the instant synchronization is reached, the sta- 
tor current will decrease when the excitation 
voltage is applied. If the armature has the in- 
correct polarity, the stator current will increase 
when the excitation voltage is applied. This is a 
transient condition, and if the excitation voltage 
is increased further the motor will slip a pole 
and then come into step with the revolving field 
of the stator. 


If the rotor d-c field winding of the synchro- 
nous machine is open when the stator is ener- 
gized, a high a-c voltage will be induced in it 
because the rotating field sweeps through the 
large number of turns at synchronous speed. 


It is therefore necessary to connect a re- 
sistor of low resistance across the rotor d-c 
field winding during the starting period. During 
the starting period, the d-c field winding is dis- 
connected from the source and the resistor is 
connected across the field terminals. This per- 
mits alternating current to flow in the d-c field 
winding. Because the impedance of this winding 
is high compared with the inserted external re- 
sistance, the internal voltage drop limits the 
terminal voltage to a safe value. 


STARTING TORQUE 


Both the alternating currents induced in the 
rotor field winding and the cage-rotor winding 
during starting are effective in producing the 
starting torque. The torques produced by the 
rotor d-c field winding and the cage-rotor wind- 
ing at different speeds are shown by the curves 
Tr and Tg, respectively, of figure 17-8, Curve 
T is the sum of Тү and Tg and indicates the 
total torque at different speeds duringthe start- 
ing period. Note that Ty is very effective in pro- 
ducing torque as the rotor approaches synchro- 
nous speed, but that both windings contribute no 
torque at synchronous speedbecause the induced 
voltage is zero and no d-c excitation is yet ap- 
plied to the d-c winding. 
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Figure 17-8.—Starting torque of a 
synchronous motor. 


EFFECT OF VARYING LOAD 
AND FIELD STRENGTH 


The power factor of an induction motor de- 
pends on the load and varies with it, The power 
factor of a synchronous motor carrying a definite 
load may be unity or less than unity, either lag- 
ging or leading, depending on the d-c field 
strength, 


The induced (counter) emf in armature coil 
C, shown in figure 17-9 (A), is maximum when 
its sides are opposite the pole centers and 
minimum when its sides are midway between 
the pole tips; and it varies as indicated by the 
solid-line curve, E'&. When the motor carries 
no load, the counter voltage E' is practically 
180 out of phase with the applied voltage Eg 
(fig. 17-9 (A) and (B)). If the fieldis adjusted so 
that Ес almost equals E,, the stator current Ig 
is small and corresponds to the exciting current 
in a transformer. ` 


When load is applied to the motor it causes 
the poles to be pulled a degrees behind their 
no-load position, as indicated by the broken 
curve in figure 17-9 (A), and the counter emf 
occurs o degrees later. This is indicated by 
curve Ec'in figure 17-9 (A), and by vector Ec 
in figure 17-9 (C), The resultant voltage, E, 
causes the stator current Ig, to lag behind Ea 
by angle 6. 

In a d-c motor the armature current is de- 
termined from the equation 

Ea-—Ec 


Ia = 
Ra 
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Similarly, in a synchronous motor the stator 
current is determined as 


vector sum of Eg and Ec 
Zs 


Is = 





where Ig is the stator current, Ea the applied 
voltage, Ec the counter voltage, and Zg the sta- 
tor impedance. This vector sum is indicated by 
E in figure 17-9 (С), The stator reactance is 
large compared to its resistance, and therefore 
the current Ig lags the resultant voltage E by 
nearly 90°. Hence, Is, lags, Еа, by angle 0. In 
this condition the synchronous motor operates 
with a lagging power factor. If the load is in- 
creased, the rotor poles are pulled further be- 
hind the stator poles, which causes E, to lag 
further, and angle a to increase. This action 
causes the resultant voltage, E, and stator 
current, Is, to increase. 

Because the speed is constant, if the field 
excitation is decreased, the counter voltage, 
Ec, decreases; and the resultant voltage, E, 
becomes greater. The stator current becomes 
greater and lags the applied voltage, Ea, a 
greater amount, On the other hand, if the field 
excitation is increased until the current, Ig, is 
in phase with the applied voltage, Ea, the power 
factor of the motor becomes unity for a given 
load (fig. 17-9 (D)). For a definite load at unity 
power factor, E and Ig are both at their min- 
imum. If the field excitationis further increased, 
Ig increases and leads Еа (fig. 17-9 (E)). Thus, 
for a definite load, the power factor isgoverned 
by the field excitation—that is, a weakfieldpro- 
duces lagging current anda strong field produces 
a leading current. Normal field excitation for a 
given load occurs when Is is in phase with Eg. 

The so-called synchronous motor V curves, 
which indicate the variations of current for a 
constant load and varied field excitation, are 
shown in figure 17-10. The corresponding vari- 
ations of power factor are also depicted. 

A synchronous motor is frequently used in 
certain systems to change the power factor of 
the system to which it is paralleled by adjusting 
its field excitation. If operated without a load, 
its power factor may be adjusted to a value as 
low as 10 percent leading. When operated under 
this condition, the motor is generally referred 
to as a synchronous condenser because it takes 
a leading current in the same manner as capac- 
itors, In this case the synchronous condenser 
takes only enough true power from the line to 
supply its losses. At the same time, it supplies 
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Figure 17-9.—Effect of varying the load 
and field strength of a synchronous motor. 


a high leading reactive power, which cancelsthe 
lagging reactive power taken by the parallel in- 
ductive loads, and the system power factor is 
thereby improved. 


ALTERNATING-CURRENT MOTOR 
STARTERS 


As in the case of d-c motors, some type of 
Starter (controller) may also be employed on 
a-c motors to limit the initial inrush of current, 

ACROSS-THE-LINE starters are the most 
common because of their simplicity. This type 
of starter throws the stator winding ofthe motor 
directly across the main supply line. This may 
be feasible if the motor is nottoo large (5 horse- 
powér or less) and if the generating capacity of 
the a-c generator cantake care ofthe added load. 


PRIMARY RESISTOR starters insert a re- 
sistor in the PRIMARY circuit (the stator cir- 
cuit) of the motor for starting, or for starting 
and speed control. This starter is used when it 
is necessary to limit the starting current of a 
large a-c motor so as not to place too great a 
load on the system. If the resistor is used only 
during starting, its rating is based on inter- 
mittent operation, in which case it is relatively 
small and operates at a higher temperature. If 
the resistor is used also for speed control of 
Small motors, such as for ventilating fans, its 
rating is based on continous operation. In this 
case the resistor is relatively large and operates 
at a lower temperature. 

SECONDARY RESISTOR starters insert a 
resistor in the secondary circuit (the rotor cir- 
cuit of the form- wound type of induction motor) 
for starting and speed control. This starter may 
be used to limit starting currents, but is usually 
found where speed control of a large a-c motor 
is required, in which case the resistors are 
rated for continuous duty. Examples are some 
elevators and hoists equipped with direct a-c 
electric drives. 

COMPENSATOR, or AUTOTRANSFORMER, 
Starters start the motor at reduced voltage 
through an autotransformer, and subsequently 
connect the motor to full voltage after acceler- 
ation. The compensator may be either of two 
types. 


POWER FACTOR, 
FULL as a 


AMPERES ARMATURE ~% POWER FACTOR 





AMPERES FIELO 


Figure 17-10.—V curves for a syn- 
chronous motor of 15 kva. 
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1. The OPEN-TRANSITION type, during the 
transition period of shifting the motor from the 
autotransformer to direct connection with the 
supply lines, disconnects the motor from all 
power for a short period of time during which, 
if the motor is of the synchronous type, it may 
coast and slip out of phase with the power supply. 
When the motor is then connected directlytothe 
power lines, a high transition current may result. 

2. The CLOSED-TRANSITION type keeps 
the motor connected to the power supply at all 
times during the transition period, thus not 
permitting the motor to decelerate. Accordingly, 
no high transition current is developed. 

The AUTOTRANSFORMER starter is the 
most common form of the reduced-voltage type 
used for limiting the starting current of a motor. 
The open-transition form has the disadvantage 
of allowing a high transition current to develop, 
which can cause circuit breakers to open. The 
closed-transition form is preferable because no 
high transition current is developed. 

REACTOR STARTERS insert a reactor in 
the primary circuit of an a-c motor during 
starting, and subsequently short-circuit the 
reactor to apply full voltage to the motor. This 
type of starter is not very widely used at pres- 
ent, but is becoming more common for starting 
large motors because it does not have the high 
transition current problem ofthe open-transition 
compensator and is smaller than the closed- 
transition compensator. 

A simplified schematic diagram of a com- 
pensator, or autotransformer starter is shown 
in figure 17-11, Assume that the line voltage is 
100 volts and that when the taps on the auto- 
transformer are positioned as shown (in the 
starting position) 40 volts will be applied to the 
3-phase motor stator. With the reduction in 
motor voltage, there is a corresponding reduc- 
tion in starting current drawn from the line. At 
the same time, the motor current supplied by 
the secondary low-voltage windings is propor- 
tionately increased by the transformer action. 

After the proper time interval, during which 
acceleration occurs, full-line voltage is applied 
to the motor. 

A resistance starter could be used in place 
of autotransformer to lower the voltage applied 
to the stator. The power factor would be im- 
proved, but the line current would be greater. 
The autotransformer has the advantage in per- 
mitting the motor to draw a relatively large 
starting current from the secondary with a re- 
latively low line current, 
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Figure 17-11.—Simplified schematic 
diagram of an autotransformer 
starter. 
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SINGLE-PHASE MOTORS 


Single-phase motors, as their name implies, 
operate on a single-phase power supply. These 
motors are used extensively in fractional horse- 
power sizes in commercial and domestic appli- 
cations. The advantages of using single-phase 
motors in small sizes are that they are less ex- 
pensive to manufacture thanother types, and they 
eliminate the need for 3-phase a-c lines. Single- 
phase motors are used in interior communica- ' 
tions equipment, fans, refrigerators, portable 
drills, grinders, and so forth. 

A single-phase induction motor withonly one 
stator winding and a cage rotorislikea 3-phase 
induction motor with a cage rotor exceptthatthe 
single-phase motor has no magnetic revolving 
field at start and hence no starting torque. How- 
ever, if the rotor is brought up to speed by 
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external means, the induced currents inthe rotor 
will cooperate with the stator currentsto produce 
a revolving field, which causes the rotorto con- 
tinue to run in the direction in which it was 
started.: 

Several methods are used to provide the 
single-phase induction motor with starting tor- 
que. These methods identify the motor as split 
phase, capacitor, shaded pole, repulsion, and so 
forth. 

Another class of single-phase motors is the 
a-c series (universal) type. Only the more com- 
monly used types of single-phase motors are 
described, These include the (1) split-phase 
motor, (2) capacitor motor, (3) shaded-pole 
motor, (4) repulsion-start motor, and (5) a-c 
series motor. 


SPLIT-PHASE MOTOR 


The split-phase motor (fig. 17-12 (A)), has 
a stator composed of slotted laminations that 
contain an auxiliary (starting) winding and a 
running (main) winding. The axes of these two 
windings are displaced by an angle of 90 elec- 
trical degrees. The starting winding has fewer 
turns and smaller wire thanthe running winding, 
hence has higher resistance and less reactance. 
The main winding occupies the lower half of the 
slots and the starting windingoccupiesthe upper 
half. The two windings are connected in parallel 
across the single-phase line supplying the motor. 
The motor derives its name from the action of 
the stator during the starting period. The single- 
phase stator is split into two windings (phases), 
which are displaced in space by 90°, and which 
contain currents displaced in time phase by an 
angle of approximately 15^ (fig. 17-12 (B)). The 
current, Is, in the starting winding lags the line 
voltage by about 30 " and is lessthanthe current 
in the main winding because of the higher im- 


pedance of the starting winding. The current, 


Im» in the main winding lags the applied voltage 
by about 45°, The total current, Пїпе, during the 
starting period is the vector sum of Ig and Im. 

At start, these two windings produce a mag- 
netic revolving field that rotates aroundthe sta- 
tor airgap at synchronous speed. Asthe rotating 
field moves around the airgap, it cuts across 
the rotor conductors and induces a voltage in 
them, which is maximum in the area of highest 
field intensity and therefore is in phase withthe 
stator field, The rotor current lags the rotor 
voltage at start by an angle that approaches 90? 
because of the high rotor reactance. The 
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Figure 17-12,.—Split-phase motor. 


interaction of the rotor currents and the stator 
field cause the rotor to accelerate in the direc- 
tion in which the stator field is rotating. During 
acceleration, the rotor voltage, current, and re- 
actance are reduced andthe rotor currents come 
closer to an in-phase relation with the stator 
field. 


When the rotor has come up to about 75 per- 
cent of synchronous speed, a centrifugally op- 
erated switch disconnects the starting winding 
from the line supply, and the motor continuesto 
run on the main winding alone. Thereafter, the 
rotating field is maintained by the interactionof 
the rotor magnetomotive force and the stator 
magnetomotive force. These two mmf’s are 
pictured as the vertical and horizontal vectors 
respectively in the schematic diagram of figure 
17-12 (C). 


The stator field is assumed to be rotating 
at synchronous speed in a clockwise direction, 
and the stator currents correspondto the instant 
that the field is horizontal and extending from left 
to right across the airgap. The left-hand rule for 
magnetic polarity of the stator indicates that 
the stator currents will produce an N pole on 
the left side of the stator and an S pole on the 
right side. The motor indicated in the figure is 
wound for two poles. 
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Applying the left-hand rule for induced volt- 
age in the rotor (thethumb points inthe direction 
of motion of the conductor with respect to the 
field), the direction of induced voltage is back 
on the left side of the rotor and forward on the 
right side. The rotor voltage causes a rotor cur- 
rent to flow, which lags the rotor voltage by an 
angle whose tangent is the ratio of rotor react- 
ance to rotor resistance. This is a relatively 
small angle because the slip is small. Applying 
the left-hand rule for magnetic polarity to the 
rotor winding, the vertical vector pointing up- 
ward represents the direction and magnitude of 
the rotor mmf. This direction indicates the 
tendency to establish an N pole on the upper 
side of the rotor and an S pole on the lower side, 
as indicated in the figure. Thus, the rotor and 
stator mmf’s are displaced in space by 90? and 
in time' by an angle that is considerably less 
than 90 , but sufficient to maintain the magnetic 
revolving field and the rotor speed. 

The motor has the constant- speed variable- 
torque characteristics of the shunt motor. Many 
of these motors are designed to operate on either 
120 volts or 240 volts, For the lower voltage the 
stator coils are divided into two equal groups 
and these are connected in parallel. For the 
higher voltage the groups are comected in 
Series. The starting torque is 150 to 200 per- 
cent.of the full-load torque and the starting cur- 
rent is 6 to 8 times the full-load current. Frac- 
tional-horsepower split-phase motors are used 
in a variety of equipments such as washers, oil 
burners, and ventilating fans. The direction of 
rotation of the split-phase motor can be reversed 
by interchanging the starting winding leads. 


CAPACITOR MOTOR 


The capacitor motor is a modified form of 
split-phase motor, having a capacitor in series 
with the starting winding. An external view is 
shown in figure 17-13, withthe capacitor located 
on top of the motor. The capacitor produces a 
greater phase displacement of currents in the 
starting’ and running windings than is produced 
in the split-phase motor. The starting winding 
is made of many more turns of larger wire and 
is connected in series with the capacitor. The 
Starting winding current is displaced approxi- 
mately 90? from the running winding current. 
Since the axes of the two windings are also dis- 
placed by an angle of 90°, these conditions pro- 
duce a higher starting torque than that of the 
split-phase motor. The starting torque of the 
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capacitor motor may be as much as 350 per- 
cent of the full-load torque. 

If the starting winding is cut out after the 
motor has increased in speed, the motor is called 
a CAPACITOR-START MOTOR. If the starting 
winding and capacitor are designed to be left in 
the circuit continuously, the motor is called a 
CAPACITOR-RUN MOTOR, Electrolytic ca- 
pacitors for capacitor-start motors vary in size 
from about 80 microfarads for 1/8-horsepower 
motors to 400 microfarads for one-horsepower 
motors. Capacitor motorsofbothtypes are made 
in sizes ranging from small fractional horse- 
power moiors up to about 10 horsepower. They 
are used to drive grinders, drill presses, refrig- 
erator compressors, and other loadsthat require 
relatively high starting torque. The direction of 
rotation of the capacitor motor may be reversed 
by interchanging the starting winding leads. 


SHADED-POLE MOTOR 


The shaded-pole motor employs a salient- 
pole stator апаа cage rotor. The projecting poles 
on the stator resemble those of d-c machines 
except that the entire magnetic circuit is lam- 
inated and a portion of each pole is split to 
accommodate a short-circuited copper strap 
called a SHADING COIL (fig. 17-14). This motor 
is generally manufactured in very small sizes, 
up to 1/20 horsepower. A 4-pole motor of this 
type is illustrated in figure 17-14 (A). The shad- 
ing coils are placed around the leading pole tip 
and the main pole winding is concentrated and 
wound around the entire pole. The 4 coils 
comprising the main winding are connected in 
Series across the motor terminals. An in- 
expensive type of 2-pole motor employing 
shading coils is illustrated in figure 17-14 (B). 

During that part of the cycle when the main 
pole flux is increasing, the shading coil is cut 
by the flux, and the resulting induced emf and 
current in the shading coil tend to prevent the 
flux from rising readily through it. Thus, the 
greater portion ofthe flux rises in that portion 
of the pole that is not inthe vicinity of the shading 
coil. When the flux reaches its maximum value, 
the rate of change offluxis zero, and the voltage 
and current in the shading coil also are zero. At 
this time the flux is distributed more uniformly 
over the entire pole face. Then as the main flux 
decreases toward zero, the induced voltage and 
current inthe shading coil reverse their polarity, 
and the resulting magnetomotive force tends to 
prevent the flux from collapsing through the iron 
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Figure 17- 13.—Capacitor motor. 


in the region of the shading coil, The result is 
that the mdin flux first rises in the unshaded 
portioíi of the pole and later in the shaded por- 
tion, This: action is equivalent to а sweeping 
movement of the field across the pole face in the 
direction of the shaded pole. The cage rotor con- 
ductors are cut by this moving field andthe force 
exerted on them causes the rotor to turn in tlie 
direction of the sweeping field. 

Most shaded-pole motors have only one edge 
of the pole split, and therefore the direction of 
rotation .is not reversible. However, some 
shaded-pole motors have both leading and 
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trailing pole. tips split to accommodate shad- 
ing coils. The leading pole tip shading coils 
form one series group, and the trailing pole 
tip shading coils form another series group. 
Only the shading coils in one group are simul- 
taneously active, while those in the other group 
are on open circuit. . 

The shaded-pole motor is similar in op- 
erating characteristics to the split-phase motor. 
It has the advantages of simple construction and 
low cost. It has no sliding electrical contacts 
and is reliable in operation, However, it has 
low starting torque, low efficiency, and high 
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Figure 17- 14.-—Shaded-pole motor. 


noise level. It is used to operate small fans. 
The shading coil and split pole are used in 
clock motors to make them self-starting. 


REPULSION-START MOTOR 


The repulsion-start motor һава form-wound 
rotor with commutator and brushes, The státor 
is laminated and contains a distributed single- 
phase winding. In its simplest form, the stator 
resembles that of the single-phase motor. In 
addition, the motor hasa centrifugal device which 
removes the brushes from the commutator and 
places as ort- circuiting ring around the com- 
mutator. This action occurs at about 75 percent 
of: synchronous Spéed. Thereafter, the motor 
Opérates, with the characteristics of the single- 
phase ; induction motor: 

- The - -Starting torque of the repulsion- start 
induction thotor is developed- through the inter- 
action:.of the rotor currents and the single- 
phase stator field. Unlike the split-phase motor, 
.the stator field does not rotate at start, but al- 
ternates. instead. The rotor currentsare induced 
through transformer action. For example, inthe 
2-pole motor of figure 17-15 (A), the stator cur- 
rents are shown for the instant whena north pole 
is established on the upper side of the stator, 


LEADING POLE TIP 
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and à south pole: on the lower side. The induced 
voltage in the rotor causes the rotor currents to 
floW in such a direction as to oppose the stator 
field. These currents flow inopposite directions 
under the left and right portions ofthe north pole 
and in similar manner under the south pole. Thus, 
the net force to turn the rotor i$ zero when the ` 
brushes are located in the positions shown. 

' In figure 17-15 (B), the brushes are moved 
90? fróm their original positions, and againthere 
is no rotor turning effort because inthis case the 
rotor current is zero. There can be no rotor cur- 
rent in this position because the transformer in- 
duced voltages are equal and opposite to each 
other in the two halves (upper and SS of the 
rotor winding. 

In figure 17-15 (C), the brush axisis displaced 
from the stator polar axis by an angle of about 
25°, and in this position maximum torque is ае- 
veloped. 

The direction of the induced: ‘currents in the 
rotor. under the north pole of the stator i is toward 
the observer, and under the south pole, away from 
the observer. Applying the right- апа rule for 
motors, the force acting onthé conductors under 
the north pole is toward the left, and under the 
south pole, toward the right, thus tending to turn 
the rotor in a counterclockwise дігесііой. When 
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Figure 17-15, —Repulsion-start induction motor. 


the stator polarity reverses,the directionofthe 
rotor current also reverses, thereby maintaining 
the same direction of rotation, The function of the 
commutator and brushes is to divide the rotor 
currents along an axis that is displaced from the 
axis of the stator field in a counterclockwise di- 
rection. The motor derives its name from the 
repulsion of like poles between the rotor and 
stator. Thus, the rotor currents establish the 
rotor poles N'—S', whichare repelled bythe sta- 
tor poles N—S. 

The starting torque is 250 to 450 percent of 
the full-load torque, and the starting current is 
375 percent of the full-load current. This motor 
is made in fractional horsepower sizes and in 
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larger sizes up to 15 horsepower, but has been 
replaced in large partby the cheaper and more 
rugged capacitor motor. The repulsion-start 
motor has higher pull-out torque (torque at which 
the motor stalls) thanthe capacitor-start motor, 
but the capacitor-start motor can bring up to full 
Speed loads that the repulsion motor can start 
but cannot accelerate. 


A-C SERIES MOTOR 


The a-c series motor will operate on either 
a-c or d-c circuits, The direction of rotation of 
а d-c series motor is independent of the polarity 
of the applied voltage, provided the field andar- 
mature connections remain unchanged, Hence, if 
a d-c series motor is connectedtoana-c source, 
a torque will be developed which tends to rotate 
the armature in one direction, However, a d-c 
Series motor does not operate satisfactorily 
from an a-c supply for the following reasons: 

l. The alternating flux sets up large eddy- 
current and hysteresis lossesinthe unlaminated 
portions of the magnetic circuit and causes ex- 
cessive heating and reduced efficiency. 

2. The self-induction of the field and arma- 
ture windings causes a low power factor. 

3. The alternating field flux establishes 
large currents in the coils that are short- 
circuited by the brushes; this action causes ex- 
cessive sparking at the commutator. 

To design a series motor for satisfactory 
operation on alternating current the following 
changes are made: 

1. The eddy-current losses are reduced by 
laminating the field poles, yoke, and armature. 

2. Hysteresis losses are minimized by using 
high-permeability transformer-type silicon- 
Steel laminations. 

3. The reactance of the field windings is 
kept satisfactorily low by using shallow pole 
pieces, few turns of wire, low frequency (usually 
25 H, for large motors), low flux density, and 
low reluctance (a short airgap). 

4. The reactance of the armature is reduced 
by using a compensating winding embedded in the 
pole pieces. If the compensating winding is con- 
nected in series with the armature (fig. 17-16 
(A)), the armature is CONDUCTIVELY compen- 
sated. If the compensating winding is short-cir- 
cuited on itself (fig. 17-16 (B)), the armature is 
INDUCTIVELY compensated. If the motor is de- 
signed for operation on both d- c and a-c circuits, 
the compensating winding is connected in series 
with the armature. The axis ofthe compensating 
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. winding is displaced from the main field axisby 
` an angle of 90°. This arrangement is similar to 
the compensating winding used in some d-c 
motors and generators to overcome armature 
reaction, The compensating winding establishes 
2 counter magnetomotive force which neutralizes 
the effect of the armature magnetomotive force, 
thereby preventing distortion of the main field 
flux and reducing the armature reactance. The 
inductively compensated armature acts like the 
primary ofatransformer, the secondary of which 
is the shorted compensating winding. The shorted 
Secondary receives an induced voltage by the 
action of the alternating armature flux, and the 
resulting current flowing throughtheturnsofthe 
compensating winding establish the opposing 
magnetomotive force that neutralizes the arma- 
ture reactance. 

5. Sparking at the commutator is reducedby 
the use of PREVENTIVE LEADS Pj, Po, Рз, and 
so forth (fig. 17-16 (C)) A ring armature is 
shown for simplicity. When coils at A and B are 
shorted by the brushes, the induced current is 
limited by the relatively high resistance of the 
leads, Preventive leads are used in some of the 
older type a-c series motors on electric loco- 
motives, Sparking at the brushesisalso reduced 
by using armature coils having only a single turn 
and multipolar fields. High torque isobtainedby 
having a large number of armature conductors 
and a large-diameter armature. Thus, the com- 
mutator has a large number of commutator bars 
that are very thin, so that the armature voltage 
is limited to about 250 volts. 

The operating characteristics of the a-c 
series motor are similar to those of the d-c 
series motor. The speed will increase to a dan- 
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Figure 17-16. --А -с series motor. 


gerously high value if the load is removed from 
the motor. 

Fractional horsepower a-c series motors are 
called UNIVERSAL MOTORS, They do not have 
compensating windings or preventive leads. They 
are used extensively to operate fans and portable 
tools, such as drills, grinders, and saws. 


CHAPTER 18 
DIRECT-CURRENT GENERATORS 


Generators can be designed to supply small 
amounts of power or they can be designed to 
supply many thousands of kilowatts of power. 
Also, generators may be designed to supply 
either direct current or alternating current, 
Direct-current generators are described inthis 
chapter. Alternating-current generators were 
described in chapter 16. 

A d-c generator is a rotating machine that 
converts mechanical energy into electrical 
energy. This conversion is accomplished by 
rotating an armature, which carries conductors, 
in a magnetic field, thus inducing an emf in the 
conductors. As stated before, in order for an 
emf to be induced in the conductors,a relative 
motion must always exist between the conductors 
and the magnetic field in such a manner that 
the conductors cut through the field, In most 4-с 
generators the armature is the rotating member 
and the field is the stationary member. A me- 
chanical force is applied to the shaft of the ro- 
tating member to cause the relative motion, 
Thus, when mechanical energy is put into the 
machine in the form of a mechanical force or 
twist on the shaft, causing the shaft to turn at a 
certain speed, electrical energy in the form of 
voltage and current is delivered to the external 
load circuit. 

It should be understood that mechanical power 
must be applied to the shaft constantly so long 
as the generator is supplying electrical energy 
to the external load circuit, 


The power source used to turn the armature 
is commonly called a PRIME MOVER. Many 
forms of prime movers are in use, such as 
Steam turbines, dieselengines, gasoline engines, 
and steam engines. 

А d-c generator consists essentially of the 
following components: 


l. A steel frame or yoke containing the pole 
pieces and field windings. 
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2. An armature consisting of a group of 
copper conductors mounted in a slotted 
cylindrical core, made up of thin steel disks 
called laminations, 

3. A commutator for maintaining the current 
in one direction through the external circuit. 

4. Brushes with brush holders to carry the 
current from the commutator to the external 
load circuit. 

D-c generators come in various sizes and 
appearances. А typical large generator as 
depicted in figure 18-1 (A) may weigh hundreds 
of pounds, while a smaller aircraft generator 
as depicted in (B) of figure 18-1 rarely exceeds 
100 pounds, 


CONSTRUCTION 


The basic components of a typical generator 
consist of a frame, field windings, pole pieces, 
an armature, a commutator, and brushes and 
brush holders, These components are discussed 
in the following paragraphs. 


FRAME 


The d-c generator field frame, or yoke, is 
usually made of annealed steel. The use of steel 
reduces the reluctance of the magnetic circuit 
to a low value and therefore reduces the neces- 
sary size of the field windings. The frame pro- 
vides a mechanical support for the pole pieces 
and serves as a portion of the magnetic circuit 
to provide the necessary flux across the air gap. 

The end bells are bolted to the frame struc- 
ture and support the armature shaft bearings. 
One end bell also supports the brush rigging 
and extends over the commutator. 


FIELD WINDINGS 


The field windings are connected so that they 
produce alternate north and south poles (fig. 18-2) 
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Figure 18-1.—D-c generators. 
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(A) and (F)) to obtain the correct direction of 
emf in the armature conductors. The field 
windings form an electromagnet which estab- 
lishes the generator field flux, These field wind- 
ings may receive current from an external d-c 
source or they may be connecteddirectly across 
the armature, which then becomes the source 
of voltage. When they are so energized, they 
establish magnetic flux in the field yoke, pole 
pieces, airgap, and armature core, as shown 
in figure 18-2 (A). 


POLE PIECES 


The pole pieces, which support the field 
windings, are mounted on the inside circumfer- 
ence of the yoke, with capscrews that extend 
through the frame (fig. 18-1). These pole pieces 
are usually built of sheet steel laminations riv- 
eted together. The pole faces are shaped to fit 
the curvature of the armature, as shown in figure 
18-2 (A). The preformed field coil shown in figure 
18-2 (B) is mounted on the laminated core from 
the back. The coil is held securely in place be- 
tween the frame and the flanged end of the pole. 


ARMATURE 


The armature (fig. 18-2 (C)) is mounted on 
a shaft and rotates through the field. If the out- 
put of the armature is connectedacross the field 
windings, the voltage and the field current at 
start will be small because ofthe small residual 
flux in the field poles, However, as the generator 
continues to run, the small voltage across the 
armature will circulate a small current through 
the field coils and the field willbecome stronger. 
This action causes the generator voltage to rise 
quickly to the proper value and the machine is 
said to ‘‘build up” its voltage. 

The armature core is made of sheet steel 
laminations. In small machines these lami- 
nations are keyed dirctly to the shaft. In large 
machines the laminations are assembled on a 
spider which is keyed to the shaft. The outer 
surface of this cylindrical core is slotted to 
provide a means of securing the armature coils. 
Radial ventilating ducts are provided inthe core 
by inserting spacers between the laminations at 
definite intervals. These ducts permit air to 
circulate through the core and to carry off heat 
produced in the armature winding and core. The 
armature coils on most generators are form- 
wound to the correct size and shape. Additional 
insulation between the core and windings is 


obtained by placing sheet insulation in the slots. 
The windings are secured by fiber wedges driven 
into the tops of the slots. The free ends of the 
armature coils are connected tothe commutator 
riser, as indicated in figure 18-2 (C). The entire 
armature winding forms a closed circuit. 


COMMUTATOR 


The commutator consists of a number of 
wedge-shaped segments, or bars, of hard drawn 
copper that are assembled into a cylinder and 
held together by V-rings, as shown in figure 18-2 
(D) The commutator segments are insulated 
from each other by sheet mica and the entire 
commutator is insulated from the. supporting 
rings on the shaft by mica collars. Because the 
brushes bear on the outside surface of the com- 
mutator, better brush contact, less sparking, 
and less noise, are obtained by undercutting the 
mica to about 1/64 inch below the level of the 
commutator surface. The voltage and the number 
of poles in the generator determine the number 
of commutator segments. To prevent flashover 
between segments, generators are designed so 
that a voltage not to exceed 15 volts exists be- 
tween adjacent segments. Therefore, a high- 
voltage generator requires more commutator 
segments than a low-voltage generator. 


BRUSHES AND BRUSH HOLDERS 


The brushes carry the current from the com- 
mutator to the external circuit, They are usually 
made of a mixture of carbon and graphite. For 
low-voltage machines the brushes are made of 
a mixture of graphite anda metallic powder. The 
brushes must be free to slide in their holders 
(fig. 18-2 (E)) so that they may followany small 
irregularities in the curvature of the commu- 
tator. In addition, the brushes must be able to 
“feed in" as they wear. However, excessive 
play not only would encourage brush vibration, 
but also might cause misalinement of the brush 
with the axis of commutation, This would result 
in excessive sparking. 

The proper pressure of the brushes against 
the commutator is maintained by means of 
Springs and should be from 1-1/2 to 2 pounds 
per square inch of brush contact area. A low 
resistance connection between the brushes and 
brush holders is maintained by means of braided 
copper wires, or pigtails, that are attached be- 
tween each brush holder and brush. 
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Figure 18-2.—D-c generator parts. 
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The brush holders, which are attached to 
brush studs, hold the brushes in their proper 
Positions on the commutator. The brush studs 
are fastened to a rocker arm, or brush holder 
yoké, that is attáched to the frame. Multipolar 
generators usually have as many brush studs 
as there are main poles. The brush studsare of 
alternate positive and negative polarity and those 
of like polarity are connected together as indi- 
cated in figure 18-2 (F). 


ARMATURE WINDINGS 


Armature windings for generators range 
from the simple to the complex. The material 
presented in this chapter will discuss the follow- 
ing types of windings: 

. Simple coil armature. 
. Gramme-ring winding. 
Drum armature. 

. Simplex lap winding. 

. Simplex wave winding. 


SIMPLE COIL ARMATURE 


The simplest generator armature winding is 
a loop or single coil. Rotating this loop in a mag- 
netic field will induce an emf whose strength 
is dependent upon the strength of the magnetic 
field and the speed of rotation of the conductor. 

A single-coil generator with each coil ter- 
minal connected to a bar of a 2- segment metal 
ring is shown in figure 18-3, The two segments 
of the split ring are insulated from each other 
and the shaft, thus forming a simple commutator. 
The commutator mechanically reverses the ar- 
mature coil connéctions to the external circuit at 
the same instant that the direction of the gener- 
ated voltage reverses in the armature coil. This 
action involves the process known as commu- 
tation, which is described later in the chapter, 

When the coil rotates clockwise from the 
position shown in figure 18-3 (A), totheposition 
Shown in figure 18-3 (B), an emf is gener- 
ated in the coil in the direction (indicated by the 
heavy arrows) that deflects the galvanometer to 
the right, Current flows out of the negative brush, 
through the galvanometer, and back to the posi- 
tive brush to complete the circuit through the 
armature coil. If the coil is rotated to the posi- 
tion shown in figure 18-3 (C), the generated 
voltage and the current fall to zero, asin figure 
18-3 (A). At this instant the brushes make con- 
tact with both bars of the commutator and short- 
circuit the coil. As the coil movesto the position 
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Figure 18-3.—Single-coil generator with com- 
mutator. 


shown in figure 18-3 (D), an emf is generated 
again in the coil but of opposite polarity. 

The emf's generated in the two sides of 
the coil shown in figure 18-3 (D), are inthe 
reverse direction to that of the emf’s shown 
in figures 18-3 (B). Since the bars of the com- 
mutator have rotated with the coil and are con- 
nected to opposite brushes, the direction of the 
flow of current through the galvanometer re- 
mains the same, The emf developed across the 
brushes is pulsating and unidirectional] (in one 
direction only), varying twice during each revo- 
lution between zero and maximum, 

Figure 18-4 is graph of the pulsating direct 
emf for one revolution of a single-loop 2-pole 
armature. A pulsating direct voltage of this 
characteristic (called RIPPLE) is unsuitable for 
most applications. Therefore, in practical gen- 
erators more coils and more commutator bars 
are used to produce an output voltage waveform 
with less ripple. 


EFFECTS OF MORE COILS 


Figure 18-5 shows the reduction in ripple 
component of the voltage obtained by the use of 
two coils instead of one. Since there are now 
four commutator segments in the commutator 
and only two brushes, the voltage cannot fallany 
lower than point A; Therefore, the ripple is 
limited to the rise and fall between pointsA and 
B. By adding still more armature coils, the rip- 
ple voltage can be reduced still more. 
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Figure 18-4.—Voltage from a single coil armature. 


GRAMME-RING WINDING 


A Gramme-ring winding (fig. 18-6) is formed 
by winding insulated wire around a hollow iron 
ring and tapping it at regular intervals to the 
commutator bars. The portions of the windings 
on the inside of the ring cut practically no flux 
and act as connectors for the active portions 
of the conductors, which lie on the outer surface 
of the ring. Because only a small fraction of the 
conductor is used to generate voltage in such 
a winding, a relatively large amount of copper 
is required to produce a given voltage. The 
schematic wiring diagram of a Gramme-ring 
winding is frequently used asa simplified equiv- 
alent circuit for the practical but more complex 
drum armature wiring diagrams. The Gramme- 
ring winding is used in this discussion only to 
simplify the drum winding circuits. 

In the 2-pole winding of figure 18-6 (A), 
there are two parallel paths for armature cur- 
rent between the brushes. One path is through 
the coils on the left side andthe other is through 
the coils on the right side. The voltage between 
the brushes is the vector sum of the voltages 
generated in all the coils of each path. No cir- 
culating current flows between the two paths 
because the generated voltages in the two paths 
are equal and in opposition, The polarity of the 
brushes may be determined bythe left-hand rule 
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for generator action. The negative terminal is 
the one from which electrons flow out to the 
load; the positive terminal is the one to which 
the electrons return from the load. 


DRUM ARMATURE 


In the basic drum winding shown in figure 
18-6 (B), all the conductors lie in slotsnear the 
surface of the armature, The armature conduc- 
tors are indicated in the figure as circles. Those 
on the left containa dot to indicate that the direc- 
tion of generated voltage istowardthe observer; 
those on the right contain an x to show that the 
direction of the generated voltage is away from 
the observer, The dotted lines connecting the cir- 
cles represent end connections onthe backofthe 
armature between the two halves of each coil. 
The solid lines between the commutator and the 
armature conductors represent the end connec- 
tions on the front of the armature between the 
coils and commutator segments. 

There are 8 coils, 8 slots, and 8 commutator 
segments in this simplified basic drum winding. 
One half of a coil lies in the upper portion of a 
slot and the other half of the coil lies in the 
lower portion of a slot that is approximately 
halfway around the armature. This arrangement 
permits the generated voltages in the two halves 
of a coil to be a maximum at almost the same 
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Figure 18-5.— Voltage from a two coil armature. 


instant, because the armature is rotating ina 
2-pole field. The polarity of the brushes may be 
determined by the left-hand rule for generator 
action. The brushes are shown on the inside of 
the commutator surface to simplifythe drawing. 
Normally, the brushes contact the outside sur- 
face of the commutator. 

In drum armatures, with the exception ofthe 
coil-end connections, all of the copper is usedto 
generate the emf. The distance between the 
two sides of a coil is knownasthe COIL PITCH. 
This distance should be about the same as the 
distance between the centers of adjacent poles 
as mentioned previously. 

The following analysis is made for a no- 
external-load condition. There are two paths for 
armature current through the drum winding—one 
through conductors a, b, c, d, e, f, g, and h; the 
other through conductors i, j, k, 1, m, n, о, and 
P. The generated voltages in all conductors in 
the first path are in the same direction—from 
the positive brush to the negative brush. The 
generated voltages in all conductors in the sec- 
ond path are also all in the same direction— 
from the positive brush to the negative brush. 
The two paths form a closed circuit and the 
voltages of each path are equal and in opposition 
with respect to each other. Therefore no cir- 
culating current will flow. 


Certain similarities exist in the Gramme- 
ring winding (fig. 18-6 (A)) andthe drum winding 
(fig. 18-6 (B)), The generated voltage distribu- 
tion is the same. The number of paths for load 
current is the same. In both types, whena brush 
contacts two segments, a coilis short-circuited, 
In both types, the brushes are positioned sothat 
only coilsthatare moving approximately parallel 
to the field are short-circuited, That is, a coil 
is short-circuited only at the exact instant that 
it has no voltage induced in її. Thus, sparking 


.is minimized, In both types, there are 8 com- 


mutator bars and 2 brushes and the armatures 
are wound for 2-pole fields. Also, in both types 
there are single-turn coils and 16 active con- 
ductors in which the voltage of the machine is 
generated. 

The differences that exist in the two types of 
armatures are in the position of the brush axis, 
the method of mounting the coils, and the path 
for the magnetic field Пих. In the Gramme-ring 
winding the brush axis is perpendicular to the 
field axis. In the drum winding the brush axis 
coincides with the fieldaxis. Inthe Gramme- ring 
armature the coils are wound on a ring. In the 
drum type they are preformed and inserted in 
Slots, In the Gramme-ring type the magnetic 
field crosses the airgap and is confined to the 
ring. In the drum type the field crosses the 
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Figure 18-6.—Basic d-c generator armature 
windings. 


airgap and permeates the entire cross section of 
the armature including the outer slotted portion 
as well as the inner section. Finally, the end 
connections form a much higher percentage of 
the total winding in the Gramme-ring type than 
in the drum type. Itisprincipallyforthis reason 
that Gramme-ring armatures have been replaced 
by the more efficient drum-type armature. 


SIMPLEX LAP WINDING 


As mentioned previously, direct-current 
armatures are generally wound with preformed 
coils, as shown in figure 18-7. The term *'span"' 
is the distance from one winding element of a 
coil to the other winding element of the same 
coil and is usually given in terms ofthe number 


of slots included between them. A winding ele- 
ment is a coil side consisting of one or more 
active (face) conductors in series and taped to- 
gether to form that part of the coil that is in- 
Serted in the armature slot. The span of the 
armature coil should be about equal to the periph- 


: eral distance between the centers of adjacent 


field poles, so that the voltages generated inthe 


“two sides of the coil will be in series addition. 
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This distance is called POLE PITCH. When the 
span of a coil is less than the pole pitch the 
winding is calleda FRACTIONA L-PITCH WIND- 
ING. A fractional pitch coil can be as low as 0.8 
pole pitch. Fractional pitch coils have reduced 
emf because the coil side voltages do not 
reach their maximum values at the same time. 
Ordinarily, the reduction in emf is small. The 
savings in copper, in shorter end-connections, 
warrants the loss. 

Direct-current armature windings are gen- 
erally 2-layer windings. Inthis arrangement, the 
coils are placed on the armature with one side 
of coil occupying the top of one slot and its 
other side occupying the bottom of another slot. 
The distance between the slots is approximately 
1 pole span. Such an arrangement allows the 
windings to fit readily on the armature with an 
equal number of coils and slots. Thus each slot 
contains two layers of conductors in which volt- 
ages are generated as the armature rotates 
through the field. This arrangement is shown in 
the 2-layer drum winding of figure 18-6 (B). 

A 4-pole simplex-lap winding is shown in 
figure 18-8, Starting with commutator bar 1, the 
circuit may be traced through the heavy black 
coil to the adjacent commutator bar 2. The trace 
may be continued through successive coils until 
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Figure 18-7.— Formed armature coil for 4-pole 
armature, 
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the entire armature circuit has been traced 
from one end to the other. Upon reentering the 
starting commutator bar 1, the trace is com- 
pleted. Thus, the circuit is seen to be a closed- 
circuit winding. 

There are four groups of coils generating 
the same voltage between brushes of opposite 
polarity in the example shown in figure 18-8. 
One group consists of coils occupying winding 
spaces 1, 12, 3, 14, 5, 16, 7, 18, 9, and 20. A 
Second group consists of coilsoccupying winding 
Spaces 11, 22, 13, 24, 15, 26, 17, 28, 19, and 30. 
А third group consists of coilsoccupying winding 
.Spaces 21, 32, 23, 34, 25, 36, 27, 38, 29, and 40. 
The fourth group consists of coils occupying 
winding spaces 31; 42, 33, 2, 35, 4, 37, 6, 39, 8 
41, and 10. These four groupsof coilsare placed 
in parallel by connecting the two positive brushes 
together and the two negative brushes together 
as indicated in the schematic diagram of figure 
‚18-8 (В). No circulating current flows between 
these four parallel paths when no load is con- 
nected between the positive andnegative brushes, 
because the voltage of each of the groupsis equal 
and of opposite polarity to the voltages of the 
other groups. 


Yo 


ARMATURE WINDING 
(А) 


Figure 18-8.—Simplex-lap 4-pole armature winding. 
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A simplified schematic ofthe 4-pole simplex- 
lap armature winding is shown in figure 18-9. 
Connecting a load between the positive and neg- 
ative brushes causes current to flowthroughthe 
armature in these four paths. The current is 
distributed equally in the four paths. Thus ifthe 
total output current of the armature is 400 
amperes, each path through the armature will 
carry 100 amperes. In this winding there areas 
many parallel paths for current through the 
armature as there are poles in the field. 


The simplex-lap winding described in this 
chapter is the simplest type of lap winding. It 
is identified as а single winding to distinguish 
it from more complexdouble andtriple lap wind- 
ings. It is single-reentrant—that is, the winding 
closes on itself at the end of one complete turn 
around the armature. This arrangement distin- 
guishes the winding from more complex types 
that reenter upon themselves after one, two, or 
three complete turns around the armature. 


The characteristics of the (single) simplex- 
lap winding may be summarized as follows: 

1. There are as many paths for current as 
there are field poles. | 





SIMPLIFIED CIRCUIT 


(B) 
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Figure 18-9, —Simplified schematic of simplex- 
lap 4-pole armature winding. 


2. There are as many brush positions onthe 
conimutator as there are field poles. 
3. ‘The two ends of an armature coil connect 
to adjacent commutator segments, 
‚ 4.; The armature winding formsa continuous 
closed circuit. à 
.9..The3lap armature winding is used for 
relatively high-current low-voltage loads, 
6. The voltage generated between positive 
and'negative' brushes is 


`~ 
- 





w ^ 


where E is the generated emf in volts, Z the 
number of armature face conductors, Ф the lines 
of magnetic flux per pole, and N the armature 
speéd in revolutions per second, 

А face conductor lies in a slot and generates 
a voltage as the armature rotates. An armature 
coil'includes one or more turns, each of which 
consists of two face conductors and their respec- 
tive'end connections. For example, a 4-poled-c 
generator with a simplex-lap armature winding 
having 106 lines of magnetic flux per pole, 440 
armature conductors, and a speed of 50 revolu- 
tions per second (3,000 rpm) has a generated 
voltage of 
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0 ' 7 
If the load current is, 1,000 amperes, each 


1,000 


armature coil will carry 7757; 


or 250 amperes. 
SIMPLEX WAVE WINDING | Ў 


_ In the single simplex-wave winding (fig. 18- 
10) groups of coils under similar pairs of poles 
at any.instant are generating equal voltages and 
are connected in series. This winding is also 
called a SERIES WINDING. Each coil has its 
ends connected to the commutátor bars that are 
two pole spans apart. This distance is measured 


‘around the armature circumference froin the 


center of one field pole to the center of the next 
pole of like sign. In this example, the distance 
covered by two pole spans is halfway aroundthe 
commutator; іп a- 6-pole machine, two pole 
spans are one-third the way’ around; and in an 
8-pole machine, one-fourth the way around. in 
the single simplex-wave winding there are as 
many coils connected in series between adjacent 
commutator bars as there are pairs of poles’in 
the field. In this example there are two pairs of 
poles, so there are two coils in seriés between 
adjacent commutator bars, This arrangement 
may be seen by starting at segment 1 and tracing 
through the circuit of the two coils occupying 
winding spaces 1, 10, 17, and 26, and ending at 
commutator segment 2. s 


The single simplex- wave winding isa closed- 
circuit winding as may be seen by starting with 
one coil and tracing through the entire armature 
circuit to complete the trace by ending at the 
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Figure 18-10.—Single simplex-wave winding. 
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Starting position. In the single simplex wave- 
wound armature there are two paths for current 
regardless of the number of poles for which it is 
wound and regardless of the number ofbrushes. 
Starting with the upper positive brush, one path 
includes the armature conductors that occupy 
winding spaces 1, 10, 1", 26, 33, 8, 15, 24, 31, 
6, 13, 22, 29, 4, 11, 20, 27, and 2, returning to 
the upper negative brush. The other path from 
the upper positive brush includes the armature 
conductors that occupy winding spaces 28, 19, 
12, 3, 30, 21, 14, 5, 32, 23, 16, 7, 34, 25, 18, and 
9, returning to the upper negative brush. 


Although four brushes are shown, only two 
are required, The full voltage of the winding is 
developed across the upper brushes, andthe full 
voltage is also developed across the lower 
brushes. The load current divides equally be- 
tween the two pairs of brushes when they are 
connected in parallel because the resistance of 
the two paths through the armature is the same. 
For example, if the armature has a 20-ampere 
load at 220 volts the upper brushes alone will 
carry 20 amperes at 220 volts. Adding the lower 
brushes will reduce the current to 10 amperes 
per brush, If the commutator is designed for 
four brushes, the removal of one pair willover- 
load the remaining brushes unless the load is 
halved, However, where commutators are inac- 
cessible, wave windings permit the use of two 
brush positions irrespective of the number of 
poles, so that servicing the brushes and com- 
mutator is facilitated. 

The characteristics of the simplex-wave 
winding may be summarized as follows: 


1. There are two parallel paths irrespective 
of the number of field poles. 

2. There is a minimum of two brush posi- 
tions irrespective of the number of field poles. 

3. The two ends of a coil connect to com- 
mutator segments that are two pole spans apart 
(fig. 18-10). 

4. The winding has relatively high voltage 
and low current, 

9. The winding forms a continuous closed 
circuit, 

6. There are as many coils in series be- 
tween adjacent commutator segments as there 
are pairs of poles in the field, 

7. The voltage generated between positive 
and negative brushes is 


ZNP 


E^ "108 © 
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where P is the number of pairs of field poles 
and the other symbols are the same as those 
used in the equation for generated voltage ina 
simplex-lap winding. 

For example, a 6-pole 4-с опе ОР having 
a simplex-wave armature winding, 1.05 x 10 
lines of flux per pole, 3,500 armature conductors, 
and a speed of 10 revolutions per second (600 
rpm)has a generated voltage of 


OZNP = 1,05 x 10° x 3,500 x 10 x3 - 


E L Ee i — MEN. edis 0. AMNIS ape antl acd Ld A Lea 
108 108 
1,100 volts. 


If the armature supplies 200 amperes toa 


load, each armature coil will carry 200 - : 100 


amperes. 


ARMATURE LOSSES 


There arethree lossesin every d-c generator 
armature. These are as follows: 
1. The I2R or copper loss in the winding. 
2. The eddy current loss in the core. 
3. The hysteresis loss due to the .friction 
of the revolving magnetic particles in 
the core. Я 


COPPER LOSSES 


The copper loss is the power lost in heat in 
the windings due to the flow of current through 
the copper coils. This loss varies directly with 
the armature resistance and as the square ofthe 
armature current. Thearmature resistance var- 
ies with the length of the armature conductors 
and inversely with their cross-sectional area. 

Armature conductor size is based on an al- 
lowance of from 300 to 1,200 circular mils per 
ampere. For example, a 2-pole armature that 
is required to supply 100 amperes may usea 
wire size based on 800 circular mils per ampere, 
or +20 x 800 = 
corresponds to a No. 4 wire. Very small 
armature windings may use only 300 circular 
mils per ampere with а resulting high current 
density. Large generators (5,000 kw) requirean 
allowance of 1,200 circular mils per ampere with 
a resulting low current density in the windings. 
These variations are the result of the variable 


40,000 circular mils. This value 
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nature. of the heat-radiating ability of the ar- 
mature conductors. 


'Very small round conductors have a much 
higher ratio of surface to volume than do large 
round conductors. For example, a 0.1-inch di- 
ameter. round conductor of a given length has a 
surface-to-volume ratio of 


A 1,0-inch diameter conductor ofthe same length 
has a surface-to-volume ratio of 4 or 4, Since 


the heat-radiating ability of a round conductor 
varies as the ratio of its surface to volume, the 


0.1-inch diameter conductor has y „Oor 10 times 


the heat radiating ability of the 1-inch diameter 
conductor, other factors being equal. 

High-speed generators use a lower circular- 
mil-per-ampere allowance than low-speed gen- 
erators because of better cooling. The temper- 
ature rise is limited by ventilating ducts, and 
in some cases by the use of forced ventilation, 
as in aircraft d-c generators, 

The hot resistance of an armature winding 
is higher that its cold resistance. A 2.5° centi- 
grade increase in temperature of a copper con- 
ductor corresponds to an increase іп resistance 
of approximately 1 percent. For example, if the 
no-load temperature of an armature winding is 
20°С and its full-load temperature is 70°С, 
"0 - 20 

2.5 
cent. Thus, if the no-load resistance is 0.05 ohm 
between brushes, the hot resistance will be 1.2 
x 0.05, or 0.06 ohm. If the full-load armature 
current is 100 amperes, the full-load armature 
copper loss will be (100)2 x 0.06, or 600 watts. 
The armature copper loss varies more widely 
with the variation of electrical load on the gen- 
erator than any other loss occurring in the ma- 
chine. This is because most generators are 
constant-potential machines supplying a current 
output that varies with the electricalloadacross 
the brushes. The limiting factor in load on a 
generator is the allowable current rating of the 
generator armature, 





the increase in resistance is , or 20per- 


The armature circuit resistance includes the 
resistance of the windings between brushes of 
opposite polarity, the brush contact resistance, 
and the brush resistance. 
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EDDY-CURRENT LOSSES 


If a d-c generator armature core were made 
of solid iron (fig. 18-11 (A)) and rotated rapidly 
in the field, excessive heating would develop 
even with no-load current in the armature wind- 
ings. This action would be the result of a gen- 
erated voltage in the core itself. As the core 
rotates, it cuts the lines of magnetic field flux 
at the same time the copper conductors of the 
armature cut them. Thus, induced currents al- 
ternate through the core, first in one direction 
and then in the other, with accompanying gen- 
eration of heat, 
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Figure 18-11.—Eddy currents in d-c generator 
armature cores. 


These induced currents are called EDDY 
CURRENTS. They are kept to a low value by 
sectionalizing (laminating) the armature core. 
For example, if the core is split into two equal 
parts (fig. 18-11 (B)) and these parts are insu- 
lated from each other, the voltage induced in 
each section of iron is halved andthe resistance 
of the eddy-current paths is doubled (resistance 
varies inversely with cross-sectional area). 
If 10 volts is induced in the core (fig. 18-11 (A)) 
and the resistance of the path for eddy currents 


2 
is 1 ohm, the eddy-current loss is E. or 10 = 





100 watts. The voltage is each section (fig. 18-11 
(B)) will ре 10, ог 5 volts, because the length is 


halved and the resistance of the eddy-current 
path for saci шел is 2 ohms. The loss in each 
section is P7, or 5- = 12,5 watts, and the total 
loss in both sections is 12.5 x 2, or 25 watts. 
This value represents one-fourth of the power 


loss in figure 18-11 (A). 
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Reducing the thickness of the core to one- 
half its original value reduces the loss to one- 
fourth of the original loss. Thus, eddy-current 
losses vary as the square of thethickness of the 
core laminations. 

If thearmature core is sufficiently subdivided 
into multiple sections or laminations (fig. 18-11 
(C), the eddy-current loss can be reduced to a 
negligible value. Reducing the thickness of the 
laminations reduces the magnitude of the induced 
emf in each section and increased the resist- 
ance of the eddy-current paths. Laminations in 
small generator armatures are 1/64 inch thick. 
The laminations are insulated from each other 
by a thin coat of lacquer or in some instances 
simply by the oxidation of the surfaces due to 
contact with the air while the laminations are 
being annealed. The insulation need not be high 
because the voltages induced are very small. 

All electrical rotating machines are lami- 
nated to reduce eddy-current losses. Trans- 
former cores are laminated for the same reason. 

The eddy-current loss is also influenced by 
speed and flux density. Becausethe induced volt- 
age, which causes the eddy-currents to flow, 
varies with the speed and fluxdensity, the power 


loss, a: varies as the square of the speed and 
the square of the flux density. 


HYSTERESIS LOSSES 


When an armature revolves ina stationary 
magnetic field, the magnetic particles of the 
armature are held in alinment with the field 
in varying numbers depending upon the strength 
of the field. If the field is that of a 2-pole gen- 
erator, these magnetic particles willrotate, with 
respect to the particles not held in alinement, 
one complete turn for each revolution of the 
armature. The rotation of magnetic particles in 
the mass of iron produces friction and heat. 


Heat produced in this manner is identified 
as magnetic HYSTERESIS LOSS. The hysteresis 
loss varies with the speed of the armature and 
the volume of iron. The flux density variesfrom 
approximately 50,000 lines per square inch in 
the armature core to 130,000 lines per square 
inch in the iron between the bottom of adjacent 
armature slots (called the TOOTH ROOT). Heat- 
treated sillicon steel having a low hysteresis 
loss is used in most d-c generator armatures. 
After the steel has been formed to the proper 
shape, the laminations are heated to a dull red 


350 


heat and allowed to cool. This annealing process 
reduces the hysteresis loss to a low value. 


ARMATURE REACTION 


Armature reaction inagenerator isthe effect 
on the main field of the armature acting as an 
electromagnet. With no armature current, the 
field is undistorted, as shown in figure 18-12 
(A). Thisfluxis produced entirely by the ampere- 
turns of the main field windings. The neutral 
plane AB is perpendicular to the directionofthe 
main field flux. When an armature conductor 
moves through this plane its path is parallel to 
the undistorted lines of force and the conductor 
does not cut through any flux. Hence no voltage 
is induced in the conductor. The brushes are 
placed on the commutator so that they short- 
circuit coils passing through the neutral plane. 
With no voltage generated in the coils, no cur- 
rent will flow through the local path formed 
momentarily between the coils and segments 
spanned by the brush. Therefore, no sparking 
at the brushes will result. 





(Ay (5) 





(C) 
RESULTANT PLUX 
BE.339 
Figure 18-12.— Flux distribution in a d-c gen- 
erator. 


When a load is connected across the brushes, 
armature current flows through the armature 
conductors, and the armature itself becomes a 
source of magnetomotive force. The effect of the 
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armature acting as an electromagnet is con- 
sidered'/in figure 18-12 (B), with the assumption 
that the main field coils are deenergized and 
full-load current is introduced to the armature 
circuit from an external source. The currents 
in the conductors on the left of the neutral plane 
all carry current toward the observer, andthose 
on the right carry current away from the ob- 
server. These directions are the same as those 
in which the current would flow if it were under 
the influence of the normal emf generated in 
the armature with normal field excitation. 

These , armature current-carrying con- 
ductors establish a magnetomotive force that is 
perpendicular to the axis of the main field, and 
in the figure the force acts downward. This 
magnetizing action of the armature current is 
called CROSS MAGNETIZATION and is present 
only when current flows through the armature 
circuit. The amount of cross magnetization pro- 
duced is proportional to the armature current. 

When current flows in both the field and ar- 
mature circuits, the two resulting magneto- 
motive forces distort each other. They twist in 
the direction of rotation of the armature. The 
mechanical (no load) neutral plane, AB (fig. 18-12 
(C)), is now advanced to the electrical (load) 
neutral plane, A'B'. When armature conductors 
move through plane A'B' their paths are paral- 
lel to the distorted field and the conductors cut 
no flux, hence no voltage is induced in them. 
The brushes must therefore be moved on the 
commutator to the new neutral plane. They are 
moved in the direction of armature rotation. The 
absence of sparking at the commutator indicates 
correct placement, The amount that the neutral 
plane shifts is proportional to the load on the 
generator because the amount of cross-mag- 
netizing magnetomotive force is directly pro- 
portional to the armature current. 

When the brushes are shifted into the elec- 
trical neutral plane A'B' the direction of the 
armature magnetomotive force is downwardand 
to the left, as shown in figure 18-13 (A), instead 
of vertically downward. The armature magneto- 
motive force may now be resolved into two com- 
ponents, as shown in figure 18-13 (В). 

The conductors included atthe top and bottom 
of the armature within sectors BB produce a 
magnetomotive force that is directly in opposi- 
tion to the main field and weakens it. This com- 
ponent is called the ARMATURE DEMAGNET- 
IZING MMF. The conductors included on the 
right and left sides of the armature within sector 
AA produce a cross-magnetizing mmf at right 


351 





(A) 





(B) 
DEMAGNETIZING AND CROSS - 
MAGNE TIZING COMPONENTS 
BE.340 
Figure 18-13.— Effect of brush shifton armature 
reaction. 


angles to the main field axis. This cross-mag- 
netizing force tends to distort the field in the 
direction of rotation. As mentioned previously, 
the distortion of the main field of the generator 
is the result of ARMATURE REACTION. Arma- 
ture reaction occurs in the same manner in 
multipolar machines. 


COMPENSATING FOR 
ARMATURE REACTION 


The effects of armature reaction are reduced 
in d-c machines by the use of (1) high flux density 
in the pole tips, (2) a compensating winding, and 
(3) commutation poles. 

The cross-sectional area of the pole tips is 
reduced by building the field poles with lami- 
nations having only one tip. These laminations 
are alternately reversed when the pole core is 
stacked so that a space is left between alternate 
laminations at the pole tips. The reduced cross 


BASIC ELECTRICITY 





Section of iron at the pole tips increases the 
flux density so that they become saturated and 
the cross- magnetizing and demagnetizing forces 
of the armature will not affect the fluxdistribu- 
tion in the pole face toas greatan extent as they 
would at reduced flux densities. 

The compensating winding consists of con- 
ductors imbedded in the pole faces parallel to 
the armature conductors. The winding is con- 
nected in series with the armature and is ar- 
ranged so that the ampere-turns are equal in 
magnitude and opposite in direction to those of 
the armature. The magnetomotive force of the 
compensating winding therefore neutralizes the 
armature magnetomotive force, and armature 
reaction is practically eliminated. Because of 
the relatively high cost, compensating windings 
are ordinarily used only on high- speedand high- 
voltage generators of large capacity. 

Commutating poles are discussed after the 
description of the process of commutation. 


COMMUTATION 


Commutation is the process of reversing the 
current in the individual armature coils and 
conducting the direct current to the external 
circuit during the brief intervaloftime required 
for each commutator segment to pass under a 
brush. In figure 18-14, commutation occurs si- 
multaneously in the two coils that are undergoing 
momentary short circuit by the brushes—coil B 
by the negative brush, and the diametrically 
opposite coil by the positive brush. As mentioned 
previously, the brushes are placed on the com- 
mutator in a position that short-circuits the coils 
that are moving through the electrical neutral 
plane because there is no voltage generated in 
the coils at the time and no sparking occurs 
between commutator and brush. 

There are two paths for current through the 
armature winding. If the load current is 100 
amperes, each path will contain a current of 50 
amperes. Thus each coil on the left side carries 
50 amperes in a given direction and each coil 
on the right side carries a current of 50 am- 
peres in the opposite direction. The reversal of 
the current in a given coil occurs during the 
time that particular coil is being short-circuited 
by a brush, For example, as coil A approaches 
the negative brush it is carrying the full value 
of 50 amperes which flows through commutator 
segment 1 and the left half of the negative 
brush where it joints 50 amperes from coil C. 
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BE.341 
Figure 18-14, —Commutation in a d-c generator. 


At the instant shown, the negative brush 
spans half of segment 1 and half of segment 2. 
Coil B is on short circuit andis moving parallel 
to the field so that its generated voltageis zero, 
and no current flows through it. As rotation con- 
tinues in a clockwise directionthe negative brush 
spans more of segment 1 and less of segment 2. 
Consider, for example, the interval included 
between the instant showm in the figure and the 
instant that the negative brush spans only seg- 
ment 1. During this time the current in segment 
1 increases from 50 to 100 amperes and the 
current in segment 2 decreases from 50 to 0 . 
amperes. When segment 2 leaves the brush, no 
current flows from segment 2 to the brush and 
commutation is complete. 

As coil A continues into the position of coil 
B the current in A decreases to zero. Thus, the 
current in the coils approaching the brush is 
reducing to zero during the brief interval of 
time that it takes for coil Ato move to the posi- 
tion of coil В. Duringthistime the flux collapses 
around the coil and induces an emf of self- 
induction which opposes the decrease of current, 
Thus, if the emf of self-induction is not neu- 
tralized, the current will not decrease in coil A 
and the current in the coilleadto segment 1 will 
not be zero when segment 1 leaves the brush. 
This delay causes a spark to form between the 
toe of the brush and the trailing edge of the seg- 
ment, As the segment breaks contact with the 
brush, this action burns and pits the com- 
mutator. 
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The reversal of current in the coils takes 
place very rapidly. For example, in anordinary 
4-pole generator, each coil passes through the 
process of commutation several thousand times 
per minute, It is important that commutation be 
accomplished without sparking to avoid ex- 
cessive commutator wear. 


ADVANCING THE BRUSHES 


The emf of self-induction in the armature 
coils is caused by the inductance of the coils 
and the changing current in them and cannot be 
eliminated, The effects of this emf can be 
neutralized however, by introducing intothe coil 
during the process of commutation and emf 
that is equal and in opposition to the induced 


emf, This neutralization сап be accomplished ` 


by shifting the brushes in the direction of rota- 
tion or by using interpoles (commutating poles), 

If the brushes are shifted in the direction of 
rotation until the coils undergoing commutation 
cut a small amount of flux from the on-coming 
main pole, sufficient emf is induced to neu- 
tralize the effect of the self-induced emf. This 
action allows the coil current to decrease to 
zero and increase to the desired values in the 
opposite direction without sparking at the 
brushes, 

The flux necessary to generate the emf 
that neutralizes the emf of self-induction is 
called the COMMUTATING FLUX. This method 
of reducing sparking at the brushes is satisfac- 
tory only under steady-load conditions because 
the amount of commutating flux required varies 
with the load and, therefore, the brushes must be 
shifted with each change in load. 


COMMUTATING POLES 


Commutating poles, or interpoles, provide 
the required amount of commutating flux with- 
out shifting the brushes from mechanical neutral. 
They are narrow auxiliary poles located midway 
between the main poles, as shown in figure 18-2 
(F). They establish a flux inthe proper direction 
and of sufficient magnitude to produce satisfac- 
tory commutation, They do not contribute to the 
generated emf of the armature as a whole 
because the voltages generated by their fields 
cancel each other between brushes of opposite 
polarity, 

The interpole magnetomotive force neutral- 
izes that portion of the armature reaction within 
the zones of commutation and produces the 
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proper flux to generate an emf in the short-cir- 
cuited coil that is equal and opposite to the emf 
of self-induction. Thus, no sparking occurs at 
the brushes and ‘‘black’’ commutation indicates 
the ideal condition. Because both the armature 
reaction and the self-induced emf in the coni- 
mutated coils vary with armature current, the 
interpole flux varies with the armature current, 
This condition is obtained by connecting the 
interpole windings in series with the armature 
and operating the interpole iron at flux densities 
well below saturation, The magnetic polarities 
are such that an interpole always has the same 
polarity as the adjacent main field pole in the 
This relation 
always exists for d-c generators. 


MOTOR REACTION IN AGENERATOR 


Whenever а generator delivers current to a 
load, the load current creates an opposition 
force that opposes the rotation of the generator 
armature. Anarmature conductor is represented 
in figure 18-15, Whenthe conductor is stationary, 
no voltage is generated and no current flows; 
hence, no force acts on the conductor. When 
the conductor is moved downward andthe circuit 
is completed through an external load, current 
flows through the conductor in the direction 
indicated, setting up lines of force around it that 
have a clockwise direction. 

The interaction of the conductor field andthe 
main field of the generator weakens the field 
above the conductor and strengthens it belowthe 
conductor. The field consists of lines that act 
like stretched rubber bands, Thus, an upward 
reaction force is produced that acts in opposition 
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Figure 18-15.—Motor reaction in a generator. 
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to the downward driving force applied to the 
generator armature. If the current in the con- 
ductor increases, the reaction force increases, 
and more force must be applied to the conductor 
to keep it from slowing down. 

With no armature current, no magnetic re- 
action exists and the generator input power is 
low, As the armature current increases, the 
reaction of each armature conductor against 
rotation increases and the driving power to 
maintain the generator armature speed must be 
increased. If the prime mover driving the gen- 
erator is a gasoline engine, this effect is ac- 
complished by opening the throttle on the 
carburetor. If the prime mover is a steam 
turbine, the main steam-admission valve is 
opened wider, thus permitting more steam to 
flow through the turbine. 


D-C GENERATOR CHARACTERISTICS 


METHODS OF CONNECTING THE 
FIELD WINDINGS 


Usually d-c generators are classified ac- 
cording to the manner in which the field wind- 
ings are connected to the armature circuit 
(fig. 18-16). 

A SEPARATELY EXCITED D-C GENERA- 
TOR is indicated in the simplified schematic 
diagram of figure 18-16 (A). In this machine 
the field windings are energizedfrom а separate 
d-c source other than its own armature, ' 





(А) 


SEPARATE EXCITATION 





A SHUNT GENERATOR has its field windings 
connected across the armature in shunt with the 
load, as shown in figure 18-16 (B). The shunt 
generator is widely used in industry. 

A SERIES GENERATOR has its field windings 
connected in series with the armature and load, 
as shown in figure 18-16 (B). Series generators 
are seldom used. 

COMPOUND GENERATORS contain both 
Series and shunt field windings, as shown in 
figure 18-16 (B). Compound generators are 
widely used in industry. 


FIELD SATURATION CURVES 


The strength of the field of a d-c generator 
depends on the number of ampere-turns in the 
field windings and the reluctance ofthe magnetic 
circuit, The number of turns is generally fixed. 
Hence, the ampere-turns vary directly with the 
field current. The generated voltage is directly 
proportional to the product of the field strength 
and the speed. Thus, if the field strength is zero 
or the speed is zero, the generated voltage will 
be zero. Asthe current throughthe field windings 
increases, the field flux and voltage output will 
increase. The field strength, however, is not 
directly proportional to the field current be- 
cause the reluctance of the magnetic circuit 
varies with the degree of magnetization. With 
increasing flux density in the fieldandarmature 
iron the permeability decreases, thereby in- 
creasing the reluctance of the magnetic circuit 


SHUNT SERIES COMPOUND 
(B) 
SELF EXCITATION . 
BE.343 


Figure 18-16.— Types of d-c generators. 
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and it becomes more difficult to increase the 
voltage. 

Certain operating characteristics of the d-c 
generator are very closely related to the no-load 
and the full-load field saturation curves of the 
machine. The no-load saturation curve is de- 
termined with no armature current and the full- 
load saturation is determined with full-load 
armature current. The speed is held constant 
for both curves andthe field current is increased 
in equal steps. The terminal voltage correspond- 
ing to each value of field current is plotted and 
forms the field saturation curves as shown in 
figure 18-17, The no-load saturation curve is 
preferably taken with the field separately ex- 
cited, However, for a shunt or a compound gen- 
erator these curves canbe taken with the machine 
self-excited because the armature voltage drop 
due to the shunt field current is negligible. 

With a certain field current, OA (fig. 18-17), 
a no-load emf of AD volts is generated, but the 
terminal voltage at full load is AF. The dif- 
ference, DF, is caused by athe armature IR drop 
and armature reaction. The saturation curves 
bend to the right at high values of field current 
and thereby show the tendency of the field iron 
to saturate. The no-load saturation curve is the 
magnetization curve of the machine. Because 
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Figure 18-17,—Field saturation 
curves for d-c generator, 
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this curve is obtained with noarmature current, 
the observed voltage is the generated emf ofthe 
machine. At zero field current the emf is not 
zero because of the residual flux of the machine. 
This fact is important because a self-excited 
generator depends on residual flux to build up 
its voltage. At low values of field current the 
voltage varies proportionally, but as the field 
current increases, the steel portion of the mag- 
netic circuit becomes partly saturated and the 
voltage increases more slowly. 

The abrupt bend in the curve is called the 
KNEE of the curve. Shunt generators are de- 
signed to operate at a point slightly above the 
knee so that a slight change in speed does not 
cause a great change in voltage. Compound gen- 
erators operate at a lower point in order to 
avoid the use of a large series field winding. 


SHUNT GENERATOR 


The shunt generator (fig. 18-16 (B)) has field 
coils of many turns of small size wire connected 
in shunt with the armature and load. The arma- 
ture current is equal to the sum of the field cur- 
rent and the load current. The field current is 
small compared with the load current and is 
approximately constant for normal variations in 
load, Thus, the armature current varies directly 
with the load. The field flux produced by the field 
current is normally constant so that the terminal 
voltage does not vary widely with load change. 
Hence, the generator is essentially a constant- 
potential machine that delivers current to the 
load in accordance with the load demand. 


Buildup of Voltage 


After the generator is brought up to normal 
speed, and before any load is connected across 
the armature, the generator must ‘’build up” its 
voltage to the rated value (fig. 18-18). A sche- 
matic wiring diagram (fig. 18-18 (A)) is shown 
without load, and with only a few turns of the 
field coil around one pole indicated for simplic- 
ity in tracing the direction of current flow and 
the polarity of the voltage generated in the ar- 
mature winding. 

Figure 18-18 (B) indicates the field satura- 
tion curve for the generator. Line OA represents 
the relation between voltage and current in the 
field-coil circuit for one value of field-circuit 
resistance. Line OA is called an IR-drop curve 
for the field circuit and is assumed to bea 
straight line on the basis of constant temperature 
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SCHEMATIC WIRING DIAGRAM 


(A) 


120, TERMINAL 





01 0.2 0.3 0.4 0.5 06 O7 08 оэ 10 11 12 
FIELD SATURATION AND IR DROP CURVE 


(B) 


BE. 345 
Figure 18-18.—Buildup of voltage of 


a shunt generator. 


operation. The field rheostat permits adjustment 
of the field current through a relatively wide 
range and is designed so that its resistance is 
at least equal to that of the field winding. 

At start, the generator is brought upto rated 
speed. The load is not connected. The armature 
conductors cut the small residual field and gen- 
erate about 10 volts across the brushes (point 

on the saturationcurve). The left-hand rule 
for generator actionindicates that the generated 
voltage is applied to the field winding ina direc- 
tion to supplement the residual field. Ten volts 
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applied across the field circuit will cause ap- 
proximately 0.07 ampere to flow through the 
field coils (point @) on the IR-drop curve). 
This current strengthens the field, and the 
armature voltage increases to 30 volts,.as shown 
on the field saturation curve (point (3)). During 
the process of voltage buildup, the effect of the 
armature circuit resistance on the terminal 
voltage is neglected since the field current is 
only a small fraction of anampere. This current 
flows throughthe armature and the accompanying 
IR drop is negligible. A generated voltage of 30 
volts applied to the field circuit causes a field 
current of 0.2 ampere to flow, as shown by the 
IR-drop curve (point @). This current in turn 
increases the field strength and generated volt- 
age in the armature to 60 volts, as indicated on 
the field saturation curve (point(5)). This volt- 
age applied to the field causes 0.4 ampere to 
flow and this action increases the terminal volt- 
age to 80 volts (point(6)). The rise in voltage 
continues until the field current has increased 
to 0.6 ampere and the terminal voltage levels 
off at 90 volts (point A). No further increase in 
generated voltage occurs for the given value of 
field circuit resistance because the amount of 
field saturation flux produced is enough to gen- 
erate the voltage required (90 volts)to circulate 
this current (0.6 ampere) through the field coils. 
For this condition the resistance of the field 


circuit is gor or 150 ohms. Field saturation 
0.6 
limits the generated voltage to this value as 
determined by the setting of the field rheostat. 
To increase the shunt generator terminal 
voltage further, it is necessary to decrease the 
field circuit resistance. For example, if the ter- 
minal voltage is to be increased to 110 volts, 
the corresponding field current from the satura- 
tion curve is 1.2 amperes (point B). The field 
circuit resistance is now represented by the 
slope of line OB, or He. 91.8 ohms. Thus, if 
1.2 
the field resistance is decreased from 150 ohms 
to 91.8 ohms, the terminal voltage willincrease 
from 90 volts to 110 volts. 


INHERENT REGULATION OF 
SHUNT GENERATOR 


Internal changes, both electrical and mag- 
netic, that occur ina generator automatically with 
load change, give the generator certain typical 
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characteristics by which it may be identified. 
These internal changes are referredtoasthe in- 
herent regulation of a generator. At no load, the 
armature current is equal to the field current. 
With low armature resistance and low field cur- 
rent there is little armature IR drop, and the 
generated voltage is equal to the terminal volt- 
age. With load applied, the armature IR drop 
increases, but is relatively small compared with 
the generated voltage. Also the armature reac- 
tion voltage loss is small. Therefore, the ter- 
minal voltage decreases only slightly provided 
the speed is maintained at the rated value. 

Load is added to a shunt generator by in- 
creasing the number of parallel paths across 
the generator terminals, This action reduces 
the total load circuit resistance with increased 
load. Since the terminal voltage is approximately 
constant, armature current increases directly 
with the load. Since the shunt field is ina sepa- 
rate circuit it receives only a slightly reduced 
voltage and its current does not change to any 
great extent, 

Thus, with low armature resistance and a 
relatively strong field there is only a small 
variation in terminal voltage between no load 
and full load. 


EXTERNAL VOLTAGE CHARACTERISTICS 


A graph of the variation in terminal voltage 
with load on a shunt generator is shownin curve 
A of figure 18-19. This curve shows that the 
terminal voltage of a shunt generator falls 
slightly with increase in load from the no-load 
condition to the full-load condition, It also shows 
that with heavy overload the terminal voltage 
falls more rapidly. The shunt field current is 
reduced and the magnetization of the field falls 


to a low value. The dotted portion of curve A. 


indicates the way the terminal voltage falls be- 
yond the breakdown point. In large generators 
the breakdown point occurs at several times 
rated load current, Generators are not designed 
to be operated at these large values of load cur- 
rent and will overheat dangerously evenat twice 
the value of full-load current. 

Curve B represents the external voltage 
characteristic of a shunt generator with constant 
field current for variations in load between zero 
and approximately 25 percent over the rated 
. load condition. Curve C represents the external 
voltage characteristic for the same range of 
load with simulated conditions of zero armature 
reaction and constant field current, The diver- 











ARMATURE IR DROP 


ARMATURE 
REACTION 


DROP DUE TD 
FIELD CURRE 


DECREASED 

N 

EXTERNAL CNARACTERISTIC 
CURVE 


TERMINAL 
VOLTAGE 


BREAKDOWN 
POINT 






RATED LDAD 
AMPERES 


LDAD CURRENT 


BE. 346 
Figure 18-19.—Shunt generator external 
characteristics. 


gence of curve C from curve D represents the 
voltage variations resulting from the IR drop in 
the armature circuit, As mentioned previously, 
the terminal voltage of the shunt generator is 
prevented from varying widely with load change 
by providing it with a (1) low armature resist- 
ance, (2) strong main field with low armature 


` reaction, and (3) separate field circuit in shunt 
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with the armature and load. 
COMPOUND GENERATOR 


Compound generators employ a series field 
winding in addition to the shunt field winding, as 
shown in figure 18-16 (B). The series field coils 
are made of a relatively small number of turns 
of large copper conductor, either circular or 
rectangular in cross section, and are connected 
in series with the armature circuit. These coils 
are mounted on the same poles on which the 
shunt field coils are mounted andtherefore con- 
tribute a magnetomotive force that influences 
the main field flux of the generator. 


Effect of Series Field 


If the ampere-turns of the series field act 
in the same direction as those of the shunt field 
the combined magnetomotive force is equal to 
the sum of the seriesand shunt field components. 
Load is added to а compound generator in the 
Same manner in which load is added to a shunt 
generator—by increasing the number of parallel 
paths across the generator terminals. Thus, the 
decrease in total load resistance with added load 
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is accompanied by an increase in armature- 
circuit and series-field circuit current, 

The effect of the additive series field is that 
of increased field flux with increased load. The 
extent of the increased field flux depends on the 
degree of saturation of the field iron as deter- 
mined by the shunt field current, Thus, the ter- 
minal voltage of the generator may increase 
with load or it may decrease depending upon 
the influence of the series field coils. This in- 
fluence is referred to as the degree of com- 
pounding. 

For example, a FLAT-COMPOUND genera- 
tor is one in which the no-load and full-load 
voltages have the same value. An UNDER-COM- 
POUND generator is one in which the full-load 
voltage is less than the no-load value. An OVER- 
COMPOUND generator is one in which the full- 
load voltage is higher than the no-load value. 
The way the terminal voltage changes with 
increasing load depends upon the degree of com- 
pounding. | 

A variable shunt is connected across the 
series field coils to permit adjustment of the 
degree of compounding. This shunt is called a 
DIVERTER. Decreasing the diverter resistance 
increases the amount of armature circuit cur- 
rent that is bypassed around the series field 
coils, thereby reducing the degree of compound- 

A field rheostat in the shunt field coil circuit 
permits adjustment of the no-load voltage ofthe 
compound generator, The diverter across the 
series field coils permits adjustment ofthe full- 
load voltage. 


External Voltage Characteristics 


The variation of terminal voltage with load 
is indicated inthe external characteristic curves 
of figure 18-20. Curve Aisthe graph of terminal 
voltage versus armature current fora flat-com- 
pound generator. The no-load and full-load volt- 
ages are the same. Neither the diverter nor the 
field rheostat are altered in this test. The speed 
is maintained constant at the rated value. The 
hump in the curve is caused by the increased 
influence of the series ampere-turns onthe field 
iron at half-load when the degree of saturation 
is reduced and the armature reactionandarma- 
ture IR drop are approximately halftheir normal 
values, 

Curve B is the external characteristic of an 
over-compound generator. As load is added to 
this machine its terminal voltage increases so 
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Figure 18-20.— Compound generator exter- 
‘nal characteristics. 


that the field load voltage is higher than the no- 
load value. Such a characteristic might be desir- 
able where the generator is located some dis- 
tance from the load and the rise in voltage 
compensates for the voltage loss in the feeder. 
This action holds the load voltage approximately 
constant from no-load to full-load by increasing 
the generator terminal voltage an amount that is 
just equal to the voltage drop in the feeder at 
full load. | 

Curve C represents the external character- 
istic for an under-compound generator. A sta- 
bilized shunt generator has a small series field 
winding of a few turns in the coils to partially 
compensate for the voltage loss due toarmature 
IR drop and armature reaction. Thus, the exter- 
nal characteristic is almost the same as that of 
a shunt generator except that tlie terminal volt- 
age does not fall off quite as rapidly with in- 
creased load. 


VOLTAGE REGULATION 


The external characteristic of a generator. 
is sometimes called the VOLTAGE-REGULA- 
TION CURVE of the machine. The regulation of 
a generator refers to the VOLTAGE CHANGE 
that takes place when the load is changed. It is 
usually expressed as the change in voltage from 
no-load to full-load voltage in percent of full- 
load voltage. Expressed as a formula, 


Enz - EfL x 100 = percent regulation, 
Efy, ' . 
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where Enz, is the no-load- terminal voltage and 
E4], is the‘full-load terminal voltage of the gen- 
erator. For example, the percent regulation of 
a generator having a no-load voltage of 237 volts 
and a full-load voltage of 230 volts is 


~ 237 - 230 
230 


x 100, or 3 percent. 


VOLTAGE CONTROL 


Flat-compound generators were formerly 
used to supply d-c electric power because they 
provided a more constant voltage under varying 
load conditions, Shunt generators are simpler in 
design and have greater reliability when operat- 
ing in parallel. The stabilized shunt generator 
represents a compromise between the two types. 
As nientioned ‘previously, it has a very light 
Series winding and a slightly drooping voltage 
characteristic and is generally used to supply 
d-c electric power requirements, | 

Voltáge control is either (1) manual or (2) 
automatic. In móst .cases the process involves 
changing the resistance of the field circuit. By 
changing field circuit resistance, field current 
is controlled. Controlling field current permits 
control of the terminal voltage. Thus, the major 
difference between various voltage regulator 
Systems is merely the methodby which field cir- 
cuit resistance and currentare controlled. When 
the load changes are infrequent and small, тай- 
ual control is ‘sufficient to hold the.d-c system 
voltage to the desired value. When the load 
changes are frequent. and large, it may be desir- 
able to employ some form of automatic control. 

Inherent voltage regulation should not be con- 
fused with voltàge control. As described pre- 
viously, voltage regulation i$ an internal action 
occurring within the generator whenever the’ load 
changes, Voltage control is a superimposed 
action usually by external adjustment. Certain 
electromechanical devices are. used extensively 
in automatic voltage regulators. These include 
Solenoids, relays, carbon piles, transistors, 
rocking disks, and tilted plates. 


MANUAL OPERATION 


A hand-operated field rheostat (fig. 18-21) 
connected in series with the shunt field circuit 
provides the simplest method of controlling the 
terminal voltage of a d-c generator. 

One form ‘of field rheostat ‘contains tapped 
resistors with leads to a multiterminal switch: 
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Figure 18-21.—Hand-operated 
field rheostat. 


The arm of the switch may be rotated through 
an arc to make contact with the various resistor 
taps, thereby varying the amount of resistance 
in. the field circuit. Rotating the arm in the 
direction of the LOWER arrow increases the 
resistance and lowers the terminal voltage. 
Rotating the arm in the direction of the RAISE 
Arrow, decreases the resistance and increases 
the terminal voltage. 

Field rheostats for generators of moderate 
size employ resistors of alloy wire having a 
high specific resistance and a low temperature 
coefficient, These alloys include copper, nickel, 
manganese, and chromium and are marketed 
under trade names-such as nichrome, advance, 
manganin, апа so forth. Large generator field 
rheostats use cast-iron grids and a motor- 
operated switching mechanism. 


Automatic Operation 


Several types of automatic voltage regulators 
are used to control the terminal voltage of d-c 
generators. One of the earliest types was the 
vibrating regulator. More recent types include 
the tilted plate regulator and the rocking disk 
regulator. 
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The VIBRATING REGULATOR operates on 
the principle that an intermittent short circuit 
applied across the generator field rheostat 
will cause the terminal voltage of the generator 
to pulsate within narrow voltage limits andthus it 
will maintain an average steady value of voltage 
that is independent of load change. A simplified 
circuit is shown in figure 18-22. 
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Figure of voltage 


18-22.— Vibrating 
regulator. 


type 


With the generator running at normal speed 
and switch K open, the field rheostat isadjusted 
So that the terminal voltage is about 60 percent 
of normal. Solenoid S is weak and contact C is 
held closed by the spring. When K is closed, a 
Short circuit is placed across the field rheostat. 
This action causes the field current to increase 
and the terminal voltage to rise. 

When the terminal voltage rises above a cer- 
tain critical value, for example 111 volts, the 
solenoid downward pull exceeds the spring 
tension and contact C opens, thus reinserting 
the field rheostat inthe field circuit and reducing 
the field current and terminal voltage. 

When the terminal voltage falls below a cer- 
tain critical voltage, for example 109 volts, the 
Spring tension overcomes the solenoid pull and 
contact C is closed. The field rheostat is now 
Shorted and the terminal voltage starts to rise. 
The cycle repeats and the action is rapid and 
continuous. The average voltage of 110 volts is 
maintained with or without load change. 

The dashpot, P, provides smoother operation 
by acting as a damper to prevent hunting. The 
capacitor across contact C eliminates sparking. 
Added load causes the field rheostat to be shorted 
for a longer period of time andthusthe solenoid 
armature vibrates more slowly. If the load is 
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reduced and the terminal voltage tends to rise, 
the armature vibrates more rapidly. Thus the 
regulator holds the terminal voltage to a steady 
value for any change in load from no load to 
full load on the generator. 

The TILTED PLATE REGULATOR (fig. 18- 
23) consists of two or more stacks of graphite 
plates mounted on metallic supports at the center 
of each stack. Each plate is balanced on its 
fulcrum (the metallic support) at the center. 
On one end of the stack the platesare separated 
by mica spacers. Onthe other endtheyare sepa- 
rated by silver contacts. Before the silver con- 
tacts are closed, the path for field circuit 
current is from graphite plate to graphite plate 
through the connecting fulcrums at the center of 
the stack, Between the graphite plates and their 
supporting fulcrums there exists a certain 
amount of contact resistance. A weight acting 
on a lever tilts the plate ina manner that brings 
the contacts together. A solenoid, which responds 
to terminal voltage change, tilts the plates in the 
opposite direction. Bringing the silver contacts 
together shorts out the resistance of the stack, 
Opening the silver contacts increases the field 
circuit resistance, 

The regulator responds to load change and 
is not designed to overshoot in the manner of 
the vibrating regulator previously described. 
For example, at rated voltage the solenoid is in 
balance with the lever weight and the arm does 
not move. An increase in load decreases the 
terminal voltage only slightly because the lever 
weight immediately overcomes the solenoid and 
tilts the plates іп adirectionto lower the resist- 
ance, thereby strengthening the field and the 
generated voltage. This action checks the fall of 
terminal voltage with load. 

The ROCKING DISK REGULATOR (fig. 18- 
24) is another device that is quick acting and 
sensitive to slight changes in terminal voltage. 
It may be designed to be ina constant-motion 
condition of overshooting the voltage a slight 
amount through each cycle of operation or it may 
be operated in a static condition in which load 
change alone causes it to operate, 

A spring presses the rocking disk against the 
flat surface of a silver-plated commutator, the 
segments of which connect to taps on the field 
circuit resistors. The disk has a carbon shoe 
which makes contact with the segments one at 
a time from top to bottom as the disk is rocked 
downward, A small range of motion of the spring 
is converted into a long range of motion of the 
contact point of the carbon shoe withthe various 
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Figure 18-23.— Tilted plate voltage regulator. 


commutator segments. The lever weight tends to 
rock the disk downward. The solenoid tends to 
rock the disk upward. For a constant load on the 
generator, the lever weight and the solenoidare 
in a state of balance. Thus, the shoe is in con- 
tact with one commutator segment, anda portion 
of the field resistors is short-circuited. 

When the load on the generator increases, 
the terminal voltage of the generator starts to 
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Figure 18-24.—Rocking disk voltage regulator. 
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fall. The solenoid is weakened and the weight 
rocks the disk downward, thus short-circuiting 
more of the field resistors and increasing the 
generated voltage. The decrease in terminal 
voltage is almost instantly checked by the in- 
crease in field strength and generated voltage, 
and the weight is nowin balance with the solenoid 
at a new position where the disk contactsa com- 
mutator segment nearer the lower end of its 
travel. 

A decrease in load causes the terminal volt- 
age to start to rise and this strengthens the 
solenoid. Thus the disk rocks in an upward 
direction and more resistance is inserted inthe 
field circuit, with accompanying decrease in 
field strength and generated voltage. 

The decrease in generated voltage checks the 
rise in terminal voltage. For example, at one 
load the generated voltage is 120 volts, the in- 
ternal voltage loss is 10 volts, and the terminal 
voltage is 120 - 10, or 110 volts, With decrease 
in load the internal voltage loss might decrease 
to 5 volts, and without automatic regulation the 
terminal voltage would increase to 120 - 5, or 
115 volts. However, with automatic regulation 
the terminal voltage momentarily rises to 111 
volts and the regulator causes the generated 
voltage to fall from 120 volts to 111 + 5, ог 116 
volts, and to become stable at 115 volts when 
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the terminal voltage is again 115 - 5 or 110 
volts. 


REGULATORS FOR VARIABLE- 
SPEED GENERATORS 


VIBRATOR-TYPE REGULATOR 


If the speed of a shunt generator varies the 
output voltage will vary. In cars, trucks, small 
boats, and some aircraft, the generator is usually 
driven from the main source of power, which 
may be a variable-speed internal- combustion 
engine. If the generator is of the shunt type, a 
3-unit regulator is often employed. One unit 
consists of a vibrating voltage regulator that 
places an intermittent short-circuit across a 
resistor in series with the field. This action 
is similar to the vibratingtype voltage regulator 
described earlier in this chapter. The second 
unit is a current limiter that limits the output 
current to a value determined by the rating of 
the generator. The three-unit regulator (fig. 
18-25) is designed for use in a power system 
employing a battery as an auxiliary power 
supply. The third unit in the regulator is a 
reverse-current cutout that preventsthe battery 
from motorizing the generator at low speeds by 
disconnecting the battery from the generator. If 
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the voltage of the generator falls below that of 
the battery, the battery will discharge through 
the generator armature; thereby tending to drive 
the generator as a motor, This action is called 
‘‘motorizing’’ the generator, and unless it is 
prevented, will discharge the battery in a short 
time. 

The action of vibrating contact Сі in the 
voltage-regulator unit (fig. 18-25) places an 
intermittent short circuit across Rj and L2. 
When the genrator is not operating, spring S1 
holds Cy closed. C2 is also closed by S2, and 
the shunt field is connected directly across the 
armature. 

When the generator is started, its terminal 
voltage will rise as the generator comes up to 
speed, and the armature will apply the field 
with current through closed contacts Со and C1. 

As the terminal voltage rises, the current 
flow through Lj increases and the iron becomes 
more strongly magnetized. At a certain speed 
and voltage, when the magnetic attraction onthe 
movable arm becomes strong enough to over- 
come the tension of spring Sj, contact points С] 
are separated. The field current now flows 
through Б] and L2. Because resistance is added 
to the field circuit, the field is momentarily 
weakened and the rise in terminal voltage is 
checked, Additionally, because the Lg winding 
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Figure 18-25. —Regulator for variable-speed generator. 
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is opposed to the Lj winding, the magnetic pull 
of Lj against Sj is partially neutralized, and 
spring 5] closes contact С]. Бу and Lg аге 
again shorted out of the circuit, the field cur- 
rent again increases, the output voltage in- 
creases, and C, is opened because of the action 
of L]. The cycle of events occurs very rapidly, 
many times per second, The terminal voltage of 
the generator thus varies slightly but rapidly 
above and below an average value determinedby 
the tension of spring S1, which may be adjusted. 

The purpose of the vibrator-type current 
limiter is to limit the output current ofthe gen- 
erator automatically to its maximum rated value 
in order to protect the generator. As shown in 
figure 18-25, L3 is in series with the main line 
and load, Thus, the amount of current flowing 
in the line determines when C» will be opened 
and R2 placed in series with the generator field. 
By contrast, the voltage regulator is actuated 
by line voltage, whereas the current limiter is 
actuated by line current, Spring S9 holds con- 
tact Со closed until the currentthroughthe main 
line and Lg exceeds a certain value, as deter- 
mined by the tension of spring Sg, and causes 
Со to be opened, The increase in current is due 
to an increase in load, This action inserts R2 
into the field circuit of the generator and de- 
creases the field current and the generated 
voltage. When the generated voltage is de- 
creased, the generator current is reduced. The 
core of L3 ispartly demagnetized, andthe spring 
closes the contact points. This causes the gen- 
erator voltage and current to rise until the cur- 
rent reaches a value sufficient to startthe cycle 
again. A certain minimum value of load current 
is necessàry to cause the current limiter to 
vibrate. 

The purpose of the reverse-current cutout 
relay (fig. 18-25) is to disconnect the battery 
automatically from the generator whenever the 
generator voltage islessthanthe battery voltage. 
If this device were not used in the generator 
circuit, an especiallyharmfulaction would occur 
if the engine were shut off. The battery would 
discharge through the generator. This would 
tend to make the generator operate as a motor, 
but because the generator is coupled to the en- 
gine it could not rotate such a heavy load. Under 
this condition, the generator winding may be 
severely damaged by excessive current, 

There are two windings, L4 and L5, on the 
soft-iron core. The current winding, L4, con- 
sisting of a few turns of heavy wire, is in series 
with the line and carries the entire line current, 
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The voltage winding, L5, consisting of a large 
number of turns of fine wire, is shunted across 
the generator terminals. 

When the generator is not operating, the 
contacts, C3, are held open by spring S3. As 
the generator voltage builds up, L5 magnetizes 
the iron core. When the current (as a result of 
the generated voltage) produces sufficient mag- 
netism in the iron core, contact C3 is closed, 
as shown, The battery then receives a charging 
current, The coil spring, S3, is so adjusted that 
the voltage winding will not close the contact 
points until the voltage of the generator is in 
excess of the normal voltage of the battery. The 
charging current passing through L4 aids the 
current in Ls in holding the contacts tightly 
closed, Unlike Сі and C2, contacts Cg do not 
vibrate. When the generator slows down, or for 
any other cause the generator voltage decreases 
to a certain value below that of the battery, the 
current reverses through L4.and the ampere- 
turns of L4 oppose those of 15. Thus, a momen- 
tary discharge current from the battery reduces 
the magnetism of the core and Сз is opened, 
thereby preventing the battery from discharging 
into the generator and motorizing it. C3 willnot 
close again until the generator terminal voltage 
exceeds that of the battery by a predetermined 
value. i 


CARBON-PILE TYPE REGULATOR 


The carbon-pile voltage regulator is not used 
too extensively, but the principle upon which it 
operates is basically common to most 
regulators. Its essential parts are shown in 
figure 18-26. A stack of carbon washers, the 
*pile," is in series with shunt field. The 
resistance of the pile, and thus field current, 
depends on the mechanical pressure applied to 
the pile by the wafer spring which acts through 
the movable iron armature. In a steady-state 
condition, the magnetic force of the potential 
coil acts to pull the iron armature away from 
the pile. This force is balanced by the spring. 
When a change in line voltage occurs, due to 
a change in generator speed or load, the 
potential coil current also changes. Its magnetic 
strength must also change. Asa result, the spring 
pressure on the carbon pile is INCREASED bya 
drop in line voltage, and DECREASED by a rise 
in line voltage. The resultant change in shunt 
field current will raise or lower the generator 
output voltage as needed. Variations in voltage 
characteristics from bench adjustment and 
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service installation may be adjusted by the 
rheostat, which controls the potential coil cur- 
rent, 
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Figure 18-26.—Carbon-pile regulator. 


PARALLEL OPERATION 


Electric power may be supplied by more 
than one generator. Whentwoor more generators 
are sharing a common load, they are said to 
be operating in parallel. Tbe generators may 
be physically locatedquite a distance apart; how- 
ever, they are connected to the common load 
through the power distribution system. 

There are a number of reasonsforoperating 
generators in parallel. First, the number of 
generators used may be selected in accordance 
with the load demand. Thus, by operating each 
generator as near as possibleat its rated capac- 
ity, maximum efficiency is achieved, Also, 
disabled or faulty generators may be taken off 
the line without interrupting normal operations, 

In most d-c electric power systems, the 
lighting circuits are designed to operate on 115 
volts while most motors and other relatively 
large power-consuming devices are designed to 
operate on 230 volts. Toavoidthe use of separate 
generators for lighting and for power, a 3-wire 
generator is used that supplies both types of 
circuits simultaneously. The 3-wire generator is 
similar to a 2-wire generator except that the 
armature winding is tapped at points 180 elec- 
trical degrees (1-pole span) apart and these are 
brought out to slip rings on the back of the 
armature. These rings are connected by means 
of brushes to a reactance coil. The center tap 
of the coil connects with the neutral, or third, 
wire of the 3-wire system. 
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The reactance coil (or balance coil) provides 
a method of establishing the potential of the 
neutral wire, which must be 115 volts positive 
with respect to one of the outer wires and 115 
volts negative with respect to the other, Alter- 
nating current is produced in the armature of 
the d-c generator; and this is taken from the 
machine through the sliprings to which the 
balance coil is attached. The action of the alter- 
nating current in the balance coil is similar to 
that occurring inthe primary winding of a single- 
phase transformer. That is, the potential of the 
center point on the balance coil is at the elec- 
trical center of the total voltage generated by 
the machine. Hence, this point can serve as the 
neutral, or center, between the positive and 
negative brushes. The neutral current passes 
through a portion of the balance coil, which has 
low resistance to direct current. 

The connections for operating stabilized 
shunt generators in parallel are shown infigure 
18-27. Each generator develops 230 voltsacross 
the two outside (positive and negative) leads, 
and 115 volts across either outside leads and 
neutral, Usually one ammeter andone voltmeter 
are provided on each generator panel. 

Assume that generator No. 1 is supplyingthe 
load and it is desired to put generator No. 2 in 
Service. The procedure for paralleling the d-c 
generators is as follows: 


1. The brush rigging and armature of the 
incoming generator shouldbe inspected for loose 
gear, and the field rheostat should be adjusted 
to the lowest voltage position. 

2. The prime mover of the incoming gen- 
erator (No. 2) is brought up to rated speed. 

3. The voltage of the incoming machine is 
adjusted to about 2 volts higher than the bus 
voltage. 

4, Closing the circuit breaker and switch 
places the generator in parallel with generator 
No. 1. The ammeter will indicate that generator 
No. 2 is nowcarrying a smallportionof the load. 

5. The field of generator No. 2 is strength- 
ened until the load which it suppliesisthe proper 
value. At the same time the field of generator 
No. 1 should be weakened to maintainthe normal 
voltage. 

The procedure for removing a generator 
from its parallel connection with another is as 
follows: 


1. The field of the generator being secured 
is weakened at the same time the field of the 
remaining generator is strengthened until the 
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Figure 18-27.— Parallel operation of d-c generators. 
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18-28.—Aircraft d-c power system. 
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load on the outgoing machine is about 5 percent 
of the rated load current. 

2. The circuit breaker is tripped and the 
switch is opened. 


The two-wire d-c system is used for d-c 
power supply on some installations such as 
aircraft. On multiengine aircraft, the d-c gen- 
erators are normally operated in parallel. 
Figure 18-28 is a schematic of the main parts 
of a typical aircraft d-c power system. Both 
generators are connected to the main bus, or 
common load, through their respective reverse- 
current cutout relays. 


The voltage regulators for aircraft d-c gen- 
erators are designed and adjusted to permit a 
slight drooping characteristic. That is, the volt- 
age regulators will permit the terminal voltage 
of their respective generators to decrease 
slightly as the bus loadis increased. The amount 
of droop of two or more generators may not be 
equal, due to internal differences in the gener- 
ators or adjustment of their regulators. In such 
cases, one generator willassume more load than 
the other, as loads are added to the bus. 

To assure that the generators will carry 
equal loads, an automatic load balancing cir- 
cuit is built into the regulator system. It is 
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referred to as the equalizer. As shown infigure 
18-28, the equalizer circuit consists essentially 
of two equalizer coils and an equalizer switch, 
allin series, connected between point A in gen- 
erator No. 1 and point A on generator No. 2. 
Current through the equalizer circuit flows only 
when the voltage drops across the compensating 
fields A-B are unequal. This would be the case 
when the generators are supplying unequal 
Shares of the total load, The equalizer coils 
either aid or oppose the regulator potential coils, 
depending on the DIRECTION of equalizer cur- 
rent. When one generator takes a greater share 
of the load than the other, the equalizer coil in 
its regulator will AID the potential coil. This 
will cause carbon pile decompression, more re- 
sistance and less current in the shunt field, less 
generated voltage, and consequently a decrease 
in load. The other generator's equalizer coil 
will OPPOSE its potential coil, increase its 
shunt field current, raise its generated voltage, 
and thus cause the generator to assume more 
of the load. 

When only one generator is being operated, 
the equalizer switch is usedto open the equalizer 
circuit. Otherwise, current would flow from the 
active generator through the dead generator's 
compensating field and equalizer coil. 


СНАРТЕК 19 


DIRECT-CURRENT MOTORS 


The construction of a d-c motor is essen- 
tially the same as that of a d-c generator. The 
d-c generator converts mechanical energy into 
electrical energy, and the d-c motor converts 
the electrical energy back into mechanical 
energy. A d-c generator may be made to function 
as a motor by applying a suitable source of di- 
rect voltage across the normal output electrical 
terminals. 

There are various types of d-c motors, (fig. 
19-1), depending on the way the field coils are 
connected. Each has characteristics that are 
advantageous under given load conditions. 

SHUNT MOTORS (fig. 19-1 (A)) havethe field 
coils connected in parallel with the armature 
circuit, This type of motor, with constant po- 
tential applied, develops variable torque at an 
essentially constant speed, even under changing 
load conditions. Such loads are found in machine- 
shop drives, They include lathes, milling ma- 
chines, drills, planers, shapers, and so forth. 

SERIES MOTORS (fig. 19-1(B)) havethe field 
coils connected in series with the armature cir- 
cuit, This type of motor, with constant potential 
applied, develops variable torque but its speed 
varies widely under changing load conditions. 
That is, the speed is low under heavy loads, but 
becomes excessively high under light loads. 
Series motors are commonly usedto drive elec- 
tric cranes, hoists, winches, and certain types 
of vehicles (for example, electrictrucks). Series 
motors are used extensively to start internal 
combustion engines. 

COMPOUND MOTORS (Fig. 19-1(C)) have one 
set of field coils in parallel with the armature 
circuit, and another set of field coils in series 
with the armature circuit. This type of motoris 
a compromise between shunt and series motors. 
It develops an increased starting torque over 
that of the shunt motor, and has less variation 
in speed than the series motor. Shunt, series, 
and compound motors are all d-c motors 
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designed to operate from constant-potential var-' 
iable-current d-c sources. 

STABILIZED SHUNT MOTORS (fig. 19-1 (D)) 
have a light series winding inadditiontothe shunt 
field, The action is similar to ordinary shunt 
motors except that stabilized shunt motors have 
less field iron and are lighter in weight. Without 
the stabilizing series field, they have the charac- 
teristics of a shunt motor witha strong field and 
low armature resistance. 

Direct-current motors may also be classified 
in other ways. For example, they may be classi- 
fied according to the dgree ofenclosure, suchas 
OPEN (fig. 19-2 (A)), DRIP-PROOF (fig. 19-2 
(B), ENCLOSED (fig. 19-2 (C)), and so forth. 

The open-type motor shownin figure 19-2 (A) 
has end bells which offer little or no restriction 
to ventilation. T'he drip-proof motor shown in fig- 
ure 19-2 (B) is protected from falling moisture 
and dirt from any direction uptoa 45° angle with 
respect to the vertical. A motor of thistype has 
all ventilation openings protected with wire 
Screens or perforated covers, as showm in the 
figure. An enclosed motor like the one in figure 
19-2 (C) is totally enclosed except for openings 
provided for the admission and discharge of air. 
These openings are connected to inlet and outlet 
ducts or pipes. 

Other motor types include a spray-tight 
motor so constructed that a stream of water 
from a hose may be played upon it from any di- 
rection without leakage into the motor. 

A submersible motor is one that willoperate 
while submerged in liquid. 

With reference to cooling, the following types 
of motors are found aboard ship: 


1. NATURAL VENTILATED MOTORS, 
cooled by the natural circulation of the air caused 
by the rotation of the armature. 

2. SELF-VENTILATED MOTORS, cooled by 
a fan attached to the armature of the motor. 
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Figure 19-1,—Schematic diagrams of four types 
of d-c motors. 


3. SEPARATELY VENTILATED MOTORS, 
cooled by an independent fanor blower apart from 
the motor. 

With reference to speed, motors are clas- 
sified as: 

1. CONSTANT-SPEED MOTORS in which the 
speed varies only slightly between no load and 
full load. A shunt motor is a constant-speed 
motor. 

2. MULTISPEED MOTORS which can be 
operated at any one of several definite speeds, 
each speed being nearly constant with load 
change. Such motors cannot be operatedat inter- 
mediate speeds. A motor with two windings on 
the armature is an example of а multispeed 
motor. 
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3. ADJUSTABLE-SPEED MOTORS whose 
speed can be varied gradually over a wide range, 
but when once adjusted remains at еы con- 
stant speed with load change. 

4. VARYING SPEED MOTORS in which the 
Speed varies with the load. Ordinarily the speed 
decreases as the load increases. The series 
motor is an example of this type of motor. 

5. ADJUSTABLE VARYING SPEED MO- 
TORS in which the speed may be adjusted over 
a wide range for any given load; butif the speed 
is adjusted at a given load, the speed will vary 
with any change in load. 

Motors are also classified according to the 
type of duty they are to perform. For example, 
a CONTINUOUS-DUTY MOTOR is capable of 
operating continuously at its rated output with- 
out exceeding specified temperature limits. An 
INTERMITTENT-DUTY MOTOR is capable of 
being operated at its rated output for a limited 
period without exceeding its specified tempera- 
ture limit. 

Most 4-с motors on Navy vessels are de- 
signed to operate on constant-potential 2- wire 
circuits of either 115 volts or 230 volts. These 
circuits may be combined in a 3-wire d-c supply 
with 230 volts between each outside wire, and 
115 volts between each outside wire and middle or 
neutral wire. 

D-c motors find extensive use on aircraft, 
The motors used on aircraft operate onthe same 
principles as the larger motors. However, the 
airborne motors differ considerably in size, rat- 
ing, and appearance, as illustrated in figure 19-3. 
Also, they are designed to operate from a 24-28 
volt d-c source. 

Figure 19-3 (A) is an aircraft engine starter 
motor. Starters are series motors, selected to 
supply the typically high torque required for 
engine starting. They are usually the largest 
motors on the aircraft, with power outputs upto 
twenty hp, but are designed only for intermittent 
use. Figure 19-3 (B) is one of manytypes of d-c 
motors used to actuate mechanical loads, inthis 
case cowl flaps. Such loads may include wing 
flaps, cowl flaps, landing gear, cockpit canopies, 
and bomb bay doors. Actuator motors are also 
of the series type, since they must start under 
full mechanical load. Many airborne actuator 
motors are of the series split-fieldtype, andare 
reversible. Most are also designed only for in- 
termittent use. Figure 19-3(C) is a continuous- 
duty d-c motor, in this case one that is used to 
drive windshield wipers. Continuous-duty motors 
on aircraft are usually of the compound type. The 
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Figure 19-2.— Types of d-c motors classified according to enclosure. 


most recent trend in aircraft design is to use 
d-c motors for intermittent duty, and a- c motor 
for continuous duty. | 


PRINCIPLES OF D-C MOTORS 
FORCE ACTING ON A CONDUCTOR 
The operation of a d-c motor depends on the 
principle that a current-carrying conductor 


placed in, and at right anglesto, a magnetic field 
tends to move at right angles to the direction of 
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the field, as shown in figure 19-4. This action 
was previously described under the operating 
principle of the D'Arsonval meter movement. 

The magnetic field betweena north and a south 
pole of a magnet is shown in figure 19-4 (A). The 
lines of force, comprising the field extend from 
the north pole to the south pole. A cross section 
of a current-carrying conductor is. shown in fig- 
ure 19-4 (B). The plus sign inthe wire indicates 
that the electron flow isaway from the observer. 
The direction of the flux loops around the wire 
is counterclockwise, as shown. This follows 


BASIC ELECTRICITY 





BE. 358 
Figure 19-3.—Aircraft d-c motors. 


from the left-hand flux rule which states that 
if the conductor is grasped in the left hand with 
the thumb extended in the direction of the cur- 
rent flow, the fingers will curve around the 
conductor in the direction of the magnetic flux. 

If the conductor (carrying the electron flow 
away from the observer) is placed between the 
poles of the magnet, as in figure 19-4 (C), both 
fields will be distorted. Above the wire the field 
is weakened, and the conductor tends to move 
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Figure 19-4.-- Force acting оп a current- 
carrying conductor in a magnetic field. 


upward.. The force exerted upward depends on 
the strength of the field between the poles and on 
the strength of the current flowing through the 
wiré. . Е | 
If the current through the conductor is re- 
versed, as in figure 19-4 (D), the direction of the 
flux around the wire is reversed. The field below 
the conductor is now weakened, andthe conductor 
tends to move downward. . . 

A convenient method of determining the di- 
rection of motion of a current-carrying con- 
ductor in a magnetic field is by the use of the 
right-hand motor rule. Practicald-c motors de- 
pend for their operation on the interaction 
between the field flux and a large number 
of current-carrying conductors. AS in d-c gen- 
erators, the conductors are wound in slots in 
the armature; and the armature is mounted in 
bearings and is free to rotate in the magnetic 
field. An armature with two slots and two con- 
ductors (that is, a single conductor wound inthe 
two slots) is shown in figure 19-5. 

‘Figure 19-5 (A) shows the uniform dis- 
tribution of the main field flux when the 
field magnets are energized, andno current flows 
through the armature. The flux is concentrated in 
the airgap between the field and armature be- 
cause of the relatively high permeability of the 
soft-iron armature core and the low reluctance 
of the magnetic circuit. 
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Figure 19-5,— Two- conductor armature. 


Figure 19-5 (B) shows the magnetic fields 
surrounding the two active conductors when cur- 
rent flows through the armature coil in the di- 
rection indicated, and the field coils are not 
energized. The direction of the magnetic fields 
surrounding the two conductors is determined 
by means of the’ left-hand flux rule. 

Figure 19-5 (C) shows the resultant mag- 
netic field produced bythe interactionofthe main 
field magnetomotive force and the armature 
magnetomotive force. Note that the flux is 
strengthened below the conductor at the north 
pole and above: the conductor at the south pole 
because the lines are in the same directions at 
these points. Conversely, the flux is weakened 
above the conductor at the north pole and below 
the conductor at the south pole becausethe lines 
are opposite in direction and tend to canceleach 
other. The linesof force act like stretched rubber 
bands that tend to contract, with the result that 
the armature rotates in a clockwise direction. 
If either the direction of current through the 
armature coilor the polarity of the field is re- 
versed (but not both), the direction of the force 
on the armature conductors reverses. If both 
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the field polarity and the armature current are 
reversed, rotation continues in the same 
direction. 

‘A practical d-c motor has many coils in the 
armature winding. The armature has many slots 
into which are inserted many turns of wire. This 
increases the number of armature conductors 
and thus produces a greater, more constant 
torque. Power output is also increased by in- 
creasing the number of poles in the field. 

As in the case of the d-c generator, the d-c 
motor is equipped with a commutator and 
brushes. хе га . 

The force, F, acting on а current-carrying 
conductor in a magnetic field is directly pro- 
portional to the field strength, the active length 
of the conductor (that part of the conductor con- 
tained in the armature slot and lying under a 
pole face), and the current flowing through it. 
The force, the conductor, and the field are as- 
sumed to be mutually perpendicular. This re- 
lationship is expressed algebraically as ` 


. 8.85 x BLI 
F = 
108 

where Е is the force in pounds, Bthe flux density 
in lines per square inch, L the active length of 
the conductor in inches, Ithe current inamperes 
flowing through the conductor, and 8,85 isa con- 
stant that must be used when the above units are 
employed. 

` Inagiven motor, the length of the conductor is 
a fixed quantity: therefore, the only variables are 
the current and the flux, If the field flux is con- 
stant, the force acting on the conductor varies 
directly as the armature current. Inother words, 
F is proportional toI. The following example will 
illustrate how the force acting on a conductor is 
calculated, | 


If a conductor having an active length of 10 
inches and a current of 30 amperes is placed in 
a uniform field of 37,700 lines per square inch, 
what force will be exerted оп the conductor? 


_ 8.85 BLI _ 8.85 x 37,700 x 10x 30 _ 
К = So =O = 1 pound 
108 108 


If the conductor is woundaroundanarmature 
(fig. 19-5 (C)) and the armature current flows in 
the directions shown, there will be an upward 
force of 1 pound on the left of the armature.and 
a downward force of 1 pound on the right of the 
armature. The net force actingtoturnthearma- 
ture is the sum of thesetwo forces, or 2 pounds. 
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TORQUE 


The TORQUE (or twist) on the armature is 
the product of the force acting at the surface of 
the armature times the perpendicular distance 
to the center of rotationof thearmature. Assume 
the radius of the armature being considered is 
1.5 feet, the torque exerted by each conductor is 
1x1.5- 1.5 pound-feet; andthe total torque ex- 
erted by both conductorsis1.5 + 1.5 = 3pound- 
feet. 

The armature conductors for a motor are 
assembled in coils and connected to the com- 
mutator riser exactly as in a generator. In the 
2-pole motor (fig. 19-6 (A)), the current divides 
equally in the two paths through the armature. 
Current flows in one direction in the conductors 
under the north pole and intheopposite direction 
in the conductors under the south pole. To de- 
velop a continuous motor torque the current in 
a coil must reverse when the coil passes the 
dead center position (top and bottom). The 
function of the commutator isto reversethe cur- 
rent at the proper time to maintain the current 
flow in the same direction inall conductors under 
a given pole. The total torque is the sum of the 
individual torques contributed by all the arma- 
ture conductors. If there are 200 active con- 
ductors each developing a force of 1 pound the 
total torque will ре 200 x 1 xthe average moment 
arm, 

The AVERAGE MOMENT ARM isthe average 
of all the perpendicular distances from the arma- 
ture conductors to the center of rotation. If the 
field is assumed to consist of uniformly spaced 
horizontal lines of flux, the average moment arm 
will be 0.637 of the maximum moment arm, or 
radius, of the armature. 

If the radius of the armature is 1.5" feet, the 
average moment arm is 0.637 x 1.57 = 1 foot. 
The total torque exerted by 200 armature con- 
ductors developing a force of 1 pound each is 
200 x 1 x1= 200 pound-feet, 

In a 4-pole parallel-woundarmature, the cur- 
rent divides into four paths as shown in figure 
19-6 (B). The current flows in opposite directions 
under alternate poles, as inthe 2-pole armature, 
and develops a unidirectional force on all of the 
armature conductors, The total torque produced 
by the armature current is equal to the sum of 
the individual torques developed by each con- 
ductor. This torque, T, is proportional to the 
product of armature current and field strength. 


T= KÖL (19-1) 
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where Кү is a constant that includes the number 
of armature conductors, number of paths, and 
other factors which are constant for a particular 
machine; Ф the flux per pole and Ia the total 
armature current. When the speed of a motor is 
constant, the generated torque due to the arma- 
ture current is just equal tothe retarding torque 
caused by the combined effect of the friction 
losses in the motor andthe mechanical load, The 
torque developed by the motor armature is a 
steady one and does not pulsate asinthe case of 
reciprocating steam engines or internal com- 
bustion engines. 


HORSEPOWER OF A MOTOR 


If the number of revolutions that the arma- 
ture of a motor makes per minute (or per 
Second), the effective armature radius at which 
the force acts, and the total force acting at and 
tangent to this effective radius are known, the 
horsepower may be determined. Briefly, the 
horsepower may be determined in the following 
manner, І 

Work is accomplished when force acts 
through distance. For example, when a force of 
1 pound acts through a distance of 1foot, 1 foot- 
pound of work is accomplished. If 33,000 foot- 
pounds of work is done in 1 minute, 1 horsepower 
of work is accomplished. 

Assume that an armature makes 100 revolu- 
tions per minute and that the effective radius is 
1.59 feet. The circumference (the distance 
through which the force moves in one revolution 
of the armature) is 


circumference arr 


2 x 3.14 x 1.59 =10 feet 


Assuming that a total effective force of 200 
pounds acts on the armature tangent to the 10- 
foot circumference, the work done in 1 revolu- 
tion is 
work= force x distance = 200 x 10= 2,000 foot- 

pounds 


The work done in 100 revolutions (1 minute) is 
2,000 x 100 = 200,000 foot-pounds 


The horsepower is therefore, 


foot-pounds per minute _ 200, 000 
Е 33, 000 ~ 33,000 


6. 06 horsepower 


hp 
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Figure 19-6.— Torque developed in a motor armature. 


The horsepower developed by a motor arma- 
ture may be derivedfrom the general expression. 


FV 
7 33,000 





hp (19-2) 


where F is the total force in pounds tangent to 
the effective circumference of the armature, апа 
V the velocity of a point on this circumference 
in feet per minute, Velocity is determined as 


V = 2crN (19-3) 


where r is the effective radius of the armature 
in feet, and N is the armature speed in revolu- 
tions per minute. The effective circumference 
is equal to 27r. 


Substituting equation (19-3) in equation (19-2), 
27rNF 


33,000 , 


The torque in pound-feet produced by the motor 
armature is 


hp = (19-4) 


T= rF (19-5) 
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Substituting equation (19-5) in equation (19-4) 
and dividing numerator and denominator by 27, 
NT 

5,252 





hp = (19-6) 
Substituting the values N = 100 r.p.m. and T= 
1.59 x 200 = 318 pound-feet of the preceding 
example in equation (19-6), the result is 


100 x 318 _ 


5,252 
Thus, the horsepower developed by a motor de- 
pends on its speed and torque. Large, slow-speed 
motors develop a large torque; whereas other 
much smaller motors of the same horsepower 
rating operate at reduced torque and increased 
speed, 


hp = 6.06 


COUNTER EMF 


The MOTOR ACTION of a generator was 
treated in chapter 18: the GENERATOR ACTION 
of a motor is now considered. By applying the 
right-hand motor rule to an armature conductor 
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carrying current inthe direction indicated in fig- 
ure 19-7, it will be found that the conductor is 
forced upward. As the conductor is moved up 
through the field, it cuts lines of flux and has a 
voltage induced in it. Applying the left-hand gen- 
erator rule, it is found that this generated volt- 
age is in opposition to the impressed emf. This 
counter voltage is induced in the windings of any 
rotating motor armature and always opposesthe 
impressed voltage.It is called COUNTER ELEC- 
TROMOTIVE FORCE and is directly pro- 
portional to the speed of the armature and the 
field strength. That is, the counter emf is in- 
creased or decreased if the speed is increased 
or decreased respectively; the same is true if 
the field strength is increased or decreased. 
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Figure 19-7.— Generator action іп a motor. 


The EFFECTIVE VOLTAGE (IR drop) in the 
armature is equal to the impressed voltage minus 
the counter emf. The armature IR drop varies 
directly with the current flowing inthearmature 
and the resistance of the armature. 

To produce an armature current, Ig, in an 
armature of resistance, Ra, requires an effec- 
tive voltage of IaRa. 

The current flowing through the armature can 
be found by the equation 


Ea - Ec 
Ra 


Та = 


where Іа isthe current flowing through the arma- 
ture, Еа the impressed (or applied) voltage 
across the armature, E, the counter emf, and Ra 
the armature resistance. This equation can be 
transposed and written as 


Ec= Ea - IaRa (19-7) 


In the case of the generator, the generated emf 
is equal to the terminal voltage plus the 
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armature resistance drop; and in the case of 
the motor the generated or counter emf isequal 
to the terminal voltage minus the voltage drop 
in the armature resistance. 

Expressing Е. in terms of E, and I Ra 


Ea = Ec + IgRa 


This formula is valid for any d-c motor regard- 
less of speed or load. 

The counter emf, Ee, that is induced in a 
motor armature may be determined by an 
equation similar to that used to determine the 
generator voltage in a generator in chapter 18. 
This.equation is 


_ 9zNP 


Ес = 
108р 


(19-8) 


where Ф is the number of lines of flux per pole, 
Z the number of face conductors, N the arma- 
ture speed in revolutions per second, P the num- 
ber of field poles, and p the number of parallel 
paths through the armature circuit. 


ARMATURE REACTION 


The armature current in a generator flows 
in the same direction as the generated emf, 
but the armature current in a motor is forced 
to flow in the opposite direction to that of the 
counter emf. Assume that the field of the motor 
(fig. 19-8 (A)) is of the same polarity as the 
field of the generator (fig. 18-12 (A)). For the 
same direction of armature rotation, the arma- 
ture flux of the motor (fig. 19-8 (B)) is in the 
opposite direction to that of the generator 
(fig. 18-12 (B)). In a motor the main field flux 
is always distorted in the opposite directon to 
rotation (fig. 19-8 (C)), whereas in a generator 
the main field flux is distorted (fig. 18-12 (C)) 
in the same direction as that of rotation. Note 
that the resultant field in the motor (fig. 19-8 
(C)) is strengthened at the leading pole tips and 
weakened at the trailing pole tips. This action 
causes the electrical neutral plane to be shifted 
back to A'B'. Thus, to obtain good commutation 
in a motor without interpoles, it is necessary 
to shift the brushes from the mechanical neutral, 
AB, in a direction opposite to that of the arma- 
ture rotation. 

The armature reaction is overcome іп а 
motor by the same methods as forthe generator 
—that is, by the use of laminated pole tips with 
Slotted pole pieces, and compensating windings. 
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Figure 19-8.—Armature reaction in a motor. 


In each case the effect produced is the same 
as that produced in the generator, but it is in 
the opposite direction, 


COMMUTATION 


The brush axis, A'B' (fig. 19-8 (C)), could 
be made to coincide exactly with the neutral 
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plane of the combined field. This would eliminate 
sparking at the brushes if it were not for the 
self-induced emf in the commutated coils. Be- 
cause of the necessity for neutralizing this emf 
to eliminate sparking, the brushes must be set 
slightly behind the neutral plane in a motor. 
Thus, in both the generator and the motor, the 
brushes must be moved from the mechanical 
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neutral slightly beyond the electrical neutral 
plane to neutralize the effect of self-inductance. 

The current flowing in the armature coils of 
a motor (fig. 19-9) must be periodically reversed 
when the coils are being short-circuited by the 
brushes in order to maintain а unidirectional 
torque as the coils move under alternate poles. 
When coil A is short circuited by a brush, its 
current immediately starts to decrease to zero; 
from zero, the current then builds uptoa maxi- 
mum in the reversed direction by the time the 
coil moves from position (1)to position (2), where 
the brush no longer short circuits it. Asa result 
of the changing current, a self- induced voltage is 
Set up in the shorted coil, which tends to keep the 
current from changing. To obtain sparkless com- 
mutation it is necessary to overcome this self- 
induced voltage. 
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Figure 19-9.—Commutation in a motor. 


In any motor the current flows as a result of 
the applied voltage, and the counter emf opposes 
the flow of current, As the current in the com- 
mutated coil decreases to zero, the emf of self- 
induction tends to keep the current flowing in 
the same direction, as indicated by the arrowin 
position (1). Therefore, it aids the applied volt- 
age during this portion of the cycle. As the coil 
moves into position (2) the current increases in 
the opposite direction, andthe self-induced volt- 
age again opposes this current increase. To 
overcome the self-induced voltage another 
voltage is introduced into the coil, which opposes 
the self-induced voltage. The counter emf is in 
the proper direction to accomplish this, but the 
coil being commutated is inthe neutral plane and 
consequently has no counter emf generated in it, 

When the brushes are shifted against the di- 
rection of rotation, the coils that are being 
shorted by the brushes still cut lines of flux from 
the previous north pole and have a small amount 
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of counter emf generated in them. Because this 
counter emf opposes the applied voltage it also 
opposes the self-induced voltage, thus resulting 
in rapid reversal of coil current and in sparkless 
commutation. 

When the load on the motor increases, arma- 
ture reactionincreases andthe electricalneutral 
plane is shifted further in the direction opposite 
to that of the armature rotation. To maintain 
sparkless commutation, the plane ofthe brushes 
will have to be shifted slightly beyond the electri- 
cal neutral plane. When the load is reduced, the 
brushes are shifted in the opposite direction. 
Thus, for sparkless commutation, it isnecessary 
to manually shift the brushes when the load 
varies, 


COMMUTATING POLES 


Commutating poles are as important in mo- 
tors as in generators. Nearly all motors of more 
than one horsepower depend on COMMUTATING 
POLES, sometimes called INTER-POLES, ra- 
ther than on the shifting of the brushes to obtain 
sparkless commutation. Essentially the only 
difference between the interpole generator and 
the interpole motor is that in the generator the 
interpole has the same polarity as the mainpole 
AHEAD of it in the direction of rotation, but in 
the motor the interpole has the same polarity 
as the main pole BACK of it. 

Without interpoles the emf of self-induction 
15 overcome by commutating the coil while it is 
cutting the flux of the main pole itis just leaving. 
Therefore, if the interpole is to overcome the 
emf of self-induction, it must have the same 
polarity as the main pole it is leaving. This is 
a north pole in the example of figure 19-9. 

The interpole series field coil in a motor is 
connected to carry the armature current, as in 
the generator. As the load varies, the interpole 
flux varies, and commutation is automatic with 
load change. It is not necessary to shift the 
brushes where there is an increase or decrease 
in load. The brushes are located on the no-load 
neutral and remain in that position for all condi- 
tions of load. 

The motor may be reversed by reversing the 
direction of the current in the armature. When 
the armature current is reversed, the current 
through the interpole is also reversed, and there- 
fore the interpole still has the proper polarity 
to provide automatic commutation. 

The direction of the counter епїї in the in- 
terpole motor with clockwise rotation (fig 19-10) 
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illustrates that coils under the interpoles do not 
contribute to the armature counter voltage, but 
that only those coils under the main poles con- 
tribute to it, The total counter voltage generated 
in the conductors on each half of the armature 
is equal to the algebraic sum of the voltages 
generated in each conductor between the upper 
and lower brush. Because those under the upper 
north interpole generate an equal and opposite 
voltage to those under the lower south interpole, 
the remaining conductors under the main field 
poles generate the armature counter emí that 
controls the armature load current and the 
Speed-torque characteristics of the motor. It 
is important that the brushes be set in the cor- 
rect neutral plane, otherwise the commutation 


will be impaired and the motor characteristics . 


will be altered. 
SPEED REGULATION 


SPEED REGULATION is the ability of a 
motor to maintain its speed when a load is ap- 
plied. It is an inherent characteristic ofa motor 
and remains the same as long as the applied 
voltage does not vary—that is, unlessa physical, 
or mechanical, change is made in the machine. 
The speed regulation of a motor isa comparison 

of its no-load speed to its full-load speed and 
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Figure 19-10.— Effect of interpoles on 
armature counter emf. 
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is expressed as a percentage of full-load speed. 
Thus, 


percent speed regulation 
no-load speed - full -load speed 


full-load speed x 100 


For example, if the no-load speed of a shunt 
motor is 1,600 rpm and the full-load speed is 
1,500 r.p.m the speed regulation is 


1,600 - 1,500 
1,500 


x 100 6.6 percent 


The LOWER the speed-regulation percentage 
figure of a motor, the more constant the speed 
will be under varying load conditions and the 
BETTER will be the speed regulation. The 
HIGHER the speed-regulation percentage figure, 
the POORER is the speed regulation. 

SPEED CONTROL refers to the external 
means of varying the speed of a motor under 
any load, 


SHUNT MOTORS 
SPEED REGULATION 


The field circuit of a shunt motor is connected 
across the line and is thus in parallel with the 
armature the same asitisinthe shunt generator 
(fig. 18-16 (B)). If the supply voltage is constant, 
the current through the field coils, and conse- 
quently the field flux, will be constant. 

When there is no load on the shunt motor,. 
the only torque necessary is that required to 
overcome bearing friction and windage. The 
rotation of the armature coils through the field 
flux establishes a counter emf that limits the 
armature current to the relatively small value 
required to establish the necessary torque to 
run the motor on no load, 

When an external load is applied to the shunt 
motor it tends to slow down slightly. The slight 
decrease in speed causes a corresponding de- 
crease in counter emf. If the armature resist- 
ance is low, the resulting increase in arma- 
ture current and torque will be relatively large. 
Therefore, the torque is increased until it 
matches the resisting torque of the load, The 
speed of the motor will then remain constant 
at the new value as long as the load is constant. 

Conversely, if the load on the shunt motor 
is reduced, the motor tends to speed up slightly. 
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The increased speed causes à coFresponding i in- 
crease in counter emí and à relatively large 
decrease in armature current and torque. 

Thus, it may be seen that the àmount of cur- 
rent flowing through the armature of a shunt 
motor depends on the load оп the motor. The 
larger the load, the larger the current; and 
conversely, the ‘smaller the load, the smaller 
the current. The change in speed causes a change 
in counter ет? and apmatüre current in each 
cage. i 

Figure 19-11 indicates graphically whatliap- 
pens when the load is applied or removed from 
a shunt motor. In this figure it is assumed that 
the field strength remains constant. 


| 
( FIELO FLUX 1S CONSTANT ) 


pu 


Mes LOAO BE 


TORQUE 





BE. 366 
Figure 19-11.—Shunt motor load-speed- 
torque-emí relationships with 
respect to time. 


During the interval between 0 and t; the 
motor operates under conditions of equilibrium 
—that is, the speed, counter emí, torque, and 
armature current have steady values. At t] a 
load is applied to the motor. Instantly, the load- 
torque curve rises, but the inertia of the arma- 
ture prevents the generated torque from rising 
instantly with it. Because the load torque ex- 
ceeds the generated torque in the motor arma- 
ture, the motor speed is reduced until a balance 
is again obtained. When the generated torque is 
again equal to the load torque deceleration 
ceases and the motor operates at a constant 
reduced speed. 

At time tg this state of equilibrium, corre- 
sponding to the new load, is reached. At time 
їз the load is suddenly removed. The loadtorque 
drops ' instantly, but the armature inertia 
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prevents the generated torque from falling in- 
stantly with it. Likewise, the armature inertia 
prévents the armature speed from increasing 
suddenly. Because the generated torque exceeds 
the load torque, the motor accelerates. As the 
speed increases, the counter em? increases 
proportionately. This opposes the applied emf, 
and the armature current is reduced until the 
generated torque and load torque are again in 
a state of equilibrium. The speed then levels 
off to a constant value. 

The operational features of a shunt motor 
are indicated in table 19-1. The variation of 
line current, armature current, counter emf, 
Speed, torque, and efficiency, with varying load 
conditions are indicated. The values are based 
on a 1-һогѕеромег 100-volt shunt motor having 
a field current of 1 ampere and an armature 
resistance of 1 ohm. 

When the armature current is 1 ampere, the 
armature IR drop is 1 volt, and the counter 
emf is the difference between the applied voltage 
and the IR drop, or 100 - 1=99 volts. The speed 
at this load is assumed to be 990 rpm. At this 
load the motor torque is assumed to be 0.7 
pound-foot. The output power, Po, in watts is 


Po-—hT. x 746 = 0.142NT = 0.142 x 990 x 0.7 
5,252 





= 98.4 watts. 


The constant 746 is used to convert horsepower 
output into an equivalent number of watts output 
(1 horsepower = 746 watts). 

The total input current to the motor is equal 
to the sum of the field current andthe armature 
current, or 1+ 1 = Zamperes. The input power 
is the product of the applied voltage and the 
total input current, or 100 x 2 = 200 watts. The 
efficiency is 


98.4 


output 
200 


input x 100 = 


= 49.2 percent at this load 


The torque calculations for other values of 
load are based on the proportionality between 
armature current and torque. For example, if 
the torque is 0.7 pound-foot wien the armature 
current is 1 ampere, the torque foranarmature 
current of 2 amveres willbe 2x0." = 1.4 pound- 
feet. 

The speed calculations are based onthe pro- 
portioriality between speed and counter voltage. 
For example, when the armature current is 2 
amperes the armature IR drop is 2 x 1-2 volts, 
and the counter emf is 100 - 2 = 98 volts. If the 
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speed is 990 rpm when the counter emf is 99 
volts, the speed at 98 volts counter emf will be 
980 rpm. 

The characteristic curves ofa 5-horsepower 
230-volt shunt motor are shown in figure 19-12. 
These curves include speed, torque, efficiency, 
and input current. The speed curve is almost a 
horizontal line, and the regulation is good. The 
torque varies directly with the output load and 
armature current because the field is approxi- 
mately constant over the load range. 

The speed regulation of a shunt motor is 
generally better than the voltage regulation of 
the same machine when operating as a shunt 
generator, this action is due to the fact that 
armature reaction in a generator weakens the 
field and lowers the terminal voltage, whereas 
armature reaction in a motor weakens the field 
and tends to increase the motor speed. Armature 
resistance is low, anda decrease in field strength 
and counter emf (for example, of 5 percent) might 
result in an increase in armature current and 
accelerating force on the armature conductors 
of 50 percent with resulting increase inarmature 
speed. In general, however, armature reaction in 
a motor weakens the field only slightly and does 
not cause the speed to increase with load, but to 
decrease less than it would if the armature re- 
action were not present, | 


UTILIZATION 


From the preceding considerations it is evi- 
dent that a shunt motor is essentiallya constant- 
Speed machine. Althoughthe speed may be varied 
by varying the current through the field winding 
(for example, by means of a field rheostat), the 
Speed remains nearly constant for a given field 
current. 


The constant- speed characteristic makes the 
use of shunt motors desirable for driving ma- 
chine tools or any other device that requires а 
constant-speed driving source. 

Where there is a wide variation in load, or 
where the motor must start under a heavy load, 
series motors have desirable features not found 
in shunt motors. 


SERIES MOTORS 


SPEED REGULATION | 


The field coils of а series motor are con- 
nected in series with the armature like those of 
the series generator in figure 18-16 (B). With 
relatively low flux density in the field iron, the 
Series field strength is proportionalto armature 
current I4. The torque developed by the motor 
armature is proportional to I4 9 ; and because Ф 
is also proportional to Ig, the torque is pro- 
portional to 14“. 


If the supply voltage is constant, the arma- 
ture current and the field flux will be constant 
only if the load is constant. Ifthere меге по load 
(this is never done) on the motor, the armature 
would speed upto suchan extent that the windings 
might be thrown from the slots and the com- 
mutator destroyed by the excessive centrifugal 
forces. The reason why the speed becomes ex- 
cessive on no load is explained in the following 
manner, 


The speed ofa series motor may be expressed 
mathematically as 


rpm с É [E - 1а(Ва + Rs)] 


Ф 


(19-9) 


Table 19-1.— Operational features of a shunt motor. 


I 
I x Arma- x 
Line ture 
(amperes) | (amperes) 


Assumed. 


* 
Тогаче 





Effi- 
ciency 
(percent) 


Input 
(watts) 
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Where K is a constant that depends on such fac- 
tors as the number of poles, the numberof cur- 
rent paths, and the total number of armature 
conductors; E isthe voltage applied across the 
entire motor; Ig is the armature current; Ra is 
the armature resistance; Rg is the resistance 
of the series field; and Ф is the field strength. 
The factor E - Ig (Ra + Rg) represents mathe- 
matically the counter emf, Ec. Theapplied volt- 
age must then be equal to the counter voltage 
plus the voltage drop in the armature, or 


E Ec - Ia(Ra + Rs) (19-10) 

The armature always tends to rotate at such 
a speed that the sum of the counter voltage, Ec, 
and the IaRa drop in the armature willequal the 
applied voltage, E. If the load is removed from 
the motor, the armature will speed up and a 
higher counter emf will be induced in the arma- 
ture. This reducesthe currentthroughthe arma- 
ture and the field. The weakened field causesthe 
armature to turn faster. The counter emf isthus 
increased, and the speed is further increased 
until the machine is destroyed. For thisreason, 
Series motors are never belt-connected totheir 
loads. The belt might come off and the motor 
would then overspeed and destroy itself. Series 
motors are connected to their loads directly, or 
through gears. 


As the load increases, the armature slows 
down and the counter emf is reduced, The cur- 
rent through the armature is increased and 
likewise the field strength is increased. This 
reduces the speedtoa very low value. The arma- 
ture current, however, is not excessive because 
the torque developed depends on BOTH the field 
flux and the armature current, 

The operational features of a series motor 
are indicated in table 19-2. The variation of line 
current, counter emf, speed and torque under 
varying load conditions are indicated, The values 
are based on a 0.5-horsepower 100-volt series 
motor having a field resistance of 1 ohm and an 
armature resistance of 1 ohm. 

When the armature current is 5 amperes, 
the armature and field IR drop is 10 volts, and 
the counter emf is the difference between the 
applied voltage and the IR drop, or 100 - 10 = 
90 volts. At this load the speedisassumed to be 
900 rpm and the motor torque is assumed to be 
3 pound-feet. The output power, Po, in watts is 


Ро -0.142NT- 0.142 х 900 x 3= 383.4 watts 
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The input power is the product of the applied 
voltage and the current through the field andthe 
armature, or 100 x5 = 500 watts. The еу 
(the output divided by the input) is 383.4, or 
76.8 percent. -500 

The speed calculations are based on the 
following considerations. As has been explained 
(see equation 19-8), the counter emf, Ec is de- 
termined as 





It is also determined as 
Ec = E - I4 (Ra + Rf) 
These equations may be equated as 


ZNP 
10 p 


= E - Ia(Ra + Rf) 


Assume that when 5 amperes flow through 
the field coil (and the armature) Ф = 10 lines 
of force. Assume also that Z - 600 conductors. 
There are 2 poles (P = 2) and 2 paths (p = 2) 
through the armature. If N is divided by 60, the 
number of revolutions will be determined foran 
interval of 1 minute. Thus, 


106 x 600 x Nx 2 
108 x 60 x 2 


= 100 - 5(1 + 1) 


and, 
= 900 rpm 


If the current is increased to 10 amperes 
(doubled), the flux is also assumed to double. 
Thus, 

2x 108 x 600 x N 
108 x 60 


The number of revolutions per minute becomes 


=100 - 10 (1 + 1) 


= 400 rpm 


The torque varies as the square of the cur- 
rent. Thus, when the current is doubled, the 
torque is increased four times. 


The characteristic curves of a series motor 
are shown in figure 19-13. As in the case of the 
shunt motor, these curves include speed, torque, 
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Table 19-2. —Operational features of a series motor. 


Counter „| Speed , Torque , Output 0. 142 
emf (volts) ( rpm ) (1b -ft) _NT (watts) 





























Input Efficiency 





I Armature , 














(amperes) (watts) (percent) 
5 90 3 | 
10 80 12: 68 ``, 
15 70 2" .59. 
20 60 48 51 
50 15 42 





* 


Assumed, 
efficiency, and input current. As stated previous- strength increase. There is therefore an in- х 
ly, the torque varies as the square ofthe arma- crease in torque with decrease in speed with 


ture current (below saturation) and the speed the result that the increased load on the motor 
decreases rapidly as the load is increased. is limited by the decrease in speed. 


UTILIZATION When a heavy load is suddently thrown on а ' 
TON ; . А shunt motor, it attempts to take on the load at | 
"s d " dedi кы bus torque in- only slightly reduced speed and counter emf. 
osi ses with load. When the load on a series The flux remains essentially constant and there- 
motor is increased, the speed and the counter fore the increased torque is proportional to the‘ 
emf decrease and the armature current and field increase in armature current, With heavy over- : 
load the armature current becomes excessive · 
and the temperature increases to a very high 
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value. The shunt motor cannot slow down ap- 
preciably on heavy load, as canthe series motor; 
hence the shunt motor is more susceptible to 
overload. 

For example, assume that a d- c motor is used 
to move an electric truck up an incline. If it is a 
Shunt motor it willattempt to maintain almost the 
same speedupthe incline as onthe level and con- 
sequently excessive current may be drawn 
through the armature, since the field flux 
remains almost constant. If it isa series motor, 
the speed must decrease more than the flux in- 
creases in order to have a reduction in counter 


emf and an increase in armature current 
ZNP 
(Ес - 108p ). The decrease in speed pro- 


tects the series motor from excessive overload, 
and the armature current is limited by the 
counter voltage and the combined resistance of 
the armature and series field. 


The series motor is therefore used where 
there is a wide variation in both torque and speed 
such as in traction equipment, blower equipment, 
hoists, cranes, etc. 


COMPOUND MOTORS 


Compound motors, like compound gen- 
erators, have both a shunt and a series field. In 
most cases the series winding is connected so 
that its field aids that of the shunt winding, as 
shown in figure 19-14 (A). Motors of this type 
are called CUMULATIVE COMPOUND motors. 
If the series winding is connected so that its 
field opposes that of the shunt winding, as shown 
in figure 19-14 (B), the motor is called a DIF- 
FERENTIAL COMPOUND motor. Under full 
load, the ampere-turns of the shunt coil are 
greater than the ampere-turns ofthe series coil. 

In the CUMULATIVE COMPOUND motor the 
Speed decreases (when a load is added) more 
rapidly than it does in a SHUNT motor, but less 
rapidly than in a series motor. Series field 
strength increases as in a series motor. Trans- 
posing equation (19-10) for armature current, 


E - Ec 
Ra+Rs 


Ia 


To increase Ia, Ec must decrease. As inthe se- 
ries motor, the decrease in speed is necessary 
to allow the counter emf to decreaseatthe same 
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time the field increases. Because thetorque va- 
ries directly as the product of the armature cur- 
rent and the field flux (equation 19-1), it is evi- 
dent that the cumulative compound motor has 
greater starting torquethan doesthe shunt motor 
for equal values of armature current and shunt 
field strength. The performance of this type of 
motor approaches that of a shunt motor as the 
ratio of the ampere-turns of the shunt winding 
to the ampere-turns of the series winding be- 
comes greater. The performance approaches 
that of a series motor as this ratio be- 
comes smaller. 

If the load is removedfromthistype of motor 
it tends to speed up, and the counter emf 
increases. The current in the series fieldis re- 
duced, and the greater portion ofthe field flux is 
produced by the shunt field coils. The compound 
motor then has characteristics similar to a shunt 
motor; and unlike the series motor, there is a 
definite no-load speed. 

Because the total flux increases when there is 
an increase in load, there is a greater propor- 
tional increase in torque than in armature cur- 
rent. Therefore, fora giventorque increase, this 
type of motor requires less increase inarmature 
current than the shunt motor, but more than the 
series motor. 


In some operations it is desirable to use the 
cumulative series winding to obtain good starting 
torque; and when the motor comes up to speed, 
the series winding is shortedout. The motor then 
has the improved speed regulation of a shunt 
motor. 

In a differential compound motor, because of 
the opposition of the series field to the shunt 
field, the flux decreases as the load and arma- 
ture current increase. From equation (19-9), itis 
seen that a decrease in flux causes an increase 
in speed. However, because the speed is propor- 
tional to Ес, if both factors vary in the same 


proportion, the speed will remain constant, This 
action may occur in the differential compound 
motor. If moreturnsare addedtothe series coil, 
it is possible to cause the motor to run faster 
as the load is increased. 

More armature current is required ofthe dif- 
ferential compound motor than of the shunt motor 
for the same increase in torque. This results 
from the fact that an increase in armature and 
series-field current reduces the field flux. Since 
the torque acting onthe armature is proportional 
to the product of armature current and field 
Strength, a decrease in field strength must be 
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Figure 19-14, — Types of compound motors. 


accompanied by a disproportionate increase in 
armature current in order that the product will 
increase. 


Under heavy load the speedofthe differential 
compound motor is unstable; and if theoverload 
current is very heavy, the direction of rotation 
may be reversed. Thereafter, the motor will run 
as a series motor with the danger of overspeed 
on no load that is the inherent characteristic of 
allseries motors. 

The characteristics of the differential com- 
pound motor are somewhat similar to those of 
the shunt motor, only exaggerated in scope. Thus, 
the starting torque is very low, and the speed 
regulation is very good if the load is not exces- 
sive, However, because of some of the undesir- 
able features, this type of motor does not have 
wide use. 

Figure 19-15 (A) shows the relative speed- 
load characteristics of shunt motors, cumulative 
compound motors, and differential compound 
motors. Although the speed of each of the motors 
is reduced when the current through the arma- 
ture is increased (load is increased), the cumu- 
lative motor has the greatest decrease in speed. 
Likewise, in figure 19-15 (B) the cumulative 
motor has the greatest increase in torque with 
increase in load. 


MANUAL STARTERS 


Because the armature resistance of many 
motors is low (0.05 to 0.5 ohm) and because the 
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BE.370 
Figure 19-15.—Speed-load and torque-load 
characteristics of shunt and compound motors. 


counter emf does not exist until the armature 
begins to turn, it is necessary to employ an ex- 
ternal resistance in series with the armature 
to keep the initial armature current to a safe 
value. As the armature begins to turn, the 
counter emf increases. Because the counter emf 
opposes the applied voltage, the armature cur- 
rent is reduced. The resistance in series with 
the armature is then reduced either manually or 
automatically as the motor comes up to normal 
speed and full voltage isappliedacross the arma- 
ture. 

The relation between armature current, Іа, 
applied voltage Ea, counter emf, Ec, armature 
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resistance, Кд, and starting resistance, Rs, for 

a shunt motor is 

- Eg 

Іа = ——_— 
Ra + Rs 


Assume that for the shunt motor shown in fig- 
ure 19-16, Ед = 100 volts, Ra = 0.1 ohm, Rs- 
0.9 ohm, and the normal full-load armature 





current is 10 amperes. Without the starting ,Rg:09n 
resistance, the armature current would be MAX. 

E 1 

Ia = 28, & 100 = 1,000 amperes 
Ra 0.1 ARMATURE 
RESISTANCE 
This is 100 times the normal current for the Ra? 0.1 
motor and would obviously burn up the armature 
insulation and cause excessive acceleration 
forces. BE.371 
In order to limit the initial surge of current Figure 19-16.—Shunt motor with manual starting 

to a maximum of 100 amperes (arbitrarily, 10 resistance, 
times the full-load current), the starting resist- 


0.9 ohm. As the speed and counter emf increase, 


ance aC the counter emf subtracts a greater magnitude 
E, -IR, 100 - 100x0.1 of voltage from the applied emf, and the arma- 
Rs =——— в —— = 0.9 ohm ture current is reduced from 100 amperes to 
I, 100 some lower value. When the speed is 500 rpm 
the counter emf is 50 volts and the current is 
The relation of Eg; Ia; the starting resist- 100 - 50 
ance, Rs, motor speed, and counter emf during Ia = 0.1* 0.9 - 50 amperes 
the accelerating period is shown in the curves è è 
of figure 19-17 and in table 19-3. Suppose that at the instant t1, when the motor 
Initially, the full starting resistance of 0.9 speed is 500 rpm, the starting switch is moved 
ohm is inserted in series with the armature re- to the 0.4-ohm tap. The counter emf of 50 volts 
sistance of 0.1. The speed and counter emf are subtracts from the 100 volts applied, leaving 
zero, and the armature current is limitedto 100 50 volts to cause the armature current to again 
amperes by the armature resistance of 0.1ohm, . 100 - 50 . 
acting in series with the starting resistance of increase to 9 47791 = 100 amperes at time 


Table 19-3. —Starting characteristics of a shunt motor. 
























Armature Starting re- Armature 
current sistance volts Counter e.m.f. volts 
(amperes) (ohms) (Ea - IaRs) [Ea - Ia(Ra + Rg)] 





0 

50 

50 

15 

15 
87.5 
87.5 
93. 75 
93.75 
97 
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Figure 19-17.—Shunt motor starting curves. 
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tj. The armature speed and counter emf cannot 
increase suddenly, but rise gradually duringthe 
interval from t; to to. Therefore, the armature 
current is decreased gradually, and at to, when 
the counter emf is 75 volts and the speed is 750 
rpm, the current is 
I, = 100-15 7 50 amperes 

Moving the starting switch to the 0.15-ohm tap, 
the 0.025-ohm tap, and the 0-ohm tapat instants 
to, t3, and t4 causes the motor to accelerate to 
a speed of 970 rpm with variations inthe arma- 
ture current as indicated in the figure and in the 
table. 


AUTOMATIC STARTERS 


If a motor is at a remote location, or if 
a large motor is to be started, it is generally 
desirable to use an automatic starter to bring 
the motor up to operating speed. Although small 
motors are started by means of manually 
operated starters, difficulties are encountered 
when starting large motors. In the manually- 
operated starter, the skill with which the oper- 
ator regulates the magnitude of the starting 
current is dependent upon his experience. Too 
much time may be taken by an overcautious 
operator or the maximum permissible current 
for the motor may be exceededby a careless one. 
In order that time shall not be wasted and the 
motor receive maximum safe current during the 
acceleration period, an automatic device should 
be used that will interpret the conditions of the 
load and act accordingly. 

The following automatic starters will be 
discussed: (1) The time-element type, (2) the 
counter emf type, (3) the shunt current-limit 
type, and (4) the series current-limit type. 


TIME-ELEMENT STARTER 


А time-element starter is one in which the 
resistance in series with the armature is reduced 
a certain amount during each succeeding unit of 
time regardless of the load on the motor. One 
type of time-element starter is shown in figure 
19-18, Initially, the full value of the starting re- 
sistance is inserted in series with the armature, 
and its current is therefore limited to a safe 
value, When the switch is closed, the full-line 
voltage is impressed across the accelerating 
Solenoid and across the shunt field. The solenoid 
immediately begins to draw the iron core up- 
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wards, and the starting resistance is gradually 
cut out of the armature circuit. The speed with 
which the resistance is cut out depends on the 
size of the orifice (the holethrough whichthe oil 
flows) in the dashpot. The smaller the orifice, 
the greater the time delay. The time delay should 
be such that as the speed and the counter emf 
builds up, the starting current is maintained at 
the maximum safe value during the accelerating 
period. During the time required to reach full 
speed, the resistance is completely removed 
from the circuit, 


The advantages of the time-element type of 
automatic starter are that its cost is low, the 
wiring is simple, and starting isgenerally sure. 
The disadvantages are that the amount of load 
cannot be sensed—that is, the resistance is re- 
moved at the same rate whether theloadis heavy 
or light, the motor is not protected on overload, 
and the dashpot is a source of trouble. 


COUNTER EMF STARTER 


The counter emf starter depends for its oper- 
ation on the counter emf developed across the 
armature. As may be seenfrom figure 19-19 (A), 
the solenoid that activates the contacts is con- 
nected directly across the armature, It therefore 
responds to armature voltage, which is only 
slightly higher than the counter emf. 


At start (fig. 19-19 (B)), time to, the arma- 
ture current flowing through the starting resist- 
ance causes a reduced voltage to be applied to 
the armature and the accelerating contactor will 
not immediately close its contacts due to low 
voltage across its operating coil. As the motor 
accelerates, the rising counter emf causes the 
armature current and voltage drop across the 
starting resistance to reduce. At the same time, 
the voltage acrossthearmature increases, When 
this voltage rises to the proper value, time t1; 
the accelerating contactor closes and shorts out 
the starting resistance, thus applying fullvoltage 
across the armature, The accompanying in- 
crease in starting current causes continued ac- 
celeration until the motor comes up to rated 
Speed, and thearmature current is again reduced 
to the normal value. For simplicity, only one re- 
sistor and starting contactor are shown, although 
large motors usually employ severalcontactors 
and several steps of starting resistance. If the 
load is heavy, the acceleration is slower andthe 
rise in voltage on the accelerating contactor 
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Figure 19-18.—Time-element starter. 


operating coil is delayed so that the starting re- 
sistance is not cut out untilthe rise in speed and 
counter emf permits the contactor to close. 

The advantages ofthe counter emf starter are 
that the load isinterpreted andthe resistance cut 
out accordingly, the cost is low, the wiring is 
simple, and the dashpot is not used. 

The disadvantage of the counter emf starter 
is that if the voltage varies the acceleration 
may become erratic. For example, if the line 
voltage rises, the starting resistance may be re- 
moved too soon; and if it falls, the starting con- 
tactor may not be activated at all. The starting 
contactor coils are designed to close the 
contactor on one value of voltage and to operate 
continuously on an increased voltage. Thus, they 
are sensitive to voltage change and will not 
operate properly if line voltage fluctuations 
occur. : 


SHUNT CURRENT-LIMIT STARTER 


The disadvantages of the counter emf starter 
are overcome in the shunt current-limit starter. 
This motor starter employs accelerating con- 
tactors with shunt-type operating coils wound for 
full-line voltage. Each contactor includes anin- 
terlocking series relay, the operation of whichis 
limited by the motor starting current. When the 
series relay closes its contacts, the shunt oper- 
ating coil of the accelerating contactor is ener- 


387 


gized and a section of starting resistance is cut 
out of the armature circuit. This type of motor 
starter thus derives its name from the fact that 
the accelerating contactors are shunt operated 
and the closure of the series relays ‘is limited 
by the magnitude of the armature current, 

Figure 19-20 is a simplified schematic dia- 
gram of a shunt current-limit starter operating 
in connection with a pushbutton starter with no- 
voltage release holding-contacts. When the ON 
button is pressed down momentarily, the no- 
voltage release coil is energized. The holding 
relay contacts and the line contacts are closed. 
The series relay is mechanically released, and 
its contacts would close were it not for the fact 
that the armature current flows through the 
series coil and holds its core up, thus keeping 
its contacts open. Thus, it may be seen that cur- 
rent flows from the negative terminalofthe volt- 
age source through the armature, through the 
starting resistor, through the series relay coil, 
and back to the positive terminal of the voltage 
Source, d 

As the motor speeds up, the counter emf in- 
creases, and the armature current is reduced 
accordingly. The field of the series relay is 
thereby weakened and the relay contacts are 
closed. This action energizes the coil of theac- 
celerating contactor and its contacts close, thus 
shorting out the starting resistor and the series 
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Figure 19-19.—Counter emf starter. 


relay. The full-line voltage is then safely applied 
across the armature. The series relay and ac- 
celerating contactor contacts remain closed until 
the line contacts are opened. 

When the OFF button is pressed, current 
through the no-voltage release coil is interrupted 
and the holding relay contacts, the line contacts, 
and the series relay contacts are opened. Line 
voltage is thus removed from the motor. 

Although for simplicity only one starting re- 
sistor is shown in a practical system, two 
or three are commonly used, Additional -ac- 
celerating contactors and interlocking ‘series 
relays are then used to remove the starting re- 
sistance in steps as the motor comes up to speed, 

The . advantage of the shunt current-limit 
starter is that starting resistance is cut out of 
the armature circuit only after the speedhas built 
up and the motor current has been reduced to a 
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safe value irrespective of line voltage fluctua- 
tions, If the load is too great for the motor to 
accelerate normally, the counter emf cannot 
build up sufficiently to reduce the current through 
the series relay to cause its contacts to fall 
closed. Therefore, the starting resistance re- 
mains in the circuit and the armature is pro- 
tected against excessive current, 

The disadvantage is that the accelerating 
units are complicated and expensive. 


SERIES CURRENT- 
LIMIT STARTER 


The series current-limit type of motor 
starter was designed toaccelerate motors and to 
provide the same protection afforded by the shunt 
current-limit type of starter, but to do the job 
with less complicated equipment. The inter- 
locking series relays are omitted and the 
accelerating contactors are designed to lock open 
on the initial in-rush of starting current. When 
the current falls to a predetermined value the 
contactor closes and shorts out the starting re- 
sistance. 

In the series current-limit starter, the relay 
coil which operates the accelerating contactor 
is series wound—that is, it is connected in series 
with the armature circuit. The simplified circuit, 
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Figure 19-20.—Shunt current-limit starter. 


Chapter 19— DIRECT-CURRENT MOTORS 





showing only one starting resistor, is shown in 
figure 19-21 (A). 

One type of magnetically operated switch 
that makes this type of starter possible is shown 
in figure 19-21 (B). The initial current through 
the coil causes the accelerating contactor to lock 
open. When the current -falls to a certain pre- 
determined value, the switch will close. 

The coil is wound with a few turns of heavy 
wire. When current flows through the coil, the 
movable armature is acted upon by two forces, 
one across the main airgap, the other across 
the auxiliary airgap. The force across the main 
airgap tends to close the contactor; that across 
the auxiliary airgap tends to open it. The flux 
paths are first 1, 2, 3, 4, 5, 6, 1; and second 1, 
2, 3, 7, 8, 9, 6, 1. The first path includes only 
the main airgap. The second includes both gaps. 
When a small amount of current flows through 
the coil, the flux path isprincipallythrough 1, 2, 
3, 4, 5, and 6 and the force exerted across the 
main airgap tends to close the switch. When a 
large amount of current flows through the coil, 
the flux path is through 1, 2, 3, 7, 8, and 9. This 
path includes both the mainandauxiliaryairgap. 


g 
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Figure 19-21.—Series current-limit starter. 


Because the auxiliary gap is smaller, the force 
exerted across this gap to hold the contactor 
open exceeds the force across the main gap to 
close it and the contactor locks open, 

To prevent the flux from rushing through the 
shorter path, 4, 5, 6, and closing the contactor 
before it has time to lock open, a short-cir- 
cuited coil (damper) is placed around this flux 
path, as shown in figure 19-21 (B). As the flux 
links this coil, the induced current inthe copper 
damper sets up a counter magnetomotive force 
that opposes the original flux and causes it to 
take the path through 7, 8, and 9during the time 
that the current is rising. When the series oper- 


. ating coil current levels off at a high value, the 
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flux path 4, 5, and 6 becomes saturatedand suf- 
ficient flux is established through 7, 8, and 9 to 
maintain the contactor in the locked-out 
condition. 

This type of contactor is especially satisfac- 
tory when the motor is always under load. The 
principal disadvantage is that the switch may 
drop open on light load. However, a shunt hold- 
ing coil may be used to prevent this. 


MOTOR EFFICIENCY 


The efficiency of any type of machine is the 
ratio of the output power tothe input power. This 
ratio is commonly expressed as a percent. Be- 
cause all machines have some losses, the ef- 
ficiency will never be 100 percent. Expressed 
as a percentage, efficiency becomes 


efficiency = Output x 100 
input 
efficiency = LI tput x 100 
output + losses 
or 
efficiency = 10р - losses ^, 100 


input 


The first equation is general, The second isad- 
vantageous when applied to electric generators 
and transformers. The third is most useful when 
applied to electric motors. The output must be 
expressed in the same unitsasthe input. For ex- 
ample, if the output is expressed іп horse-power 
and the input is expressed in watts, they can be 
changed to common units by means of the 
relation, 


746 watts = 1 horsepower 
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There, are various types of mechanical and 
electrical losses in d-c motors, some of which 
are common to other types of motors. 

One loss is in BEARING FRICTION, Thistype 
Of friction is reduced by proper oiling. Roller 
bearings have less friction 1055 than sleeve bear- 
ings. However, at excessive speed or under ex- 
cessive load the loss due to bearing friction may 
be appreciable. A loss is also introduced by 
BRUSH FRICTION. This may be reduced by the 
use of a well-polished commutator and properly 
fitted brushes, WINDAGE LOSS is that duetothe 
resistance of thé air toa rapidly revolving arma- 
ture. IRON LOSSES include eddy-current loss 
and hysteresis in thg armature iron. COPPER 
LOSSES include the I^R loss inthe armature and 
field windings. 


As an example, assume that the motor shown 
in figure 19-22 is supplied with 10 amperes at 
100 volts. 

The COPPER LOSS in the field is 

I2 x В = 12 x 100 = 100 watts 
The armature current is 10 - 1, or 9 amperes 
and the COPPER LOSS in the armature is 


12 x R, = 92 x 1 = 81 watts 
Assume that the total MECHANICAL LOSS 
(friction, windage, and so forth) is 90 watts, The 
TOTAL LOSS is therefore 271 watts. The input 
is 


Ea x Ij, = 100 x 10 = 1,000 watts 







1,000w 








INPUT 100w 
Eg =100v FIELD LOSS 
; Ry =100 n 
SPEED 
8lw 
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ARMATURE 
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MOTOR OUTPUT =1,000 -(81+100+90) = 729w 


BE.377 
Figure 19-22.—Distribution of losses ina 
motor. 
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The output is 
input - losses = 1,000 - 271 = 729 watts 
The efficiency is 


129 
1,000 


И it is determined (by means of a prony brake 
test) that the power developed by the motor is 
0.976 horsepower, the efficiency is also deter- 
mined as 


output 


input x 100- 


x 100 - 2.9 percent 


output 





efficiency - input 100 
0.976 x 746 
= ^ 1000 * 100 =72.9 percent 


SPEED CONTROL 


The speed, N, of a d-c motor isdirectly pro- 
portional to the armature counter emf, E,, and 
inversely proportional to the field strength, a " 

А : _ Ес10°р 
Transposing equation (19-8) for N,N = -ŠZP C 
Such factors asthe numbers of poles, P, the num- 
ber of current paths, p, and the total number of 
armature conductors, Z, can be lumped into a 
single constant, К. Simplified, the expression be- 
comes 


KE, 





rpm 
In a shunt motor 
Ec = Eg - I,R, 
and 
K(Eg - Ба) 
Ф 


where Е, is the voltage applied across the arma- 
ture. This is similar to, but not identical with, 
equation (19-9) for a series motor. 

From equation 19-11, itis seen that the speed 
may be INCREASED by DECREASING the field 
strength, and vice versa, or the speed may be in- 
creased by increasing E,., and vice versa. 
Practically, these variations are most simply 
accomplished by inserting a field rheostat in 
Series with the field circuit, or a variable re- 
sistor in series with the armature circuit. 


rpm = (19-11) 


BY ARMATURE SERIES 
RESISTANCE 


Figure 19-23 shows how speed control may be 
accomplished by means of a variable resistor in 
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Figure 19-23.—Speed control by means of arma- 
ture series resistor. 


series with the armature. The circuit isthe same 
as that used inthe motor starter circuit in figure 
19-16. However, the wattage rating is different. 
The starting resistance should only be inserted 
for a short interval, whereas the speed control 
resistance can remain inthe circuit indefinitely. 

In the example 9 the motor shown іп figure 


19-23, assume that Ф as indicated in the previ- 


ous equation, is replaced by the number 10. The 
equation for speed in rpm then becomes 


rpm - 10 [Ea - 1 (R_- в.) 


When Rg is set at zero, the resistance, Ra, of- 
fered by the armature is 0.1 ohm, and Ig is as- 
sumed to be 10 amperes. Therefore, 


rpm = 10 [100 - 10(0+ 0.1)] 


990 


When Rg is increased to 0.1 ohm, Ia is lowered. 
The motor speed is reduced, the counter emf is 
reduced, and I4 is assumed to come back to the 
original value of 10 amperes. At the stable con- 
dition, the new speed is 


rpm = 10 [100- 10(0.1+ 0.1)]- 980 

The rheostatic losses involvedinthis method 
of speed control are appreciable at low speeds 
and the resultant reduction in efficiency makes 
this type of control undesirable ifthe motor is to 
be operated at greatly reduced speed for 
prolonged intervals. 
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BY ADJUSTING THE 
FIELD STRENGTH 


A more economical method of speed controlis 
by rheostatic adjustment of the field current, If 
the field strength is weakened, the speed of the 
motor is increased; andifthe strength of the field 
is increased, the speed of the motor is decreased. 


Figure 19-24 indicates a method of varying 
the strength of the field by means of a field rhe- 
ostat, When the field rheostatis cut out, the field 
current is 1 атреге. The counter emf is 90 volts, 
and the armature current is 10 amperes. The 
MEASURED speed is 900 rpm. When the resist- 
ance of the field rheostat is increased to 11.1 
ohms, the field current is reduced to 0,.9amperes 
and the field flux is reduced, This causes a re- 
duction in counter emf and a sharp increase in 
armature current, which causes an increase in 
force on the armature and an increase inarma- 
ture speed. As the speed builds up, the counter 
emf builds up to 90 volts again, andthe armature 
current is again reduced to 10 amperes. 


The speed corresponding to a field current 
of 0.9 ampere may be computed if it is recalled 
that the speed varies inversely with the fluxand 
that the flux (below saturation) varies directly 
with the current, Thus, if the speed is 900 rpm 
when the field current is 1 ampere it will be 


1 
900 utem 1,000 rpm, when the field current is 


0.9 ampere. 





_BE.379 - 
Figure 19-24.—Speed control by varying the 
strength of the field. 
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BY WARD-LEONARD SYSTEM 


As has been explained in the previous para- 
graphs, the speed of a d-c motor can be con- 
trolled by atleasttwo methods—either the arma - 
ture voltage can be varied, as infigure 19-23 or 
the field voltage canbe variedas in figure 19-24. 
The first method gives a range of speeds below 
the rated full-load speed. The second, gives a 
range of speed above the rated full-load speed. 
The first method takes a way the constant speed 
characteristics from the shunt motor when the 
load varies. The second method permits control 
with a physically smaller resistor and greatly 
reduced power and gives essentially constant 
Speed characteristics at any speed setting of the 
field rheostat provided the field is not weakened 
excessively. With a very weak field the motor 
may stall. The inherent difficulties of both meth- 
ods are removed by the Ward-Leonard method 
shown in figure 19-25. 

The 4-с motor armature whose speed istobe 
controlled, is fed directly from a d-c generator 
armature which is driven by a constant-speed 
prime mover. The d-c field supply tothe gener- 
ator is variable in both magnitude and polarity 
by means of a rheostat and reversing switch, as 


Shown. Therefore, the motor armature is sup- 
plied by a generator having smoothly varying 
voltage output from zero to full-load value. The 
motor field is supplied with a constant voltage 
from the same source as that supplying the gen- 
erator fields. The generator drive power could be 
from a single-phase or three-phase a-c motor, 
from an engine, or other constant- speed source. 
In the same way, the d-c supply can be supplied 
from a rectifier, from an exciter on the end of 
the generator shaft, or from any other suitable 
d-c source. In the figure the field exciter is a 
direct-connected unit on the shaft of the motor- 
generator set. The drive motor for the M-G 
(MOTOR-GENERATOR) set is shown as a 3- 
phase motor. Both the main generator and the 
speed-control motor have commutating poles, 
and in some instances, compensating windings. 


The advantages of this type of speed control 
are that it does away with the armature rheo- 
static losses and instability of speed with vari- 
able loads. 


The disadvantage of this method of speed 
control is the initial expense of the added equip- 
ment—that is, the M-G set with its control 
equipment. 
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Figure 19-25.— Ward- Leonard speed control system. 
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Amplification of voltage and power can be 
accomplished by means of the magnetic am- 
plifier, which employs as its controllable 
element an iron-core saturable reactor. The 
magnitude of the impedance of the saturable 


- reactor depends upon the range of flux change 


that occurs in its core, and this action, in turn 
depends upon the magnitude of the control cur- 
rent. If the control current is varied a small 
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amount, the power delivered to a load is varied 


through a much wider range. Herein lies the 
action of amplification. 


The term ‘‘amplification,’’ in general, refers 
to the process of increasing the amplitude of 
voltage, current, or power. The term ‘‘ampli- 
fication factor’’ refers to the ratio of output to 
input. The amplitude of the input signal and the 
amplification factor determine the level of the 
output signal. 

Magnetic amplifiers are not new devices by 
any means. The principles of magnetic ampli- 
fication were discovered toward the end of the 
19th century, but the magnetic amplifier did not 
reach its present state of development and ap- 
plication until the 1950's. 

The first types were what are now com- 
monly referred to as saturable reactors. Their 
use was limited, for the most part, tothe control 
of large industrial power devices and lighting 
loads, because vacuum andgaseous tubes, partly 
due to their novelty and attractiveness to engi- 
neers, offered serious competition as low- 
powered amplifiers during the first quarter of 
the 20th century. It was not until after the devel- 
opment of the ‘‘self-saturating’’ principle inthe 
1930’s that the device began to find wide applica- 
tion as a low-powered amplifier. During World 
War II, the Germans used magnetic amplifiers 
in a wide variety of equipments, and the United 
States conceived or produced servomechanisms 
and other electronic devices in which they were 
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uséd, At the end of the war the magnetic ampli- 
fier was a ''rising star’’ in electronics. 

‘For a time in' the 1950's, it appeared that 
the transistor would doom the magnetic ampli- 
fier. However, it was soon realizedthat alltypes 
of amplifiers have advantages and disadvantages 
for different applications. Today, the magnetic 
amplifier finds its proper place alongside, and 
in many cases in conjunction with, transistors 
and tubes in hybrid composite circuits. ` 

The magnetic amplifier combines many ofthe 
advantages of boththe vacuum tube andthe thyra- 
tron (a gas tube with a control grid) and, in ad- 
dition, contributes several of its own charac- 
teristics to advantageous uses in handling large 
amounts of power. Although their ability to 
control large amounts of power is an important 
feature, they are also well suited and frequently 
used in devices involving signal or voltage am- 
plification. It is usually necessary or desirable 
to add control currents from several different 
sources, This is easily accomplished by putting 
additional windings on the magnetic amplifier 
core, 


The magnetic amplifier has certain advan- 
tages over other types of amplifiers. These in- 
clude (1) high efficiency (90 percent); (2) re- 
liability (long life, freedom from maintenance, 
reduction of spare. parts inventory); (3) rug- 
gedness (shock and vibration resistance, over- 
load capability, freedom from effects of 
moisture); and (4) no warmup time.;The magnetic 
amplifier has no moving partsand canbe hermet- 
ically sealed withina case similar to'the conven- 
tional dry type transformer. ` 


Also, the magnetic amplifier has a few dis- 
advantages. For example, it cannot handle low- 
level signals; it is not usefulat high frequencies; 
it has a time delay associated with magnetic ef- 
fects; and the output waveform is not an exact 
reproduction of the input waveform. 
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The magnetic amplifier is important, how- 
ever, to many phases of naval engineering be- 
cause it provides а rugged, trouble-free device 
that has many applications aboard ship and in 
aircraft, Theseapplications include throttle con- 
trols on the main engines of ships, speed, fre- 
quency, voltage, current, and temperature 
controls on auxiliary equipment; fire control, 
servomechanisms, and stabilizers for guns, 
radar, and sonar equipment. 


CHARACTERISTICS 


The basic component in any magnetic ampli- 
fier circuit isa saturable reactor. Any magnetic- 
cored reactor can be saturated if sufficient cur- 
rent flows in a winding on the core. Thus, ina 
sense, all reactors with magnetic cores could be 
classified as saturable reactors. However, such 
a unit designed for magnetic amplifiers has a 
very special core, compared to a unit designed 
for use as a linear reactor or transformer. 

As an amplifier, the nonlinear reactor is used 
alone or with additional electronic components to 
control the power that is delivered to a load. In 
its simplest form, it consists ofa magnetic core 
and two windings—a load or gate winding, and a 
control or signal winding. The load winding is 
generally in series with the a-c power source and 
the load. The control winding is generally con- 
nected in series witha d-c control power source. 
In more useful and complex circuits, the unit has 
multiple cores, multiple load and control 
windings and, possibly, additional windings for 
bias and feed-back. Rectifiers are also a part of 
self-saturating circuits, and of saturable reactor 
circuits if a d-c load is involved, Such circuits 
are classified as amplifiers because they are 
used to control the amount of power deliveredto 
a load in the load circuit by amplification of a 
lesser amount of power in the control circuit. 
This is the general definition of any amplifier. 

Many magnetic amplifiers look like trans- 
formers. Some small units appear to be small, 
hermetically sealed plug-in relays. Some have 
windings on an uncased magnetic core and look 
like a doughnut, Many high grade, two- winding 
transformers could be used asthe basic element 
to form а poor magnetic amplifier, but this is 
not usually done. 


REVIEW OF MAGNETICS 


Every magnetic amplifier reactor containsa 
core of magnetic material. The shapeofthe core 
and the characteristics of the core materialare 


Similar to the cores used in iron-core trans- 
formers and linear reactors; but the core usually 
has special magnetic characteristics which give 
the reactor the extreme nonlinearity that high 
gain magnetic amplifiers require. Because of 
this special core material, complete understand- 
ing of magnetic amplifiers requires morethana 
knowledge of linear transformer and reactor 
theory; however, knowledge ofthose fundamental 
principles is necessary before certain deviations 
can be appropriately applied. 

Information on magnetism and magnetic cir- 
cuits was discussed in detail in chapter 80f this 
manual. | 


It is the intent ofthe discussioninthis chapter 
to build upon these basic considerations and de- 
velop the subject of magnetic amplification 
in greater detail. 


Magnetic Variables 


If a good understanding of magnetic circuitsis 
to be achieved, the magnetic variables involved 
and their units of measurement must be 
considered, In the following paragraphs some оѓ 
these are described. 

INDUCTANCE.—Basically, the magnetic am- 
plifier is nothing more thana controlled variable 
inductance in series with an a-c power source and 
a load. It may be recalledthat any coil possesses 
a property of electrical inertia called inductance. 
The inductance ofa coil may be increased by pro- 
viding it with an iron-core. The inductance of 
coils with magnetic cores may be determined 
with fair accuracy by the following formula: 


1.256N7A x10? 
Lé Sy 


Inductance in henrys 


2 
и 


Number of turns 


Area of core in square centimeters 


u = Permeability of magnetic material 


_ 
1 


Length of соге іп centimeters 


Permeability is a measure of the relative 
ease with which flux flows in a material. The 
permeability of air is one (1). The permeability 
of the core ofa coil canbe increased if the air is 
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replaced by sometype of ferromagnetic material 
such as iron or steel. By observation of 
the preceding formula, it can be seen that if the 
permeability (4) is increased by 1,000 when the 
iron core is inserted, the inductance will be in- 
creased 1,000 times over the inductance of the 
same coil with an air core. 

Figure 20-1 shows a simple magneticampli- 
fier in which the ironcoreisphysically moved in 
and out of the coil to vary the inductance 
and hence the inductive reactance of the coil. 
When the iron core is completely within the coil, 
the inductance of the coil is maximum. There- 
fore, the voltage drop across the inductance is 
maximum, reducing the voltage across the load 
resistor Ry, to a low value, However, removing 
the core from the coil lowers the inductance of 
the coil (hence the impedance ofthe circuit), de- 
creasing the voltage across the inductance and 
increasing the voltage across the load to nearly 
115 volts, In effect, this is the operating principle 
of a magnetic amplifier. Since it requires re- 
latively few watts of power to move the core 
within the coil, which in turn can control perhaps 
several horsepower, the device is an amplifier. 







OUTPUT 
LOAD 
POWER INCREASE 15V A-C 
t 
O SUPPLY О 
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Figure 20-1.—Varying coil inductance. 


MAGNETIZATION AND PERMEABILITY 
CURVES.—Although the arrangement just de- 
scribed is effective, control of the permeability 

: of the coil core is normally obtainedby saturat- 
ing the core with a relatively small amount of 
d-c or properly phased a-c voltage. An 
unsaturated core provides a relatively high im- 
pedance to the circuit. A saturated core, how- 
ever, acts similar to an air core, offering 
practically no impedance except for the low d-c 
resistance of the coil. 

When current flows through a coil, a mag- 
netic force is set up across the coil, the inten- 
sity of which depends upon the amount of current 
flowing through the coil. Thisforce ina magnetic 
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circuit may be compared to the voltage of an 
ordinary electric circuit. The magnetomotive 
force sets up a fluxabout the coil, which is com- 
parable to the current of an ordinary circuit and 
has a density which depends on the reluctance of 
the core of the coil. The core reluctance, which 
may be compared to the resistance of an electric 
circuit, has a value which depends on the 
material forming the core. The reluctance ofan 
air core remains constant regardless of current. 
This results іп an increase of Пих density which 
is proportional to the increase in n both current 
and magnetomotive force. 

When a magnetic substance makes up the core 
of a coil, the reluctance is no longer constant, 
regardless of current. Instead, as a current 
begins to flow, the reluctance is very low and 
the flux is very high compared to that existing 
in anair-core coil under similar conditions, With 
an increase in current, the reluctance gradually 
increases and the rate-of-flux increase is 
reduced. After the current reaches a certain 
value, which depends on the core materialused, 
the reluctance increases very rapidly until its 
value approaches that of air. In this region, 
around point b in figure 20-2, any further in- 
crease in current will produce no appreciable 
increase in flux. This condition is known as sa- 
turation. 
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Figure 20-2.—Magnetization and permeability 


curves. 


As previously stated, an iron-core coil that 
is saturated acts similar to an air-core coilfor 
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it offers practically no impedance to changes in 
current except for the low d-c resistance of the 
coil. This stems fromthe factthat the inductance 
of a coil is proportional to its incremental per- 
meability, which is the ratio of a small change 
of flux density. AB, over a correspondingly 
small change in magnetizing force or ampere- 
turns, AH. (Incremental » = AB / AH.) 

This can be graphically shown by considering 
a typical magnetization curve, suchas that shown 
in figure 20-2. The flux density, B, is shown in 
kilogausses and the magnetizing force, H, is 
shown in oersteds which are proportional toam- 
pere turns. The inductance of the coil is propor- 
tional to the rate of change of flux density, B, 
with respect to magnetizing force (ampere- 
turns), Н. It will be seen that in the region of 
the curve around point a, a small change of am- 
pere turns, AH, will produce a large change 
of flux density, AB. This represents the un- 
saturated condition of the coil, and therefore its 
inductance is large. 


In the region of the curve around pointb, the 
same small change of ampere turns, Н, willnow 
produce only a very small change in fluxdensity, 
B. This represents the saturated condition of the 
coil and its inductance inthisregionis very low. 

An application of the basic saturable reactor 
may be found in a special type of filter choke 
that is often used in power supplies where the 
current drain varies considerably. They are 
called swinging chokes and are designed to 
operate on the portion of the curve between point 
a and b. For low values of current, their in- 
ductance values are quite high. For high values 
of current, their inductance values are low since 
the core has become saturated. 


The airgap in the swinging choke is much 
smaller than in the ordinary filter choke and, 
consequently, the total reluctance or opposition 
to the magnetic lines of force through the core 
is small. This permits the choke tobecome sat- 
urated for high values of current. This type of 
choke has special applications in circuits where 
the direct-current variations are quite large, 
since it has been found that they give better 
direct voltage regulation with varying amounts 
of direct current, That is, the voltage drop across 
the choke remains nearly constant even though 
the amount of current varies over a wide range. 

The magnetic amplifier works on the princi- 
ple that varying the average magnetizing force 
will vary the inductance. Referring again to 
figure 20-2, the curve from the origin to the 


region below point c is quite steep and approxi- 
mately straight. The inductance in this region 
is therefore high but constant, that is, given 
changes of ampere-turns will produce high but 
constant changes in flux density, Operating the 
coil in this region will therefore produce little 
or no change in inductance for changes inampere 
turns and no amplifier-action will result. 


The region of saturation around point b is 
relatively flat, so that the inductance around this 
region is very small and changes very little with 
changes in ampere-turns. Operation of the coil 
in this region will also be unsuitable for ampli- 
fier action. 

In the curvedor nonlinear portion of the curve 
around point c, the inductance changes quite ra- 
pidly with small changes of ampere-turns; that 
is, the rate of change of flux density with respect 
to ampere-turns is large. This region isthe de- 
sired operating region of the coil for magnetic 
amplifier action because small changes of 
average ampere-turns produce large and signi- 
ficant changes of inductance, therefore producing 
high gain. 


D-C EXCITED REACTOR 


The electrical arrangement of a reactor is 
shown in figure 20-3 (A). The reactor consists of 
a laminated magnetic core, a magnetic circuit 
length 1, a cross-section area A (width w of a leg 
times the height h of the stack of laminations), 
and a coil of N turns that is excited by a d-c 
power source. Core length, width, andheight are 
usually measured in centimeters or inches. Fig- 
ure 20-3 (B) shows a d-c magnetization curve, 
the static magnetic characteristics of a core 
material, 


Assuming no previous magnetization and E 
set so Н is at point О, В will then be at 0. In- 
creasing E will apply a magnetizing force H to 
the core due to current flow in the coil and this 
will create a magnetic flux density B within the 
core material. Thus, as H increases to + Hm, 
B increases to + Bm. From point 0 to (1) (fig. 
20-3 (B)) B increases rapidly as H increases, 
and from point (1) to (2) an increase in H to 
+ Hg causes only a small increase in В. At 
point (2) any further increase inH causes no ap- 
preciable increase in B, this being the point of 
saturation + Bg. Then as E is lowered so that 
H decreases to 0, Bwillalso decrease; however, 
the retentivity of the core does not allow B to 
decrease to 0 as H does. As H decreases to 0, 
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Figure 20-3.—D-c excited reactor and the magnetization curve. 
The 0 to (2) portion of the curve in figure 


20-3 (B) isknownas the d-c magnetization curve. 
It shows the static B-H relationships for a unit 


B decreases to point (3) (the remanence level 
+ Br). To reduce B to 0a coercive (reversed) 
magnetizing force -Hç would have to be applied. 
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length and unit cross sectional area of the core. 
It does not show the total flux Фф established, 
nor the magnetomotive force F applied. 


A-C EXCITED REACTOR 


The reactor of figure 20-3isd-c excited; and 
unless the polarity of E can be reversed, H can 
be applied in only one direction and flux 
established in only one direction. Both are shown 
as positive in figure 20-3. 

A curve in both the positive and negative di- 
rections will be generated when the reactor is 
excited by a.c., as in figure 20-4 (A); and a B-H 
or hysteresis loop for the material willbe need- 
ed to show the B-H relationship. Figure 20-4 (В) 
shows a plot of E, B, H, andI for the circuit, 
with proper phase relationships if the reactor 
were operated as a linear reactor having only 
inductance and no resistance. This would mean 
that the B-H loop wouldhave to be symmetrically 
located along the dashed line between points 1-4 
and that no degree of core saturation was 
reached—an impossible condition because of ma- 
terial nonlinearity and a coil with resistance. 

If the core flux density is zero and E is ap- 
plied at the O°point of its cycle, the first 
quarter cycle of E will cause a current to flow 
in N and apply an H, establishing B along the dot- 
ted line between points 0-1. This portion, which 
is the same as for the d-c excited reactor, is 
the magnetization curve. The next quarter cycle 
will reduce В to point 2, During the next half 
cycle, B will move from point 2 to points 3, 4, 
and 5. The flux density will be at point 5 at the 
beginning of the next cycle of H. After a few 
cycles, the dynamic B-H loop willbe established. 
It will be somewhat wider thanif established with 
d-c excitation. 

Since the assumed circuit is entirely in- 
ductive in nature, examine itsoperation during а 
later cycle of E, beginning at point 40f the loop. 
I, H, and B willbe foundto lag E by 90°. The flux 
in the core willalwaysassumea shape, dependent 
on the core's characteristics, that willtend to 
cause the self-induced voltage ofthe coilto be of 
the same shape as E, H and Iare not always the 
same shape; but in this casethey are, because it 
is assumed that the B-H loop isnotas shown, but 
lies along points 1-4, that itis symmetrical, and 
that the same degree of core saturation exists 
during the entire cycle of H. 

Actually, for this B-H loop and operation, 
somewhat less than saturation is shown in figure 
20-4 (B). I and H will be a peaked sort of sine 
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wave; but B will remain a good sine wave. B, H, 
and I willlag E by less than 90^ because of re- 
sistive, eddy current, and hysteresis losses. 


EFFECTS OF SPECIAL CORE 


It has already been mentioned that cores for 
magnetic amplifiers should have special char- 
acteristics. These special characteristics are 
best identified in terms of the B-H loop of the 
matérial. It is desirable to use a material having 
a rectangular B-H loop, as shown in figure s 20-4 
(C) and 20-5 (A). However, the degree of rectan- 
gularity illustrated cannot actually be achieved; 
even with the best materials the loop willbe tilted 
slightly clockwise. If such a core is used in fig- 
ure 20-4 (A), the important thing to note from 
figure 20-4 (C) is that H and Iare square waves 
so long as core saturation is not reached; В and 
E are sine waves; and if the loadpresented to E 
is purely inductive, B, H, and I lag E by 90°. 
But even though H and I are nearly square for 
high quality cores until saturation is reached, 
the magnetic amplifier circuits are mostly re- 
sistive after saturation; and the variables are 
nearly in phase with each other. 


Various types of nickel-iron alloys that have 
more suitable magnetic properties than previous 
ones for use as core materials for saturable 
reactors have been developed and are commer- 
cially available. These materials are the (1) high 
permeability alloys and (2) grain-oriented al- 
loys. 


High-permeability materials, suchas Perm- 
alloy A, Mumetal, 1040 alloy and equivalents have 
low and intermediate values of saturation flux 
density but relatively narrow and steep hys- 
teresis loops. These materials are used exten- 
sively as the cores in low-level input amplifier 
stages. 


Grain-oriented materials, such as Orthonol, 
Deltamax, Hypernik V, Orthonik, Permeron, and 
equivalents, have higher values of saturation flux 
density and more rectangular-shapedhysteresis 
loops (fig. 20-5 (A)) than the high-permeability 
materials. Grain-oriented materials are refer- 
red to as square-loop materials because of the 
flat top andbottom ofthehysteresisloop. A con- 
ventional loop is shown in figure 20-5 (B). These 
grain-oriented materials are used as the cores 
in high-level output amplifier stages in which 
maximum permeability occurs close to 
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Figure 20-4. —A -c excited reactor, B-H loop, and waveforms. 
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saturation flux density, resulting ina substantial 
increase in the power-handling capacity for a 
given weight of core material. 





(A) SQUARE LOOP 


(В) CONVENTIONAL LOOP 


BE.385 
Figure 20-5.-— Hysteresis loops. 


In the manufacture of saturable cores, the 
characteristics of the grain structure ofthe ma- 
terial can be altered considerably by rolling and 
annealing processes. 

A great improvement in the magnetic prop- 
erties of some materials is obtained by cold- 
rolling the material before it is annealed. The 
cold-rolling process develops an orientation of 
the grain in the direction of rolling. If a mag- 
netizing force is applied to the material so that 
the flux is in the direction of the grain, a rec- 
tangular hysteresis loop is obtained. Thus, in 
some materials cold-rolling produces alniost 
infinite permeability up to the knee and almost 
complete saturation beyond the knee. 


TRANSFORMER PRINCIPLES 


There is a wide difference betweenthe opera- 
tion of a transformer andthe operation ofa mag- 
netic amplifier. The transformer, except in 
special purpose applications, is operated as 
nearly linearly as possible; it is requiredto re- 
produce the voltage  waveshapes faithfully. 
Normally, it uses a magnetic core at the 
low frequencies to provide а good magnetic flux 
path and produce a high inductance with few 
turns, and to couple the windings closely for high 
efficiency. The magnetic amplifier also has a 
magnetic core to provide a good magnetic flux 
path and allow the core to be saturated easily, 
but it does not faithfully reproduce the wave- 
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forms of the power source. Until saturation sets 
in, however, magneticamplifiers, transformers, 
and linear reactors have much in common, and 
a refresher in the fundamental principles of 
transformers should make the operation of mag- 
netic amplifiers easier to understand. 

The transformer shown infigure 20-6 (A) has 
a common type construction for small, two- 
winding powerandaudiotransformers. However, 
assume that this transformer has a core ofhigh 
grade material—a rectangular B-H loop which 
is slightly tilted—and that E is not sufficient in 
amplitude to cause core saturation. With switch 
S1 open, apply E to the primary winding term- 
inals 1 and 2. This will cause a small current, 
known as the magnetizing current Im, to flow in 
the primary. (See fig. 20-6 (B).) The current I,, 
establishes a flux, labeled Фр, in the core. It 
divides and circulates throughout the legs uni- 
formly, creating the same flux density in all 
parts of the core. The flux induces voltages in 
the same direction in both windings. 


The windings are marked with dots to indi- 
cate relative polarities between the two wind- 
ings. The primary and secondary windings are 
wound on the same leg, in the same direction; 
and the induced voltages are positive at the 
upper ends.of both windings during the positive 
half cycle of Ep. The primary induced voltage 
opposes rather than aids the supply voltage E. 
It is usually stated that the induced voltage is 
equal and opposite to the applied voltage. This 
is a true statement in a sense, but it would be 
more accurate to state that it is equal and in 
opposition to the applied voltage. То oppose 
completely the applied terminal voltage, it would 
have to be equal in amplitude and phase at every 
point of the applied voltage. If that were the 
case, no magnetizing current would flow. 


The primary induced voltage can never 
quite equal the terminal voltage because of the 
resistive drop and the necessity of keeping the 
flux established. Therefore, the exciting current 
is automatically regulated to a very low value, 
usually less than 10 percent of the secondary 
load current. The induced voltage of the 
secondary is also positive for the reasons 
mentioned above (wound in the same direction, 
located on the same core leg, and cut in the 
same direction by the flux), and for other rea- 
sons. If the primary and secondary are wound 
in the same direction but located on different 
core legs, the relative polarity of the induced 
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Figure 20-6.—An ordinary transformer and 
waveforms, 


voltages will be opposite. The ratio of the 
primary to secondary voltage amplitudes is de- 
pendent on the turns-ratio Np/N,: 


If S1 is closed, (fig. 20-6 (A)) allowing a cur- 
rent to flow in the secondary winding and Rz, the 
action when power is transferred from the 
primary to secondary circuits is as follows: 
Since the secondary voltage is positive atterm- 
inal 3 during the positive half cycle of E and is 
the source voltage for the load, current willflow 


401 


upward through RT, as shown in figure 20-6 (A), 
during the positive half cycle of the source volt- 
age E. This load current through the secondary 
will set up a flux 9g, which is in the opposite 
direction to the flux created by the primary ex- 
citing current Im. This tends to cancel the in- 
duced voltages of the primary and secondary, but 
in doing so it causes an increase inthe primary 
winding current, Thus, the load current is re- 
flected back to the' primary winding due to the 
coupling of the windings and the opposition that 
the secondary flux provides. This increase inl 
is dependent on the value of the secondary cur- 
rent Is andthe turns-ratio between the secondary 
and primary: 


IpN5 = 1535 
This is known as the law of equal ampere-turns; 
it will always hold true. Figure 20-6 (B) shows 


the waveforms. Note that Ip isthe algebraic sum 
of Im and IR}, 


While a great deal more could be said on 
transformer principles, the preceding points 
provide some information needed for under- 
standing the operation of magnetic amplifiers. 


FLUX ACTION IN CORE MATERIAL 


The realkey to understanding magnetic am- 
plifier operation lies in a knowledge of the flux 
action in the core materials used inthe magnetic 
amplifiers. Just as an understanding of vacuum 
tube amplifiers requires analysis using tube 
curves, understanding magnetic amplifiers re- 
quires reference to the B-H curves for the core 
material, Since the core materials normally used 
for magnetic amplifiers differ considerably from 
those normally used in linear reactors andtrans- 
formers, acloser examination of these materials 
and an introduction to the phenomenon of satura- 
tion should be valuable. 

Assuming that the reactor of figure 20-7 (A) 
has a core material possessing a B-H loop 
characteristic as in figure 20-7 (B), the supply 
voltage will cause the flux to vary over certain 
limits which depend on the amplitude and fre- 
quency of E, the cross section area A and the 
characteristics of the material, and the number 
of turns Ny, The fundamental equation of trans- 
formers relates these variables and states 


Erms = 4.44 NAfBs x 10-8 
where Bg is the flux density, «Bg or -Bs, re- 


quired for saturation of a given material grade 
or type. 
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Figure 20-7.—4 saturating reactor, B-H loop, and waveforms. 


The flux density can be varied by varying E. 
If E is a smaller amount than that required to 
satisfy the previous equation, the flux density 
during a cycleofE willvaryover smaller limits. 
The two inner dotted B-H loops (fig. 20-7 (B)) 
depict the operation for two reduced values of 
E. The material does not reach Saturation, arid 
à very low value sine wave of voltage is devel- 
oped across Rr, because only a small value of 
magnetizing current Im flows in the circuit. The 
Proper value of E will just barely cause core 
saturation, 


Increasing E above the rms value calculated 
for core saturation will materially change the 
Operation of the circuit from that of a reactor 
where a reduced E is appliedtoa very nonlinear 
reactor. 


402 


Assume that several cycles of E have elapsed 
and that the flux density is at -B, or point 1 
when E begins a new cycle. When sufficient 
magnetizing force is applied, flux density begins 
to change, first decreasing toward 0 and then 
increasing toward «Bg. As the flux changes be- 
tween the two levels of B,, the impedance of 
Ny, is very high because the permeability of the 
material in this region is very great--as high 
as à million—and the impedance of N, is in- 
creased by this value of и over what it would 
be for the same coil with an air core, which has 
а # value of unity. Since only a small value of 
magnetizing current flows in the circuit during 
this time, the high impedance of Ny, will drop 
nearly all ofthe circuit voltage. Ata flux density 
level of * Bs, the core saturates; effective per- 
meability becomes very low; the impedance of 
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Nr, is very low; and most ofthe circuit voltage is 
dropped across Кү. Since the levels of Вв and 
By are almost the same for the material de- 
picted, the core is essentially saturated for the 
rest of this half cycle of E. Note the waveshape 
of the voltages across Ny, and R, (fig. 20-7 (C)). 
As sufficient negative magnetizing force is ap- 
plied, the flux density moves between + В, and 
-Вү; and №, regains its high impedance prop- 
erties. At some point in the negative half cycle, 
saturation is again reached at -В.; апа Ку drops 
nearly all of the circuit voltage. The flux density 
level is at -By at the beginning of the next half 
cycle. 

Several important points should be apparent 
from the circuit of figure 20-7and its operation, 
A core material with a rectangular B-H loop is 
highly desirable for high gain magnetic ampli- 
fiers because little magnetizing force is re- 
quired to produce saturation abruptly. The core, 
when fully saturated, has a very low permea- 
bility; but its permeability is extremely high when 
it is not saturated. The permeability of a ma- 
terial is the slope of a line tangent to a point on 
the B-H loop and varies from a very high value 
along the vertical portion to a low value at 
saturation. Also, NL is a nonlinear impedance 
which, for all practical purposes, can be 
neglected except when the flux density is chang- 
ing levels; a stationary coil on a stationary core 
must be cut by changing flux level to possess 
the property of inductance. 


Desirable Core Properties 


The properties desirable in a core material 
are a rectangular B-H loop, minimum width, and 
a high level of maximum flux density. The high 
degree of rectangularity is needed to provide 
abrupt changes from unsaturated to saturated 
states, and vice versa, while steep sides repre- 
sent high permeability; a narrow width for the 
B-H loop represents high control sensitivity, 
and low hysteresis and eddy current losses; and 
high maximum flux density represents good 
power handling capabilities. In other words, 
the B-H loop of the ideal material would be a 
long vertical line which changes abruptly toa 
horizontal line at saturation. 


Core Shapes 


Cores for high-quality, low-powered mag- 
netic amplifiers are usually toroidal, ring, or 
U shaped. The E-I апа C cores are limited to 


high-powered amplifiers, but may find applica- 
tion if economy is a more important factor than 
high gain. (See fig. 20-8.) 

Because of reduced airgaps, the toroidal and 
ring cores have the best magnetic -properties 
of the group. The ring core stack is made up 
of individual washers punched from sheets of 
core material. Thetoroidal, a strip oftape from 
a sheet, is wound into a doughnut- shaped core. 
AC-shaped core is wound from a strip of tape 
into an oblong loop form and then sawed into two 
pieces. The joint faces are precision ground 
to reduce the amount of the airgap when they 
are held together with a high tension core band. 
The U and E-I cores are made by stacking and 
interleaving lamination pieces. The U cores in 
small magnetic amplifiers are generally of a 
nondirectional material. The effective airgap 
is small because the end legs are twice the 
width of the side legs and the flux flows from 
lamination to lamination at the corners; how- 
ever, the cross sectional areas of the end legs 
and side legs are the same. For this reason, 
and because of economy of coil construction, 
the U core finds considerable low-level appli- 
cation. The E-I core has the largest airgap. 
Generally it is used only in ordinary trans- 
formers and in large low gainamplifiers. Any 
Small airgap has the effect of materially re- 
ducing the permeability—tilting the B-H loop. 

АП the cores depend upon deposited or 
residual oxides to insulate the washers, turns . 
or tape, or laminations from one another in 
order to reduce eddy currents, Eddy currents 
effectively increase the width of the B-H loop. 
Thin tape strips or laminations also reduce 
eddy currents, Since materials thinner than 
about 0.002 inch have strains introduced during 
cutting and punching, cores are generally made 
from 0.002- to 0.014-inch material. Because 
of eddy current losses, thinner material is 
needed for 400- and 800-Hz amplifiers than 
for 60- Hz amplifiers. 


BASIC MAGNETIC AMPLIFIERS 


The basic circuit for controlling the load 
power by means of a control winding is illustrated 
in figure 20-9. Both windings are on a common 
core; the primary is usually referred to as the 
control winding. 

The primary winding is supplied with a d-c 


` source for control purposes. A potentiometer 
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is connected in series with this circuit and is 
used to control the amount of current flow. This 
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Figure 20-8.—Some typical core shapes. 
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Figure 20-9.—A basic magnetic amplifier. 


current flow will establish a unidirectional flux 
in the core at a level depending uponthe amount 
of d-c magnetizing force. The second winding 
is connected in series withana-c source and the 
load, which is shown as a lamp. 

Changes of current through the control wind- 
ing correspond to variations in magnetic field 
intensity (ampere-turns). Referring to figure 
20-2, these variations over the portion of the 
curve between the origin and point a will produce 
little or no change in inductance or permeability 
due to the nearly straight characteristic of the 
curve. In order for these changes in current to 
produce changes in inductance, they must take 
place on the curved portion, or kneeofthe curve. 
This means that sufficient current must flow 
through the control winding to place the operating 
point at the knee, such as at point c. This is 
very similar to setting the operating point of a 
vacuum tube by means of bias. 

With the coil operating on the knee of the 
magnetization curve, a small increase of cur- 
rent through the control winding will lower the 
inductance of the coil, or permeability of the 
core, because the magnetization curve's direc- 
tion or slope is moving toward a horizontal di- 
rection. As a result, the a-c reactance of the 
load winding is decreased. The decreased im- 
pedance of the load circuit will then allow a 
larger current to flow, thereby increasing the 
power developed across the load. With the core 
completely saturated, the load winding reactance 
drops to nearly zero, leaving onlythe resistance 
of the copper wire to impede the flow of cur- 
rent. Under this condition, the maximum supply 
voltage will be applied to the load; thus the lamp 
will be brightest. Conversely, decreasing the 
current through the control winding will increase 
the reactance of the load coil, thereby decreas- 
ing the power developed across the load. 

In the region between the origin and point a 
on the curve infigure 20-2, the core permeability 
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(coil inductance) is maximum, resulting in 
minimum load current and, minimum output 
power. Since the reactance ofthe load coil wind- 
ing has been changed by varying the degree of 
core saturation, the device is referred to as a 
saturable reactor, The following rule willapply 
to any saturable reactor or magnetic amplifier: 
a control current which tends to saturate the 
core will increase the output of the amplifier, 


IMPROVED MAGNETIC AMPLIFIER 


The basic magnetic amplifier circuit shown 
in figure 20-9 is very inefficient because of 
transformer action between the two windings. 
The alternating flux from the secondary will 
induce a voltage into the primary control winding. 
If the control winding has a large number of 
turns, the voltage may become excessive and 
may even break down the insulation. 

Another reason why this form of magnetic 
amplifier is seldom used is the fact that the 
control winding would act as a short-circuited 
secondary. This would dissipate a considerable 
amount of a-c energy that is applied to the 
control winding. It is possible to prevent this 
loss by inserting an isolating impedance, in the 
form of an inductance, in series with the control 
winding, Another method of preventing this 
loss is by utilizing a three-legged core. This 
method is described in detail. 


THREE-LEGGED CORE 


The transformer action previously mentioned 
would also cause an oScillating flux in the core 
and the usual B-H hysteresis loop of the core 
material would be traced out during one full 
cycle of the a-c source voltage as intransformer 
operation. In order for this circuit to function 
as an amplifier, sufficient d-c magnetizing force 
is required to counteract the a-c flux, and an 
additional amount of d-c magnetizing force is 
needed to set the operating point. 

A much more satisfactory arrangement fora 
saturable reactor is shown infigure 20-10. This 
figure shows a three-legged core having an a-c 
winding on each outer leg connected in series 
and the d-c control winding on the center leg. 
In the center leg of a saturable reactor of this 
type, any alternating flux produced by one of the 
a-c coils is balanced by the flux produced by the 
other a-c coil. This is true only when both a-c 
coils have an equal number of turns and are 
connected either in series or parallel such that 


the flux fields produced by the two coils oppose 
each other through the center leg. This is shown 
by the dotted lines in figure 20-10. 

Since these forces are opposite and equal, 
they do not pass through the center leg but join 
in a common path through the outer legs of the 
core. This is shown by the broken lines in 
figure 20-10. The figure also shows that the 
current through the d-c winding on the center 
leg of the core produces a magnetic flux as 
indicated by the arrows on the solid lines. The 
flux lines are caused by the direct current flow 
in two paths, as shown, and magnetize the entire 
core. Although the d-c coil is used to magne- 
tize the cores of the a-c coils, noa-c voltage is 
induced into the control coil when a three-legged 
reactor is used. 

During operation, variation of current in the 
control coil will vary in magnetization of the 
core. As has been shown previously, when the 
magnetizing force is altered, the permeability 
of the core is varied and, inturn, the inductance 
of the a-c coils isalso varied. In other respects 
the three-legged magnetic amplifier functions 
similar to the basic circuit. 

As mentioned previously, the a-c coils can 
be connected either in series or parallel. The 
series-connected a-c coils offer the advantages 
of higher voltage gain and faster response 
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Figure 20-10.—A magnetic amplifier with 
a three-legged core. 
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characteristics. The parallel-connected a-c 
coils are capable of handling loads with medium 
to high current consumption as may be required 
by large servomotors. The time of response is 
longer for the parallel windings; however, this 
is discussed later in the chapter. 


HALF-WAVE RECTIFIER 


Another improvement to the basic magnetic 
amplifier is the use of half-wave rectifiers. 
A description of a simple half-wave circuit 
(fig. 20-11) will be given as an example of the 
operating principles of the magnetic amplifier. 

In the example of figure 20-11 (A), the solid 
arrow at the source indicates the direction of 
current flow through the circuit during the 
positive half cycles of applied voltage, eac. The 
polarity markings (dots at one end of the wind- 
ings) are indicative of the way the turns are 
wound on the core. The dotted endsof the wind- 
ings on а core are assumed to always have a 
particular instantaneous polarity with respect 
to the undotted ends of the windings. Also, the 
dotted ends oftwo or more windings ona common 
core are considered to have the same instan- 
taneous polarity with respect to each other. For 
example, in figure 20-11 (A), if the voltage 
applied to the control winding is of a polarity at 
some instant to cause current to flow INTO the 
dot- marked end of that winding, the induced volt- 
age of the other winding will be of a polarity (at 
the same instant) such asto cause current to flow 
OUT of the dot-marked end of that winding. The 
control voltage, ec, is assumed to be a direct 
voltage. The rectifier arrow-heads are pointed 
against the direction of electron flow. 


FUNCTION OF RECTIFIERS 


Rectifiers are placed in the load and control 
circuits to prohibit current flow in the control 
circuit during the gating half cycle and in the 
load, or gating circuit during the reset half 
Cycle. The magnetic amplifier is not an ampli- 
fier in the sense of a step-up transformer. 
Voltages generated by mutual induction (trans- 
former action) between the control and load 
windings exist in these windings, but they have 
only a small effect on the amplifier operation 
under the established conditions. 

During the first half cycle (solid arrow of 
Source) of the applied voltage, the direction of 
the INDUCED voltages in the load windings is 
negative at the polarity- marked terminals. 


This action is in the forward direction of the 
rectifier and against ед. Thus, the rectifier 
in the load circuit prevents current flow through 
the load and is subjected to an inverse voltage 
equal to the difference between eac and the 
mutually induced voltage in the load winding. 
The time interval, corresponding to the first 
half cycle, is called the ‘‘reset’’ half cycle. The 
reset action is described later. 


Analysis With Zero D-C 
Control Voltage 


As mentioned previously, figure 20-11 is 
used in the analysis of the action of the basic 
half-wave magnetic amplifier. Figure 20-11 
(A) represents the basic circuit. Figure 20-11 
(B) represents the square-type hysteresis loop 
for the core material used in this circuit, 
Figure 20-11 (C), (D), and (E), represents the 
waveforms of current and voltage for three con- 
ditions to be considered. The symbol repre- 
senting a quantity is common to all parts of the 
figure. For example, the magnetizing current, 
Im, is represented in figure 20-11 (B), (C), and 
(E). The hysteresis loop is enlarged for clarity 
and is not drawn to the same scaleas parts (C), 
(D), and (E). 

RESET HALF CYCLE.-—The first condition to 
be described is with the control voltage, ec, at 
zero. At the beginning of the reset half cycle, 
the core is assumed to possess a residual or 
negative saturation remanent flux level, Ф 
(fig. 20-11 (B)). The direction of this flux is 
indicated by the arrow, Фу, in figure 20-11 (A). 
AS eac increases from 0 in a positive direc- 
tion (indicated by the solid arrow at the source, 
figure 20-11 (A)andbythepart ofthe sine curve, 
point 1 to point 2 (fig. 20-11 (C)), the current in 
the control winding establishes an m.m.f, repre- 
Sented by half the width of the hysteresis loop, 
+Im (fig. 20-11 (B)). The applied voltage es- 
tablishes an m.m.f. that acts in a direction to 
oppose the residual core flux, Фу, andtherefore 
to demagnetize the core. The amount of change 
of flux will depend upon the MAGNITUDE of the 
applied voltage across the control winding and 
the TIME INTERVA L during which this voltage 
is applied. 

In this example, the first half cycle of applied 
voltage is assumed to reverse the core mag- 
netism and to establish its flux density at es- 
sentially the positive saturation level, Фә (fig. 
20-11 (B)). This action is called reset. 
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Figure 20-11.—Basic half-wave magnetic amplifier. 


AS eac increases from 0 in a positive direc- 
tion in the vicinity of point 1 (fig. 20-11 (C)), 
there is no change in core flux until the current 
increases to the value of «Ig, corresponding to 
one-half of the width of the hysteresis loop. 
Thus, with no flux change, the current rises 
abruptly and is limited only by the resistance 
of the circuit and the low value of eac. When 
the current reaches the value, +I,,, the core 


40" 


flux starts to change from the Фу level toward 
the Фә level (fig. 20-11 (B)). The accompanying 
self-induced voltage opposes eg, and limits the 
current to a constant small value during the 
flux variation from the level Фу to Фә, 

This flux change continues during the time 
interval between point 1 and point 2 (fig. 20-11 
(C)). As it continues, the induced voltage con- 
tinues to vary in magnitude with eg, and to 
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oppose eac in such a manner that Im remains 
constant over the half-cycle interval. 


GATING HALF CYCLE.—The next half cycle 
is called the ‘‘gating’’ half cycle. It starts at 
point 2 (fig. 20-11 (C)), at which timethe polar- 
ity of the applied voltage reverses. The direc- 
tion of current for this half cycle is indicated 
by the dotted arrow (fig. 20-11 (A)). During this 
time interval, the rectifier in the control circuit 
blocks the flow of control circuit current, How- 
ever, the rectifier in the load circuit permits 
current from the source to flow in that circuit, 
This current will magnetize the core in a 
negative direction—that is, in a direction to 
change the flux from the Фә level to the 
$1 level. The applied voltage is assumed to be 
of the correct magnitude to cause the core to 
be magnetized to the Ф] level (fig. 20-11 (B)). 
A condition of equilibrium is indicated, 


The large flux change from the Фо level to 
the Ф level causes a self-induced voltage in 
the load winding, L, and a mutually induced volt- 
age in the control winding, C. The self-induced 
voltage in the load winding opposes ед. The mu- 
tually induced voltage in the control winding also 
opposes eac. The rectifier in the controlcircuit 
is subject to an inverse voltage equal tothe dif- 
ference between eg, and the mutually induced 
voltage in the control winding. Because of the 
maximum flux change in the core, maximum im- 
pedance is presented by the load winding to the 
circuit containing Ry, throughout the gating half 
cycle, and therefore eg, will appear across the 
load winding and not across R[, For this con- 
dition, the current through the load is limited 
to a very small magnetizing component that is 
negligible compared to normal values of load 
current, The gate is closed. 


Analysis With Maximum 
D-C Control Voltage 


The second condition described is for the 
condition that ес is equal to the peak value of 
eac. At point 1 (fig. 20- 11 (D)) the remanent mag- 
netism is again at the Фу level (fig. 20-11 (B)). 


FIRST HALF CYCLE.—The applied voltage, 
еле, rises from 0 to maximum during the first 
90° of the cycle, but has no effect on the core 
flux because the control voltage, ec, has a mag- 
nitude equal to the maximum value of eac, and 
the polarity opposite to that of eac. Thus, the 
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rectifier preventsthe flow of battery controlcur- 
rent during the time that ес is greater than eac. 
Because there is no voltage across the control 
winding (the rectifier is essentially an open 
circuit), no flux change can occur from point 1 
to point 2 (fig. 20-11 (D)). Figure 20-11 (B), does 
not apply. Thus, no change in flux occurs during 
the reset half cycle for this assumed condition. 


SECOND HALF CYCLE.—When ea, reverses 
its polarity (solid to dotted arrow), the rectifier 
in the control circuit continues to block the flow 
of current in that circuit. In the load circuit the 
polarity of e4 during the gating interval, points 
2 to 3 (fig. 20-11 (D)), is suchas to tend to drive 
the core further into negative saturation (point 
Ја, fig. 20-11 (B)). Because the core is already 
saturated, no further flux change occurs, and eac 
appears across Ry, because the load winding 
offers no impedance to I; . 


The full value of load current flows, ani its 
magnitude is e,,/R,,. The gate is wide open. 
The waveform of this current, —I, isillustrated 
in figure 20-11 (D). 


Analysis With Partial 
D-C Control Voltage 


The third condition assumes that ес is ap- 
proximately half peak value of eac. During the 
reset half cycle, voltage is appliedtothe control 
winding during the time interval from point 2 to 
point 3 (fig. 20-11 (E)). The magnitude of this 
voltage is e4 , —ec. This voltage willbe less than 
the peak value of eac, but greater than zero; and 
a new set of conditions will be established. 


FIRST HALF CYCLE.—The reset cycle is just 
beginning, During the interval 1 to 2 (fig. 20-11 
(E)), ec is greater than ea c, andthe rectifier op- 
poses any current flow in the control winding. 
During the interval 2 to 3, egg exceeds ес, and 
magnetizing current flows inthe control winding. 
AS mentioned previously, the extent of the change 
in core flux will depend on the time interval and 
magnitude of the voltage applied across the 
control winding within the half cycle. Because the 
time interval is very short, and the net voltage 
applied to the control winding is much less than 
еде, the core flux level is assumed to change 
from Фі to the level along the line through $3 
(fig. 20-11 (B)). During the interval 3 to 4 (fig. 
20-11 (E), e4.is again less than ec, and the 
rectifier prevents any further flow of control 
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current, As in the previous examples, the rec- 
tifier in the load circuit prevents any current 
flow in that circuit during the reset half cycle. 


SECOND HALF CYCLE.—When e4, re- 
verses, magnetizing current flowing throughthe 
load winding changes the core flux from the level 
through point 3 to the level through point 1 (fig. 
20-11 (B)). This change is assumedtotake place 
during the interval 4 to 5 (fig. 20-11 (E)). The 
impedance of the load winding is high during this 
interval, and current flow through the load is 
restricted to the magnetizing current. However, 
at point 5 the core becomes saturated, and no 
further flux change occurs. The impedance of the 
core drops to zero, and current еас/ ВІ, flows 
throuzh the load during the interval 5 to 6. The 
load voltage is in phase with eg, and has the 
same waveform as that of e,, for this part of 
the cycle. 


EFFECT OF HYSTERESIS 
ON OPERATION 


Up to this point, in order to simplify the in- 
troduction to magnetic amplifiers, the effect of 
hysteresis has been neglected. In order to fully 
understand the operating characteristics of 
magnetic amplifiers, it is importantto know how 
these characteristics are affected by the shape 
of the hysteresis loop. 

The curve in figure 20-12 (A) represents a 
typical rectangular shaped B-H curve; the curves 
in (B), (C), and (D) show the operation for various 
amounts of control action, 

Further use of figure 20-11 is made in ex- 
plaining the effects of hysteresis. This circuit 
actually has two distinct periods of operation. 
The period during which the rectifier CR-2 
conducts is known asthe ‘‘operating period’’; the 
other half-cycle of the alternating current is 
known as the ‘‘control period.’’ 

In the explanation of the effect of the hys- 
teresis loop of figure 20-12 (A), assume that 
control current is zero and that the load winding 
current is of such amplitude that it willsaturate 
the core during peak conduction, During the first 
operating period, conduction through the load 
winding will cause the core fluxto buildup along 
the dotted line from the point of origin, о, to the 
point of saturation, a. At the end of this period, 
the flux level in the coil returnsto point b rather 
than to zero because of the retentivity ofthe core. 
This is called the remanence point in magnetics 
and leaves the core in a magnetic state, similar 
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Figure 20-12.—Operation of a magnetic am- 
plifier showing effects of hysteresis. 


to a permanent magnet. Thus, with no control 
current the core flux will remain at point b and 
during each positive half-cycle the core will 
saturate immediately. Under this condition the 
load current will be maximum, for no control 
is exercised. 

Figure 20-12 (B) shows the action when a 
small control current is added. The operation 
during the first half-cycle is similar to that just 
described in connection with figure 20-12 (A), 
but during the second half-cycle (control period), 
the flux will reset from point b to point с. This 
occurs because the direction of the control flux 
in the core is opposite to that of the operating 
flux. . 

This positioning of the residual Пих 15 called 
*tresetting.'! During the next half-cycle, the flux 
starts increasing from point c in the figure and 
a small period of this half-cycle is used before 
the flux reaches saturation at point a. At this 
point the core is saturated and the rectifier is 
in maximum conductionfor the remaining part of 
this half-cycle. At the end ofthe operating period 
the flux returns to point b where the control pe- 
riod starts and resets the flux to point c where 
the cycle starts repeating itself. The output for 
this condition is shown as the shaded portion of 
the waveform of figure 20-12 (B). Figure 20-12 
(C) and (D) shows the operation for increasing 
amounts of control action. The operationineach 
case is basically the same as for figure 
20-12 (B). 


BASIC ELECTRICITY 





It may be seen that the control signal sets 
the point of amplitude at which the source volt- 
age causes saturation of the core and reduces 
the impedance in series with the load winding 
to a very low value. The term ‘‘firing’’ is fre- 
quently used in connection with magnetic ampli- 
fiers interchangeably with the term saturation. 


Using Bias for Flux Reset 


When the core material possesses hysteresis 
properties that produce a rectangular-shaped 
B-H curve, it may be necessary tobiasthe core 
in order to retain control. This isaccomplished 
by allowing a bias current to either flowthrough 
the control winding or through a separate bias 
winding. This bias current provides a means of 
resetting the flux to the initial operating point 
during the control period. Thus, no control cur- 
rent is necessary to reset the flux, Figure 20-13 
shows a separate bias winding wound on the 
center leg of a three-legged core. 
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Figure 20-13,— Bias winding. 


The core is usually biased so that with zero 
control current the load winding flux saturates 
the core midway in the operation cycle. This 
bias setting enables the controlcurrentto either 
advance or delay the point of saturation, In other 
words, if the polarity of the control current is 
such that the flux produced by it adds to the bias 
flux, the point of saturation is delayed. (Control 
and bias flux are in opposition to load winding 
flux.) A control current of opposite polarity 
produces a flux that opposes the bias flux and 
this advances the point of saturation. 


The bias may be either alternating or direct 
current, In most cases the polarity of d-c bias 
is such that it opposes the load current flux. The 
magnitude of the bias might be suchthat it would 
reset the flux to a point between a and c of figure 
20-2. There are some applications where the op- 
posite is true; in these applications the purpose 
of the bias is to provide aninitiald-c saturation 
in the core in order to obtain greater amplifi- 
cation of weak signals. 


FULL-WAVE RECTIFIER 


The magnetic amplifier that has already been 
discussed produces a pulsating or half- wave out- 
put. In most applications of magnetic amplifiers, 
fullwave operation is more desirable for it is 
more efficient since the loadis energized during 
both halves of the a-c cycle. Full-wave operation 
may be obtained by using a pair of simple half- 
wave magnetic amplifiers operating in parallel. 
A typical circuit arrangement is shown in (A) 
of figure 20-14. 
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Figure 20-14.—Full-wave magnetic amplifier 
and output waveforms. 


The load current is controlled by means of 
two control windings connected in series. Each 
amplifier unit contains a rectifier so that load 
current flows alternately in the two amplifiers. 
As one conducts, the core of the series coil in 
the other is being set by the action of the control 
current. And with each amplifier conducting 
during approximately one-half of each cycle of 
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load current, the output variations are full-wave ` 
in nature. : 

Output waveforms for two different control 
currents are shown in (C) and(Dj offigure 20-14. 
The waveform in(C) is produced when the control 
current biases the core near the point of satura- 
tion. In this condition, saturation of the magnetic 
cores of the amplifiers is reached early ineach 
half-cycle, and the resulting output current var- 
iations are almost sinusoidal in shape. 

When the current inthe control winding biases 
the core in such a way as to produce the wave- 
form of figure 20-14 (D), the average value of 
load current is considerably less than when the 
control current biased the core to near satura- 
tion. Thus, as in the half-wave circuit, the output 
power developed in the load can be varied by 
controlling the load current, The output that is 
developed is an alternating current and is in 
phase with the source voltage. Figure 20-14 (B) 
shows a magnetic amplifier that functions 
similar to the one shown in (A). The major dif- 
ference is that the two cores shown in (A) have 
been combined to form a three-legged core. 


CROSSOVER WINDINGS 


In discussing the theory of operation of the 
full-wave magnetic amplifier circuits shown in 
figure 20-14, it was assumed that the rectifiers 
have zero forward resistance and infinite back 
resistance. In actual practice thisassumption is 
not valid since rectifiers do not have infinite 
back resistance. It should be apparent that any 
back current flowing through the rectifiers shown 
in figure 20-14 (A) during their non-conducting 
half cycle, will produce a magnetic flux which 
will tend to drive the core out of saturation. 
During the conducting half-cycle a part of the 
load current would be absorbed in bringing the 
core back tothe point of saturation, thus reducing 
the gain of the amplifier. 

One method of counteracting this effect is by 
the addition of a crossover winding to the two 
magnetic amplifier cores. Figure 20-15 il- 
lustrates a magnetic amplifier utilizing full- 
wave rectification and crossover windings. It 
should be noted that this circuit is similar to the 
circuit shown in figure 20-14 (A) with the ad- 
dition of the crossover windings. 

The crossover winding consists ofafewturns 
which produce a magnetic field ina direction op- 
posite to that produced by the backward current 
through the load winding. Referring to figure 
20-15, consider the action of the load and 
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Figure 20-15,—Full-wave magnetic amplifier 
utilizing crossover windings. 


crossover windings on the two cores. Assume 
that during the first half cycle of the a-c supply 
voltage, rectifier 1 is conducting in the forward 
direction, The heavy current, flowing through 
rectifier 1 and the load winding on core 1, also 
flows through the crossover winding of core 2. 
During the same half-cycle a small backward 
current is flowing through rectifier 2, the load 
winding on core 2, and the crossover winding on 
core 1. This small backward current, flowing 
through the large number of turns in the load 
winding, produces a magnetic field that is 
canceled by the heavy current flowing through the 
small number of turns of the crossover winding 
on core 2. A similar cancellation is achieved on 
the second half-cycle of the a-c supply voltage 
by the other crossover winding. 


PRINCIPLES OF FEEDBACK 
CIRCUITS 


It is possible to change some of the character- 
istics of a magnetic amplifier by the use of ex- 
ternal feedback, (NOTE: The action of rectifiers 
in series with the load current discussed earlier 
in this chapter constitutes internal feedback.) 

Feedback is the returning of a portion of the 
output of an amplifier stage to the input of that 
or a preceding stage and may be either positive 
or negative depending on the effect desired. Re- 
generative or positive feedback makes the circuit 
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more sensitive to change in control current; 
thus, the power gain of a single stage may reach 
40 to 50 db. However, this type of feedback has 
two disadvantages for it increases the time-lag 
characteristics of the amplifier and may also 
cause instability. Degenerative or negative feed- 
back reduces the gain of theamplifier; however, 
it increases the linearity of the magnetizatioa 
curve and reduces the time-lag characteristics 
of the amplifier. 

The curves in figure 20-16 illustrate the 
effect of both positive and negative feedback on 
load current as a function of input control cur- 
rent. It should be noted that the same amount of 
direct current is needed to saturate the core re- 
gardless of the amount of feedback provided. 
However, when using positive feedback, less 
input control current is required to saturatethe 
core since the feedback current aids the control 
current toward this end, The gain characteristics 
of magnetic amplifiers with positive and negative 
feedback may be comparedby studying the curves 
Shown in figure 20-16. The following should be 
concluded: 
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Figure 20-16.—Effects of external feedback. 


1. Output current is the same when satura- 
tion is attained regardless of feedback. 

2. Linearity and stability improve with de- 
generative (negative) feedback. 

3. Gain improves with regenerative (pos- 
itive) feedback. 

A schematic diagram of two magnetic am- 
plifier circuits utilizing external feedback is 
show in figure 20-17. Feedback is provided by 
an additional winding on the center leg of each 
core. The direct current flowing through the 
feedback winding creates a magnetic field which 
either aids or opposes the magnetic field created 
by the control current. 
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Figure 20-17.—Magnetic amplifiers using 
external feedback. 


In (A) of figure 20-17 the a-c load current 
is rectified prior to being fed through the feed- 
back winding. It should be noted that the feed- 
back current consists of the total load current 
and it will always flow in the same direction 
regardless of the input signal. To change the 
feedback from regenerative to degenerative or 
vice versa, the feedback winding connections 
must be reversed. 

Figure 20-17 (B) illustrates the use of ex- 
ternal feedback in a magnetic amplifier supply- 
ing a d-c load. The amount of feedback is 
controlled in both circuits by the setting of the 
potentiometer paralleling the feedback winding. 

External feedback, as applied to magnetic 
amplifiers, may be divided into two basic 
categories, these being magnetic and electric. 
These types may be used individually or in 
combination, depending on the results desired, 
and also that distinctly different effects can be 
had from each type. Further, in most cases, 
the magnetic feedback is a built-in feature of 
the amplifier, whereas the electric feedback 
may be applied to any amplifier. 


MAGNETIC FEEDBACK 


Magnetic feedback is accomplished by feeding 
back a portion огап ofthe output current in such 
a fashion as to directly affect the core flux. This 
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is not, however, referred toas current feedback. 
Magnetic feedback is achieved by forcing feed- 
back current through a tertiary winding placed 
on the core, If the output of the amplifier is d.c., 
then this current may be fed to the feedback 
winding directly without the need of rectification. 
If, however, the output of the amplifier is a.c., 
then the current must first be rectified, andthen 
applied to the feedback winding. The feedback 
current will then be a direct current, propor- 
tional to the load current. This current may be 
applied in such a fashion that it is either 
regenerative or degenerative, depending on the 
action of the generated flux in respect to the 
circuits action, 

Magnetic feedback is considered to be 
external feedback, where the self-saturating 
magnetic amplifier is consideredas employing a 
comparable inherent feedback. It should be 
realized at this point that both internal and ex- 
ternal feedback may be applied to the same am- 
plifier. As was previously mentioned, magnetic 
feedback is one of the basic types of feedback, 
the other type being electric. It is not uncommon 
to encounter an amplifier emvloying both in- 
ternal, magnetic, and electric feedback. 


ELECTRIC FEEDBACK 


This type of feedback may be further divided 
into two classes, these being voltage and current. 
Both types are accomplished by forcing allora 
portion of the output to flow inthe control circuit 
in such a manner as to influence the signal 
applied to the control winding. The feedback 
circuitry is completely external to the amplifier 
proper; as a consequence, it does not affect the 
gain of the amplifier proper, but does affect the 
stage gain, 

The characteristics of the voltage feedback 
circuit are as follows: 


1. Output appears as a constant voltage 
source. 

2. Output voltage 
fluctuations. 

3, Output voltage remains relatively con- 
stant. 

4. Output appears as a low 
source. 

Current feedback has the following charac- 
teristics: 

1. Output appears as a constantcurrent 
source. 

2. Output current 
fluctuations. 


is insensitive to load 


impedance 


is insensitive to load 
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3. Output current remains relatively con- 
stant. 

4. Output appears as a high impedance 
Source. 

In summation, the basic amplifier employing 
no feedback is seldom encountered inthe modern 
circuitry. Theamplifiers in use today willalmost 
invariably employ some form of feedback. The 
type used will be determined by the application 
of the amplifier. 


APPLICATIONS OF 
MAGNETIC AMPLIFIERS 


The magnetic amplifier has found application 
in almost all circuits which use vacuum tubes 
and many which do not. They may be found in 
such circuits as audio amplifiers, voltage regu- 
lators, servoamplifiers, computer counting and 
dividing circuits, and many high frequency cir- 
cuits. 


POWER SUPPLY REGULATORS 


Many electrical and electronic equipments 
contain voltage regulated power supplies. The 
accuracy of the voltage produced by these sup- 
plies is important insofar as proper operation 
and maximum life of the equipment are con- 
cerned. Present day electronic equipments con- 
tain many timing, waveshaping, and other critical 
circuits that require a highly regulated voltage 
source. The magnetic amplifier can be used to 
obtain this regulated voltage bybeing usedas the 
regulating element for the output of the power 
supply. The magnetic amplifier type regulated 
power supply is very reliable und2r varying load 
conditions. 


SERVOSYSTEMS 


One cominon use of magnetic amplifiers in 
electrical systems is in connection with servo- 
systems. Figure 20-18 illustrates the use ofa 
magnetic amplifier asthe output stage ofa servo- 
amplifier. The function of the servoamplifier is 
to amplify the servo error signal sufficiently to 
drive the servomotor. Servosystems are dis- 
cussed later in this manual. 

The output of the servoamo»lifier is connected 
to one of the motor windings (controlled winding 
W1), while the other winding (uncontrolled 
winding W2) is connected across the a-c source 
in series with a capacitor. The capacitor 
provides the required 90° phase shift necessary 
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Figure 20-18.— Magnetic amplifier used as ап 
output stage of a servoamplifier. 


to cause motor rotation. The phase relation- 
ship of the current through the two windings 
determines the direction of rotation of the servo- 
motor. 

The magnetic amplifier consists of a trans- 
former (Т1) and two saturable reactors, (L1and 
L2), each having three windings. Note that the 
d-c bias current flows through a winding of each 
reactor and the windings are connected in series- 
aiding. This bias current is supplied byad-c bias 
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power source. A d-c error current also flows 
through a winding in each reactor; however, these 
windings are connected in series-opposing. 

The reactors L1 and L2 are equally and par- 
tially saturated by the d-c bias current when no 
d-c error signal is applied. The reactance of L1 
and L2 are now equal, resulting in points B and 
D being at equal potential, There is no current 
flow through the controlled phase winding. 

If an error signal is applied causing the cur- 
rent to further saturate L2, the reactance of its 
a-c winding is decreased. This current through 
L1 tends to cancel the effect of the 4-с bias cur- 
rent and increase the reactance of its a-c wind- 
ing. Within the operating limits of the circuit, 
the change in reactance is proportional to the 
amplitude of the error signal. Hence, point D is 
now effectively connected to point C causing 
motor rotation. Reversing the polarity of the 
error signal causes the direction of rotation to 
reverse since point D is effectively connected to 
point A. 


COMPUTER SYSTEMS 


The magnetic amplifier is found incomputer 
circuits. When used in summing circuits, they 
are capable of adding and subtracting currents 
with no interaction between source currents. 
They can also be used to multiply, divide, com- 
pute powers, and extract roots when used in 
conjunction with other circuit components. 
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SYNCHROS AND SERVOMECHANISMS 


SYNCHROS 


Synchros are electromagnetic devices which 
are used primarily for the transfer of angular- 
position data. Synchros are, in effect, single- 
phase transformers whose  primary-to- 
secondary coupling may be varied by physically 
changing the relative orientation of these two 
windinzs. 

Synchro systems are used throughout the 
Navy to provide a means of transmitting the 
position of a remotely located device to one or 
more indicators located away from the trans- 
mitting area. 

Figure 21-1 (A) shows a simple synchro 
system. The synchro transmitter sends an 
electrical signal to the synchro receivers, 
via interconnecting leads. The synchro trans- 
mitter signal is generated when the handwheel 
turns the transmitter's shaft, andthe indicator's 
shaft will rotate to aline with the transmitter's 
shaft. 

Figure 21-1 (B) shows a simple mechanical 
system that uses gears and shafts for trans- 
mitting position data. Mechanical systems are 
usually impractical because of associated belts, 
pulleys, and flexible rotating shafts. 

In appearance, synchros resemble small 
electric motors. They consist of a rotor (R) and 
a stator (S). The letters R and S are used to 
identify rotor and stator connections in wiring 
diagrams and blueprints. Synchros are repre- 
sented schematically by the symbols shown in 
figure 21-2. The symbols shown in (A) and (B) 
are used when it is necessary to show only the 
external connections to a synchro, while those 
Shown in (C), (D), and (E) are used when it is 
important to see the positional relationship be- 
tween the rotor and stator. The small arrow on 
the rotor indicates the angular displacement 
of the rotor; in these illustrations the displace- 
ment is zero degrees. 
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SYNCHRO CONSTRUCTION 


Knowledge of а synchro's construction and 
its characteristics will enable you to better 
understand synchro operation. As stated previ- 
ously, synchros are, in effect, transformers 
whose primary-to-secondary coupling may be 
varied by physically changing the relative ori- 
entation of the two windings. This is accom- 
plished by mounting one of the windings so that 
it is free to rotate inside the other. The inner, 
usually movable, winding is called the rotor, 
and the outer, usually stationary, winding is 
called the stator. The rotor consists of either 
one or three coils wound on sheet-steellamina- 
tions. The stator normally consists of three 
coils wound in internally slotted laminations. In 
some units the rotor is the primary andthe sta- 
tor is the secondary, in other units the reverse 
is true. | 


Rotor Construction 


The laminations of the rotor core are stacked 
together and rigidly mounted on a shaft. Slip- 
rings are mounted on, but insulated from, the 
shaft. The ends of the coil or coils are con- 
nected to these sliprings. Brushes riding on 
the sliprings provide continuous electrical con- 
tact during rotation, and low-friction ball 
bearings permit the shaft to turn easily. In 
standard synchros, the bearings must permit 
rotation from very low speeds to speeds as 
high as 1,200 rpm. 

There are two common types of synchro 
rotors now in use, (1) the salient-pole rotor, 
and (2) the drum or wound rotor. 

The salient-pole rotor, which frequently is 
called а ‘‘dumb-bell’’ ог ‘‘H’’ rotor because of 
the shape of its core laminations, is shown in 
figure 21-3. 
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Figure 21-2, —Schematic symbols used to show external connections and relative 
positions of windings for Navy synchros. 


The winding consists of a single machine- 
wound coil whose turns lie inplanes perpendicu- 
lar to a line through the center called the axis 
of the coil and along which the mmf of the coil 
is developed. The coil axis coincides with that 
of the salient poles. When used in transmitters 
and receivers, the rotor functions asthe excita- 
tion or primary winding of the synchro. When 
energized, it becomes ana-c electromagnet with 
the poles assuming opposite magnetic polarities. 
During one complete excitation cycle, the mag- 
netic polarity changes from zero to maximum in 
one direction, to zero and reversing to maximum 
in the opposite direction, returning to zero. 

The drum or wound rotor is shown in figure 
21-4, This type of rotor is usedin most synchro 
controltransformers. The winding of the wound 
rotor may consist of three coils, so wound that 
their axes are displaced from each other 
by 120° 

One end of each coil terminates at one 
of three sliprings on the shaft, while the other 
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end are connected together. Synchro windings 
of this type are called Y-connected. In other 
wound rotors, a single coil of wire or group of 
coils is connected in series to produce either 
а concentrated winding effect, or the same dis- 
tributed winding effect as that ofthe salient-pole 
rotor. 


Stator Construction 


The stator of a synchro is a cylindrical 
structure of slotted laminations on which three 
Y-connected coils are wound with their axes 120 
apart. Figure 21-5 (A) shows a typical stator 
assembly and figure 21-5 (B) shows a stator 
lamination. 

Stator windings function as the secondary 
windings in synchro transmittersand receivers. 
Normally, stators are not connected directly to 
an a-c source. Their excitation is supplied by 
the a-c magnetic field of the rotor. 

Some synchros are constructed so that both 
the stator and rotor may be turned, Connections 
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Figure 21-3.—Salient-pole rotor. 


to the stator of this type are made via sliprings 
and brushes. In some units, the sliprings are 
secured to the housing and the brushesturn with 
the stator. In other units, the brushes are fixed 
and the sliprings are mounted on a flat insulated 
plate seeured to the stator. 


Unit Assembly 


The rotor is mounted so that it may turn 
within the stator. A cylindricalframe houses the 
assembled synchro. Standard synchros have 
an insulated terminal block secured to one end 
of the housing at which the internal connections 
to the rotor and stator terminate, and to which 
external connections are made. Special type 
synchros often have pigtail leads brought out 
from inside the unit, rather than terminals. 


THEORY OF OPERATION 
Transmitters 


The conventional synchro transmitter, (fig. 
21-6), uses a salient-pole rotoranda stator witli 
skewed slots (fig 21-5 (A)). When an a-cexcita- 
tion voltage is applied to the rotor, the resul- 
tant current produces an a-c magnetic field. 
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The lines of force, or flux, vary continually in 
amplitude and direction, and, by transformer 
action, induce voltages into the stator coils. 
The effective voltage induced in any stator coil 
depends upon the angular position of that coils 
axis with respect to the rotor axis. 

When the maximum coil effective (rms) volt- 
age is known, the effective voltage induced at 
any angular displacement can be determined. 
Figure 21-7 is a cross section of a synchro 
transmitter and shows the effective voltages in- 
duced in one stator coil as the rotor is turned 
to different positions. 

The turns ratio between the rotor and stator 
is such that when single-phase 115-volt power 
is applied to the rotor, the highest value of ef- 
fective voltage that will be induced in any one 
Stator coil will be 52 volts. For example, the 
highest effective voltage that can be induced in 
stator coil A will occur when the rotor is turned 

to angle 6 (fig. 21-7 (A)). In this position the 
rotor axis is in alinement with the axisof wind- 
ing A and the magnetic coupling between the 
primary and secondary coil A is maximum. 

The effective voltage, Eg, induced in any 
one of the secondary windings A, B, or C 
is approximately equal to the product of 
the effective voltage, Ер, on the primary; the 
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Figure 21-4.,— Drum of wound rotor. 
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Figure 21-5.—(A) Typical stator; 
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secondary-to-primary turns ratio, N; and the 
magnetic coupling between primary and second- 
ary which depends upon the cosine of the angle, 
0, between the rotor axis and the axis of the 
corresponding secondary winding. Expressed 
mathematically, 


Es = Ep XN x cos ө 


Therefore, because the effective primary volt- 
age and the turns ratio are constant, the effective 
secondary voltage varies with angle @. 

TERMINAL - TO - TERMINAL STATOR 
VOLTAGES.—Because the common connection 
between the stator coils is not accessible, it is 
possible to measure only the terminal-to-ter- 
minal voltages. Whenthe maximum terminal-to- 
terminal effective voltage is known, the termi- 
nal-to-terminal effective voltage for any rotor 
displacement can be determined. Figure 21-8 
Shows how these voltages vary as the rotor is 
turned. Values are above the line when the ter- 
minal-to-terminal voltage is in phase with the 
Бі to Rg voltage and below the line when the 
voltage is 180° out of phase with the Rj to Ro 
voltage thus negative values indicate a phase 
reversal. As an example, when the rotor is 
turned 50 degrees from the reference (zero 
degree) position, the S3 to Sj voltage will be 
about 70 volts and in phase with the Ry to Ко 
voltage, the S9 to S3 voltage will be about 16 
volts and also in phase with the Rj to Ro voltage, 
and the 5] to Sg voltage will be about 85 volts, 
180? out of phase with the R] to R2 voltage. 
Although the curves of figure 21-8 resemble 
timegraphs of a-c voltages, they show only the 
variations in effective voltage amplitude and 
phase as a function ofthe mechanical rotor posi- 
tion. 


Receivers are electrically identical їо trans- 
mitters of the same size. In some sizes of the 
400 hertz standard synchros, the units may be 
used as transmitters or receivers. 

Normally the receiver rotor is unrestrained 
in movement except for brush and bearing fric- 
tion. When power is first applied to a system, 
the transmitter position quickly changes, or if 
the receiver is switched into the system, the 
receiver rotor turns to correspond to the posi- 
tion of the transmitter rotor. This sudden motion 
can cause the rotor to oscillate (swing back and 
forth) around the synchronous position; should 
the movement of the rotor be great enouth it 
may even spin. Some method of preventing ex- 
cessive oscillations or spinning must be used, 
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Figure 21-6.—Synchro transmitter or receiver. 


In small synchro units, a retarding action 
may be produced by a shorted winding on the 
quadrature axis, at right angles to the direct 
axis. In larger units, a mechanical device known 
as an inertia damper is more effective. Several 
variations of the inertia damper are in use. One 
of the more common types consists of a heavy 
brass flywheel which is free to rotate around a 
bushing which is attached to the rotor shaft. A 
tension spring on the bushing rubs against the 
flywheel so that they both turn during normal 
operation, If the rotor shaft turns or tends to 
change its speed or direction of rotation sud- 
denly, the inertia of the damper opposes the 
changing condition. 
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SIMPLE SYNCHRO SYSTEM 


A simple synchro transmission system con- 
sists of a transmitter connected to a receiver, 
as shown in figure 21-9. The Rj transmitter and 
Rj receiver leads are connected to one side of 
the a-c supply line and the R2 transmitter and 
R2 receiver leads are connected to the other 
side of the supply line. The stators of both the 
transmitter and the receiver are connected Sj 
to 5], Sg to Sg, and S3 to S3 so that the voltage 
in each of the transmitter stator coils opposes 
the voltage in the corresponding coils of the re- 
ceiver stator. The voltage directions are indi- 
cated by arrows for the instant of time shown 
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by the dot on the sine wave of the rotor supply 
voltage. The a-c generator symbol inserted in 
series with each of the synchro windings indi- 
cates the presence of a transformer-induced 
voltage. 

The field of the transmitter is alined with 
the axis of 52 (fig. 21-9 (A)) because the trans- 
mitter rotor axis is alined with 52. Assume for 
the moment that the receiver rotor is not con- 
nected to the single-phase supply. Under this 
condition the voltage induced in the transmitter 
stator windings will be impressed on the re- 
ceiver stator windings through the three leads 
connecting the 5], Sg, and 53 terminals. Ex- 
citing currents that are proportionaltothetrans- 
mitter stator voltages will flow in the receiver 
stator windings, and the magnetomotive forces 
produced by these currents will establish a 2- 
pole field that orients itself in the receiver 
stator in exactly the same manner that the trans- 
mitter, field is oriented in its own stator. Thus, 
if the transmitter field is turned by turning the 
transmitter rotor, the receiver field will also 
turn in exact synchronism with the transmitter 
rotor. 

A soft-iron bar placed in a magnetic field 
will always tend to aline itself so that its long- 
est axis is parallel to the axis ofthe field, Thus, 
the salient pole receiver rotor will also aline 
itself with the receiver field even though the 
receiver rotor winding is open-circuited, Opera- 
tion with an open-circuited rotor is not desir- 


able, however, because for a given position of 
the transmitter rotor and field there are two 
positions, 180° apart, in which the salient pole 
receiver rotor may come into alinement with 
the receiver field. This difficulty is eliminated 
by energizing the receiver rotor with alterna- 
ting current of the same frequency and phase 
as that supplied to the transmitter rotor. Now 
the receiver rotor electromagnet comes into 
alinement with the receiver field in sucha posi- 
tion as to always aid the magnetomotive forces 
of the three windings of the receiver stator. A 
rotor position in which the magnetomotive force 
of the rotor opposes the magnetomotive forces 
of the stator would not be stable. For example, 
a compass needle always alines itself with the 
earth’s field so that the north pole of the needle 
points toward the south magnetic pole (north 
geographic). 

When both rotors are displaced from zero by 
the same angle, they are properly alined with 
their respective stator fields. Under this con- 
dition they are in correspondence and the in- 
duced voltages in each of the three pairs of 
corresponding stator coils are equal and in 
opposition. Hence, there is no resultant volt- 
age between corresponding stator terminals and 
no current flows in the stator coils. 

The angle through which a transmitter rotor 
is mechanically rotated is called a SIGNAL. 
For example, the angle that the transmitter 
rotor is displaced (fig. 21-9 (B)) is60°.As soon 
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Figure 21-7. —Stator voltage vs rotor position. 
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Figure 21-8. — Terminal-to-terminal 
voltages vs rotor position. 


as the transmitter rotor is turned, the trans- 
mitter Sg coil voltage decreases, the Sj coil 
voltage reverses direction, and the 53 coil 
voltage increases. Current immediately flows 
between the transmitter stator and the receiver 
stator in the direction of the stronger voltages. 
The unbalanced voltages are absorbed in the 
line drop and in the internal impedances of the 
windings. 

When the transmitter (fig. 21-9(A)) isturned 
closkwise 60° (fig. 21-9 (B)), a torque is de- 
veloped in the receiver rotor causing it to at- 
tempt to follow through the same angle. When 
the receiver and the transmitter are again in 
alinement, the torque is reduced to zero, as 
shown in 21-9 (C). 

Receiver alinement is pictured in figure 
21-9 (D). Here the rotor axis coincides with the 
axis of the stator field. Notice that currents on 
the right side of the vertical axis are back and 
those on the left side are forward. This action 
produces a magnetic field as shown bythe letters 
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S at the top and N at the bottom of the salient- 
pole rotor. Notice that the rotor current also 
produces the same polarity (left-hand rule.) 

For the balanced condition shown, the cur- 
rents in the conductors opposite the salient rotor 
poles are equal in magnitude and flow in opposite 
directions on either side of the centerline 
through the poles. The forces developed are 
pictured in the detail drawing above figure 21-9 
(D). They are developedasa result ofthe crowd- 
ing of the magnetic lines of force at the right of 
conductor A and atthe left of conductor B. Since 
they are equally spaced from the centerline, no 
net unbalance exists andthe rotor torque is zero. 

In figure 21-9 (E), the receiver stator field 
is rotated clockwise 60° so that its axis coin- 
cides with that of phase A. The rotoris deliber- 
ately held in the vertical position to enable show- 
ing the development of the torque on the rotor 
when the rotor and stator field axes are not 
alined. Notice that currents to the right of the 
A-phase axis are back and those to the left of 
the axis are forward. This action produces the 
stator field across the rotor and extends from 
the upper right to the lower left portions of the 
stator. 

Now the currents in the stator conductors 
opposite the rotor salient poles are all in the 
same direction on both sides of the centerline 
through the poles. The forces are unbalanced 
as shown by the crowding of the magnetic lines 
on the right portion of the conductors. (See 
detail above fig. 21-9 (E).) This action indicates 
a tendency to force the stator conductors to the 
left. The equal and opposite reaction force on 
the rotor tends toturnit ina clockwise direction. 

The amount of torque developed varies with 
the sine of the angle of displacement and is 
maximum at 90°. 

In figure 21-9 (F), the rotor has turned 
clockwise 60° and its axis is again in aline- 
ment with that of the stator field. The torque is 
again reduced to zero. Notice that the current 
in conductors B is forward and in conductors C 
is back, The flux lines crowd to the right of 
conductors B (see detail drawing at right) andto 
the left of conductors С. Since the currents in В 
and C are equal and opposite in direction and аге 
symmetrically spaced about the rotor axis, the 
net force on the rotor is zero. 

As a receiver approaches correspondence, 
the stator voltages of the transmitter and re- 
ceiver approach equality. Thisaction decreases 
the stator currents and produces a decreasing 
torque on the receiver that reduces as the 
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Figure 21-9,—Development of torque in a synchro. 
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position of correspondence is reached. At cor- 
respondence, the torque on the receiver rotoris 
only the amount that is caused by the tendency 
of the salient-pole rotor to aline itself in the 
receiver field. Hence, a receiver can position 
only a very light load. 

Synchro transmission systems are used 
where torque requirementsare small. However, 
when drive power heavier than that required 
to drive а dial or pointer is necessary, some 
method of amplifying the synchro's weak torque 
must be employed. Two common methods used 
to provide this amplification are the SERVO 
SYSTEM and the AMPLIDYNE. These two 
Systems are discussed in detail later in this 
chapter. 

Many installations connect one transmitter 
to several receivers inparallel. This procedure 
requires a transmitter large enough to carry 
the total load current of all the receivers. All 
the Бу rotor leads are connected to one side of 
the a-c power supply, and all the Rg rotor leads 
are connected to the other side of the supply. 
The receiver stator leads are connected lead 
for lead to the transmitter stator leads. 

The sizes of Navy synchro transmitters are 
designated by nu:nbers. Synchro transmitters 
in general use are sizes 1, 5, 6, and 7. Synchro 
receivers in general use are sizes 1 and5. A 
size-1 transmitter can control one or two size-1 
receivers; a size-5 transmitter can control two 
size-5 receivers; а size-6 transmitter сап 
control as many as nine size-5 receivers; and 
a size-7 transmitter can control as many as 
eighteen size-5 receivers. 

Synchros employed in airborne equipments 
are usually designed for 400-hertz operation, 
and as aresult, are considerably lighter in 
weight and smaller in size than those that 
operate with 60-hertz line voltages. 

REVERSING DIRECTION OF RECEIVER RO- 
TATION.—When the teeth of two mechanical 
gears are meshed and a turning force is applied, 
the gears turn in opposite directions. If a third 
gear is added, it turns in the same direction 
as the first. This is important here because 
Synchro receivers are often connected through 
a train of mechanical gears to the device which 
they operate, and whether or not force is applied 
to the device in the same direction as that in 
which the receiver rotor turns depends on 
whether the number of gears in the train is odd 
or even. 

The important thing, of course, is to move 
the dial or other device in the proper direction, 


and even when there are no gears involved, 
this may be opposite to the direction in which 
the receiver rotor of a normally connnected 
system would turn. 

Either of these two factors, and sometimes 
a combination of both, may make it necessary 
to have the transmitter turn the receiver rotor 
in a direction opposite to that of its own rotor. 
This is accomplished by reversing the S4 andS 
connections of thetransmitter-receiver system 
So that $1 of the transmitter is connected to S 
of the receiver and vice versa. This is shown 
in figure 21-10. 

With both rotors at 0°, conditions within 
the system remain the same as during normal 
stator connections, since the rotor coupling to 
$1 and S3 is equal. But suppose that the trans- 
mitter rotor is turned counterclockwise to 60°, 
as shown in figure 21-10. In the transmitter, 
maximum rotor coupling induces maximum 
voltage across Sj, which causes maximum cur- 
rent to flow through 53 in the receiver. The 
magnetic forces produces turn the receiver 
rotor clockwise into line with $3, the rotor’s 
300° position, at which point the rotor again 
induces voltages in its stator coils which equal 
those of the transmitter coils to which they are 
connected. Notice that only the direction of 
rotation changes, not the amount; the 300? posi- 
tion is the same as the minus 60? position. 

It is important to emphasize that the $] and 
S3 connections are the only ones ever inter- 
changed in a standard synchro system. Since 
Sg represents electrical zero, changing the S9 
lead would introduce 120? errors in indication, 
and also reverse the direction of rotation. 

STATOR CURRENTS.—Whenever the rotors 
of two interconnected synchros are in different 
positions, current flows in the stator windings. 
The amount of current flowing in each stator 
lead depends on the difference between the 
voltages induced in the two coils to which that 
lead connects. This voltage unbalance, in turn, 
depends on two things—(1) the actual positions 
of the rotors, and (2) the difference between 
the two positions. 

To observe the effect of the latter, suppose 
that an ammeter is inserted in any one of the 
stator leads, the lead for example. Also, 
suppose that the two rotors are held so that 
there is a constant difference between their 
positions while they are rotated together until 
a point is found at which the ammeter indicates 
maximum stator current, If the difference be- 
tween rotor positions is then increased and the 
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Figure 21-10.—Effect of reversing S1 and S3 connections between the transmitter and receiver. 


rotation repeated, a different maximum reading 
is obtained. Each time the difference between 
rotor positions is changed, the maximum stator 
current that can be obtained by varying actual 
rotor positions is changed. Figure 21-11 isa 
graph showing how the value of this maximum 
stator current depends onthe difference between 
rotor positions in a typical case. 

Note that, in practical operation, the position 
of the receiver's shaft would neverbe morethan 
а degree or so away from the transmitter's 
shaft, so that maximum stator current under 
normal conditions would be less than one-tenth 
of an ampere for the synchros used in this 
example. 

To see how the actual rotor positions, as 
well as the difference between them, affect 
Stator currents, it is only necessary to make a 
comparison, To do this, compare the maximum 
stator current in each lead with the strength of 
the current in that lead as the two rotors are 
turned through 360°, maintaining the difference 
in rotor position with which the maximum 
stator current was established. 

The graphs in figure 21-12 show how the 
maximum current in each of the three stator 
leads depends on the mean (average) shaft 
position; the position halfway betweenthe trans- 
mitter rotor position and the receiver rotor 
position. Ў 
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DIFFERENCE BETWEEN TX AND TR SHAFT POSITIONS 


30° 90° 120° 


| ВЕ.409 
Figure 21-11.—Effect of rotor position dif- 
ference on maximum stator current. 


ROTOR CURRENTS.—A synchrotransmitter 
or receiver acts like a transformer, and an 
increase in the stator, or secondary current, 
results in a corresponding increase in the rotor 
(primary) current. When the rotor current of 
either of the units is plotted ona graph under 
the same conditions as those used for maximum 
stator currents, it appears as shown in figure 
21-13. 
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ALL CURRENTS ARE RMS VALUE. 

CURRENTS SHOWN ABOVE THE OLINE ARE IN PHASE 
WITH SI CURRENT AT 

CURRENTS SHOWN BELOW THE O LINE ARE !80? OUT 
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Figure 21-12,—Effect of actual rotor position on individual stator current. 
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Figure 21-13.—Effect of rotor position dif- 
ference on rotor current, 


Although all three stator currents are zero 
when the shafts are in the same positions, the 
rotor current is not, As in any transformer, 
the primary draws some current with no load 
on the secondary. This current produces mag- 
netization of the rotor and is equivalent to the 
transformer exciting current, 

WHY THERE IS NO TORQUE AT 180°.— 
Since the stator current increases with a change 
in rotor position, and since the magnetic field 
of each stator increases in strength with the 


stator current, it appears the torque or turning - 


force exerted by the receiver's shaft should be 
greatest when the transmitter and receiver 
rotors are I80^ apart. However, exactly the 
opposite is true. Under these circumstances 
the torque is zero. То understand this, first 
consider the current conditions in the synchro 
system shown in figure 21-14, 

Since all the voltages aid each other, strong 
currents flow in all three stator leads. If the 
two units are the same size, the currents are 
the same as those which would flow if the three 
stator leads were shorted together. 

Obviously, these strong currents produce 
powerful magnetic forces. As powerful as they 
are, the forces exerted on the rotor work 
against each other in such a way that their 
effects are equal and opposite. The resulting 
torque is zero. In actual situations, the two 
shafts do not stay in these positions unless 
held there. The slightest displacement of either 
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1.5 AMPS 





15 AMPS 
BE.412 
Figure 21-14.—Internal conditions in TX-TR 
system when TX and TR rotors are 180° 
apart. 


one destroys the balance, and they are rapidly 
brought into corresponding positions. 


Torque Differential Synchros 


The demands on a synchro system are not 
always as simple as the positioning of an indi- 
cating device in response to-the information 
received from a single source (transmitter). 
For example, an error detector used in checking 
fire-control equipment employs a synchro sys- 
tem to determine the error in a gun turret’s 
position with respect to the training order sup- 
plied by a dummy director. To do this, the 
synchro system. must accept two signals, one 
containing the training order and the other 
corresponding to the turret’s actual position. 
The system must then compare the two and 
position an indicator to show the difference be- 
tween them, which is the error. 

Obviously, the simple synchro transmitter- 
receiver system considered up to now could not 
handle a job of this sort. A different type of 
synchro is needed, one which can accept two 
position-data signals simultaneously, add or 
subtract the data, and furnish an output pro- 
portional to the sum or difference of the two. 
This is where the synchro differential enters 
the picture. A differential can perform allthree 
of these functions. 

In a differential synchro transmitter, both 
the rotor and stator windings consist of three 
Y-connected coils. The stator is normally the 
primary, and receives its excitation from a syn- 
chro transmitter. The voltages appearing across 
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the differential’s rotor terminals are determined 
by the magnetic field produced by the stator 
currents AND the physical position of the rotor. 
The magnetic field created by the stator cur- 
rents assumes an angle corresponding to that 
of the magnetic field in the transmitter sup- 
plying the excitation. If the rotor position 
changes, the voltages induced into its windings 
also change, so that the voltages present at the 
rotor terminals change. 

DIFFERENTIAL RECEIVERS.—As torque 
receivers were previously compared to torque 
transmitters, so may torque differential re- 
ceivers be compared to torque differential 
transmitters. Both rotor and stator receive 
energizing currents from torque transmitters. 
The two resultant magnetic fields interact and 
the rotor turns. 

In a torque differential synchro system, the 
system will consist either of a torque trans- 
mitter (TX), a torque differential transmitter 
(TDX), and a torque receiver (TR); or the sys- 
tem may consist of two torque transmitters 
(TX) and one torque differential receiver (TDR). 

TX-TDX-TR SYNCHRO SYSTEM.—Assume 
that the stator leads of a torque transmitter 
are connected to the corresponding stator leads 
of a torque differential transmitter, as shown 
in figure 21-15. The resultant stator mmf, 
shown by the open arrow, produced in the TX 
directly opposes the TX rotor mmf, shown by 
the solid arrow. Corresponding stator coils of 
the two units are in series; for example, S of 
TX is in series with S2 of the TDX, and the 
current flow produces a resultant stator mmf 


of equal strength in the TDX. However, currents 
in corresponding stator coils of the TDX are 
opposite in direction. The direction ofthe stator 
mmf in the TDX is therefore opposite to the 
direction of the TX stator mmf, but identical 
to the direction of its rotor mmf. 

The TDX rotor coils are angularly spaced 
120° apart, in the same manner as the TX 
stator coils. The TDX stator mmf is identical 
to the TX rotor mmf, neglecting small circuit 
losses. 

Before considering such an arrangement, 
however, it must be made clear that the control- 
ling relationship in the TDX is the position of 
the TDX stator field with respect to the rotor, 
not with respect to the TDX stator. Suppose 
that the TX rotor in the previous example is 
turned to 75°, and the TDX rotor to 30°, as 
shown in figure 21-16. The TDX stator field 
is now positioned at 75° with respect to S», but 
the angle at which it cuts the TDX rotor is 45% 
using the R2 axis as a reference. This is the 
angle which determines the signal which the 
TDX transmits. Notice that turning the TDX 
rotor 30? counterclockwise decreased the angle 
between the TDX stator field and R2 by that 
amount, 

HOW THE DIFFERENTIAL TRANSMITTER 
SUBTRACTS.—The manner in which the torque 
system containing a TDX subtracts or adds 
two inputs can be figuratively described as the 
positioning of magnetomotive forces. Figure 
21-17 shows such a system connected for sub- 
traction. A mechanical input of 75? is applied 
to the TX and converted to an electrical signal 
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Figure 21-15.— Position of TDX stator mmf when TX rotor is at zero degree. 
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Figure 21-16.—Rotating TDX stator field by turning the TX rotor. 
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Figure 21-17.—Subtraction with TDX. 
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which the TX transmits to the TDX stator. The 
TDX subtracts its own mechanical input from 
this signal, and transmits the result to the TR, 
which indicates the torque system's mechanical 
output by the position of its rotor. 

To understand how this result is accom- 
plished, first consider the conditions in a TX- 
TDX-TR system when the TX and TDX rotors 
are turned to 0°, as in figure 21-18. 

It has been ‘shown how torque is developed 
in a synchro receiver to bring its rotor into a 
position which corresponds to that of an asso- 
ciated transmitter. The rotor voltages of the 
TDX depend upon the position of the magnetic 
field in relation tothe rotor windingsinthe same 
way that the stator voltages of a TR depend on 
the position of the magnetic field in relation to 
the TR stator windings. The TDX stator field 
axis orients itself in the TDX stator inthe same 
relative position that the TX rotor axis is 
oriented in its stator. The TR rotor therefore 
follows the angular position of the TDX stator 
field with respect to R2 of the TDX. Since this 
is 05, the TR rotor turns to that position, and 
indicates 0. 

HOW THE DIFFERENTIAL TRANSMITTER 
ADDS.—Frequently, it is necessary to set up a 
TX-TDX-TR system for addition, This isdone 
by reversing the S; and Sg leads between the 
TX and TDX stators, and the Б] and R3 leads 
between the TDX rotor and the TR. With these 
connections the system behaves as illustrated 
in figure 21-19. The 75° and 30° mechanical 
inputs, applied respectively to the rotor of the 


<> STATOR MMF 
Айз ROTOR MMF 
520 


TX and the rotor of the TDX, are added and 
transmitted to the TR, whose rotor provides an 
output equal to their sum by turning to 105°. 


Differential Receiver 


As previously explained, the differential 
receiver differs chiefly from the differential 
transmitter in its application. The TDX in each 
of the previous examples combined its own in- 
put with the signal from a synchro transmitter 
and transmitted the sum or difference to a 
synchro receiver, which provided the system's 
mechanical output. In the case of the differen- 
tialreceiver in a torque system, the differential 
unit itself provides the system's mechanical 
output, usually as the sum or difference of the 
electrical signals received from two synchro 
transmitters. Figure 21-20 illustrates this 
operation in a system consisting of two TX's 
and a TDR (torque differential receiver) inter- 
connected for subtraction. 


Control Synchro Systems 


There is wide usage of synchros as followup 
links in automatic control systems. Synchros 
alone do not possess sufficient torque (turning 
power), to rotate such loads as radar antennas 
or gun turrets; however, they can control power 
amplifying devices, which in turn can move these 
heavy loads. For such applications, servomotors 
are used. They are placed in a closed-loop 
servomechanism employing a special type of 
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Figure 21-18.— Magnetomotive force positions in TX- TDX- TR system with all rotors 
at zero degree. 
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Figure 21-19.—Addition with TDX. 


Synchro called a synchro control transformer 
(CT) to detect the difference (error) signal be- 
tween the input and output of the loop. A block 
diagram of such a transformer is shown in 
figure 21-21 (A). Figure 21-21 (B) is aphantom 
view of a typical transformer, CT, with a drum 
rotor. 

CONTROL TRANSFORMER.—The  distin- 
guishing unit of any synchro control system is 
the control transformer, CT. The CT is a 
Synchro designed to supply, from its rotor 
terminals, an a-c voltage whose magnitude and 
phase is dependent on the rotor position, and on 
the signal applied to the three stator windings. 
The behavior of the CT in a system differs from 
that of the synchro units previously considered 
in several important respects. 

Since the rotor winding is never connected 
to the a-c supply, it induces no voltage in the 
stator coils. As a result, the CT stator cur- 
rents are determinedonly by the voltages applied 
to them. The rotor itself is wound so that its 
position has very little reflected effect on the 
stator currents. Also, there is never any 
appreciable current flowing in the rotor, be- 
cause its output voltage is always applied to a 
high-impedance load, 10,000 ohms or more. 


Therefore, the rotor does not turn to any 
particular position when voltages are applied to 
the stators. 

The rotor shaft of a CT is always turned by 
an external force, and produces varying output 
voltages from its rotor winding. Like synchro 
transmitters, the CT requires no inertia damper, 
but unlike either transmitter or receivers, rotor 
coupling to S9 is minimum when the CT is at 
electrical zero. (See fig. 21-22.) 

RELATIONSHIP OF THE STATOR VOLT- 
AGES IN ACT TOTHE RESULTANT MAGNETIC 
FIELD.—When current flows in the stator cir- 
cuits of a CT, a resultant magnetic field is 
produced. This resultant field can be rotated 
by the signal from a synchro transmitter, or 
Synchro differential transmitter, in the same 
manner as the resultant stator field of the TDX 
previously considered. When the field of the 
CT stator is at right angles to the axis of the 
rotor winding, the voltage induced in the rotor 
winding is zero. When the stator field and the 
rotor's magnetic axis are alined, the induced 
rotor voltage is maximum. Since the CT's out- 
put is expressed in volts, it is convenient to 
consider its operation in terms of stator volt- 
ages as well as in terms of the position of the 
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Figure 21-20.—Subtraction with TDR. 


resultant magnetic field, but it should be re- 
membered that it is the ANGULAR POSITION, 
with respect to the rotor axis, that determines 
the output of the CT. 

OPERATION OF THE CONTROL TRANS- 
FORMER WITH A SYNCHRO TRANSMITTER. -— 
Consider the conditions existing in the system 
shown in figure 21-22, where a CT is connected 
for operation with a TX and the rotors of both 
units are positioned at 0°, The relative phases 
of the individual stator voltages with respect 


to the Ri to R3 voltage of the transmitter are 
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indicated by the small arrows. The resultant 
stator field of the CT is shown in the same 
manner as for the TDX. With both rotors in 
the same position, the CT stator field is at 
right angles to the axis of the rotor coil. 
Since no voltage is induced in a coil by ап 
alternating magnetic field perpendicular to its 
axis, the output voltage appearing across the 
rotor terminals of the CT is zero. 

Now assume that the CT rotor is turned to 
90°, as in figure 21-23, while the TX rotor 
remains at 9°. Since the CT’s rotor position 
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Figure 21-21.—(A) Block diagram with control transforming; (B) typical controltransformer. 


does not affect stator voltages or currents, the 
resultant stator field of the CT remains alined 
with Sg. The axis of the rotor coil is now in 
alinement with the stator field. Maximum volt- 
age, approximately 55 volts, is induced in the 
coil and appears across the rotor terminals as 
the output of the CT. 

Next, assume the TX rotor is turned to 
180^, as in figure 21-24. The electrical posi- 
tions of the TX and CT are 90° apart, the CT 
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Stator field and rotor axis are alined, and the 
CT’s output is maximum again, but the direction 
of the rotor's winding is now reversed with 
respect to the direction of the stator field. 
The phase of the output voltage is therefore op- 
posite to that ofthe CT inthe preceding example. 
This means that the phase of the CT's output 
voltage indicates the direction in which the CT 
rotor is displaced with respect to the position- 
data signal applied to its stators. 
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Figure 21-23.—Conditions in TX-CT system with TX rotor at 0^ and CT rotor at 90. 


It is evident that the CT’s output can be 
varied by rotating either its rotor or the 
position-data signal applied to its stators. It 
can also be seen that the magnitude and phase 
of the output depend on the relationship between 
signal and rotor rather than on the actual posi- 
tion of either. 


Synchro Resolvers 


The synchro resolver is an electromechani- 
cal device used to generate trigonometric func- 
tions. A resolver, like the synchro, works on 
the principle of a variable transformer capable 
of unlimited rotation. In its most common form 
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Figure 21-24.—Conditions in TX-CT system with TX rotor at 180° and CT rotor at 90°, 


it consists of a stator and a rotor, each wound 
with two separate coils placed precisely at 
right angles (90^) to each other (fig. 21-25). 
The two stator windings (S-1 and S-2) are 
normally stationary, and serve in most ap- 
plications as the primaries. However, they 
may be used as the secondary windings in 
some applications of resolvers. The rotor wind- 
ings (R-1 and R-2) serve as secondaries and 
primaries, depending on the application of the 
resolver. The rotor assembly can be rotated 
with respect to the stator windings, Thus, the 
rotor can be set at any angle with respect 
to the stator. Each winding of the stator and 
rotor has the same number of turns so there 
is a 1:1 turns ratio. The 90° displacement of 
the windings of the stator prevents any magnetic 
coupling between its windings. This alsoapplies 
to the rotor. 

The inputs to the resolver are (1) the mag- 
nitude of the value expressed as a voltage, 
and (2) its direction expressed as a mechanical 
rotation, Since the value has both magnitude 
and direction, it can be represented asa vector. 
The resolver is basicallya righttriangle solver, 
using windings to represent the sides and 
magnetic flux to represent the hypotenuse. The 
shaft rotation corresponds to one of the acute 
angles of the right triangle. 

Resolvers are used extensively in com- 
puters, coordinate converters, in some radar 
sets, in weapon direction equipment, target 
designation equipment, апа for data trans- 
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mission. These devices perform electricalcom- 
putations involving (1) resolution, (2) com- 
position, and (3) combination. Figure 21-26 
shows the rotor in three different positions 
with respect to the stator. Since similar action 
takes place in all windings, only one set is 
shown for simplicity. 

In figure 21-26 (A), the rotor and stator 
windings have an angle of ( between them. 
With the rotor in this position, all the flux 
established by the stator winding voltage cuts 
the rotor winding and the voltage induced in the 
rotor is maximum. For example, with a turns 
ratio between the stator and rotor of 1:1 and 
an input voltage of 1 volt, ignoring the small 
transformer losses, the output voltage will be 
1 volt. 

In figure 21-26 (B), the rotor is turned so 
that the two windings are displaced by 30°. 
Now only a part of the stator flux cuts the 
rotor winding, and the voltage induced in the 
rotor is 07866 volt. 

In figure 21-26 (C), the rotor is turned so 
that the two windings are displaced by 90°. 
At this angle there is no magnetic coupling 
between the windings, and the output voltage is 
zero. 

The output voltage corresponds numerically 
to the cosine function of the angular displace- 
ment between the rotor and stator. This rotor 
winding is therefore called the cosine winding. 
With the second rotor winding displaced 90? from 
the cosine winding, the voltage induced in this 
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Figure 21-25.— Typical schematic symbols for resolvers. 
Eg* Ei cos 8 
0:0 
! 
Ф “т Ф Ө=30° / Ф 
| [OW 
| 
| | | 8:90 
| 
Е; Eo Ei Eo Ei | iu 
Eo 
Eo 1х121 E97 1x.8867.886 Eg71x070 
(A) (B) (C) 
BE.424 


Figure 21-26.—Resolver principle, rotor andstator. 


winding would correspond to the sine function 
of the angle of displacement between the rotor 
and the stator. This naturally would be called 
the sine winding. 

Here are some of the types of problems 
a resolver is capable of solving. First, the 
resolver can separate a vector into its two 
right-angle components; this is called resolu- 
tion. The hypotenuse of the triangle in figure 
21-2" is the vector to be resolved. The angle 
А represents the direction of the vector; andthe 
volage applied to the stator winding, given a 
value of unity, represents the magnitude of the 


the answers to the vector problem. The magni- 
tude of Eg] represents the horizontal component 
and Eg the vertical component of the vector. 

In figure 21-28, values have been assigned 
to the inputs. The angle of 30? represents the 
elevation of a target. The hypotenuse repre- 
sents the range to the target in the slant plane. 
In this case unity voltage represents the maxi- 
mum range of the instrument, The voltage 
applied to the stator is directly proportional 
to the target's range. The voltage induced in 
the cosine winding would represent the horizontal 


: range.to the target, while the voltage induced 


vector, The output voltages, Eg, апа Ego, are - 
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in the sine winding would represent the vertical 
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component of the target’s range—that is, its 
height. 

Combining the two components of a vector 
to produce that vector is the second type of 
Problem a resolver can solve. This is called 
composition, Here two sides of a right triangle 
are known and the resolver solves for the 
hypotenuse. The voltages А sin @ and A cos 
0 are applied to the two stator windings, as 
shown in figure 21-29. Each winding produces 
a flux field proportional to the strength of its 
voltage. These two flux fields are at right 
angles because the stator windings are at right 
angles, Right angle flux fields combine accord- 
ing to the formula 


612 + 0,2 = 00 


where Фу is the field strength of stator winding 
1 and $2 is the field strength of stator winding 2. 
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Figure 21-27.—Resolution No. 1. 
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Figure 21-28.—Resolution No. 2. 
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(This formula is similar to the formula used to 
solve for the hypotenuse of a right triangle—the 
square of the hypotenuse is equal to the sum of 
the squares of the other two sides.) 

The rotor is turned through the angle 9 so 
that the axis of the rotor winding is alined 
with the axis of the resultant stator flux field. 
The voltage induced in the rotor winding is then 
proportional to the hypotenuse, which is the 
vector A. 

In a computer, the second rotor winding of 
the resolver is used to furnish a signal to a 
Servomechanism to position the rotor. The 
second rotor winding would have zero voltage 
induced when it is exactly 90° from the resultant 
flux field. Therefore the rotor would remain in 
this position and the first rotor winding would 
have minimum voltage induced. 

By the use of more than one resolver in a 
computing circuit, a combination of the two 
basic problems can be solved simultaneously. 


TROUBLESHOOTING SYNCHRO SYSTEMS 


Many times synchro troubleshooting is 
limited to determining whether the trouble is in 
the synchro, or in the system connections. Re- 
pairs can be made to the system connections; 
however, defective synchro units must normally 
be replaced. 

In a newly installed system, or unit, the 
trouble probably is the result of improver 
zeroing or wrong connections. Make certain 
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Figure 21-29, —Composition. 
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all units are zeroed correctly; then check the 
wiring. Do not trust the color coding of the 
wires; check them with an ohmmeter. 

In systems which have been working, the 
most common trouble source are as follows: 


Switches............. Shorts, opens, grounds, 
or corrosion. 

.... Water or oil leaking into 
synchro from other 
devices, If this is the 
trouble, correct it be- 
fore installing a new 
synchro, 

Terminal boards ..... Loose lugs, frayed 

wires, Or corrosion, 

..... Units improperly 

zeroed. 


Nearby equipment 


Zeroing .. 


Wrong connections and improper zeroing 
in any system are usually the result of careless 
work or inadequate information. Do not rely on 
memory when removing or installing units. 
Refer to the applicable instruction book. 

Most synchro systems involve units which 
are in widely separated locations. If trouble 
occurs in such a system, it must be localized 
as quickly as possible. To savetime, use over- 
load indicators and blown fuse indicators lo- 
cated on a control board to locate a faulty 
unit. 

Tables 21-1 and 21-2 summarize, for a 
simple torque transmitter-torque receiver sys- 
tem, some symptoms and the possible causes. 
When two or more receivers are connected 
to one transmitter, similar symptoms occur. 
If all the receivers act up, the trouble is in 
the transmitter or the main bus. If the trouble 
appears in one receiver only, check that unit 
and its connection. The angles shown do not 
apply to systems using differentials, or to 
systems whose units аге not zeroed. 
(See table 21-2.) 


Table 21-1.—Synchro troubles, 


General 


Preliminary actions: Be sure TR is not jammed 
physically. 

Turn TX slowly in one direction and observe 
TR. 
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Symptoms 


















Overload indicator lights. Rotor circuit open 


Units hum at all TX or Shorted. 
settings. 
One unit overheats. 
TR follows smoothly but See below. 
reads wrong. 
Overload indicator lights. Stator circuit 
Units hum at all except shorted. 


two opposite TX settings. |See table 21-2 
Both units overheat. 
TR stays on one reading half 
the time, then swings 
abruptly to the opposite 
one. TR may oscillate or 
spin. 


Stator circuit 
open, 
See table 21-2, 


Overload indicator lights. 

Units hum on two opposite 
TX settings. 

Both units get warm. 

TR turns smoothly in one 
direction, then reverses 


Unit interconnec- 
tions wrong. 


TR reads wrong, or turns 
backward, follows TX 
smoothly. 

Unit not zeroed. 

See table 21-2. 


Open or Shorted Rotor 


Preliminary action: Set TX to 0° and turn 
rotor smoothly counterclockwise. 


Trouble 
TX rotor open, 
















Symptoms 






TR turns counterclockwise 
from 0 to 180° ina jerky 

or erratic manner, and 

gets hot. 


TR turns counterclockwise 
from or 180° ina jerky 
or erratic manner. TX 
gets hot. 


TR rotor open, 


TR turns counterclockwise | TX rotor shorted. 
from 90 or 270°, torque 
is about normal, motor 


gets hot, TX fuses blow. 


TR turns counterclockwise 
from 90 or 270° torque 
is about normal, TXgets 
hot, TR fuses blow. 


TR rotor shorted. 
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Table 21-2. —Synchro troubles, stator. 


Shorted Stator 
Symptoms Я Trouble 


Setting or conditions 


When TX is on 120° or 300° 
but 


When TX is between 340° and 
80°, or between 160° and 
260° 


When TX is on 60° or 240° 
but 


When TX is between 280° and 
20°, or between 100° and 
200° 


When TX is on 0° or 180° 
but 
When TX is between 40° and 


140°, or between 220° and 
320° 


All positions of TX. 


Overload Indicator goes out and TR 
reads correctly. 


Overload Indicator lights, units 
get hot and hum, and TR stays 
on 120° or 300° or may swing 
suddenly from one point to 
the other. 


Overload Indicator goes out and TR 
reads correctly. 


Overload Indicator lights, units get 
hot and hum, and TR stays on 60° 
or 240° or may swing suddendly 
from one point to the other. 


Overload Indicator goes out and TR 
reads correctly. 


Overload Indicator lights, units get 
hot and hum, and TR stays on 0° 
or 180° or may swing suddendly 
from one point to the other. 





Overload Indicator on continuously 
both units get very hot and 


hum, and TR does not follow 


at all or spins. 


Stator circuit 
shortedfrom 5, 
to S9. 


Stator circuit 
shorted from S2 
to S3. 


Stator circuit 
shorted from 5, 
to S3. 


All three stator 
leads shorted 
together. 











When TX is on 150° or 330° 
When TX is held on 0° 


When TX is on 90° or 270° 
When TX is held on 0° 


Symptoms 


TR reverses or stalls and Overload 


Seetting or conditions 


Open Stator 







Indicator lights. 


TR moves between 300^ and 0^ ina 


jerky or erratic manner. 


TR reverses or stalls and Overload 


Indicator lights. 


TR moves to 0^ or 180°, with fairly 


normal torque. 


439 





Trouble 





Sı stator circuit 
open. 








S9 stator circuit 
open. 
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Table 21-2.—Synchro troubles, stator —Continued 





Open Stator 
Symptoms 


When TX is on 30? or 210? 








TR reverses or stalls and Overload 83 stator circuit 


When TX is held on 0? Indicator lights open. 
TR moves between 0? and 60? ina 
jerky or erratic manner. 
When TX is set at 0°, and then TR does not follow, no Overload T'wo or three sta- 
moved smoothly counter- Indication, no hum or over- tor leads open 
clockwise heating. or both rotor 


circuits open, 
Wrong Stator Connections, Rotor Wiring Correct 
These problems must be worked using a stationary pointer on the chassis and a compass card 


mounted on the rotor. 


TR indication is wrong, turns 
clockwise from 240 . 















Setting or conditions Trouble 

TX set to 0? and rotor 
turned smoothly 
counterclockwise 


5] and 59 stator 
connections are 
reversed. 





S2 and 53 stator 
connections are 
reversed. 


TR indication is wrong, turns 
clockwise from 120 . 







TR indication is wrong, turns 


51 and S3 stator 
clockwise from 0°. 


connections are 

reversed. 
81 is connected to 
S2, S2is con- 
nected to Sg 
and 5з is con- 
nected to 51: 
81 is connected to 
53, Sg is con- 
nected to Sj, 
and Sg is con- 
nected to 892. 













TR indication is wrong, turns 
counterclockwise from 120°, 








TR indication is wrong, turns 
counterclockwise from 240° 





Wrong Stator and/or Reversed Rotor Connections 


These problems must be worked using a stationary pointer on the chassis and a compass card 
mounted on the rotor. 
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Table 21-2.—Synchro troubles, stator— Continued 





TR indicationis wrong, turns 
counterclockwise from 180° 





TX is set to 0? and rotor 
turned smoothly 
counterclockwise 






TR indication is wrong, turns 
clockwise from 60^ 






TR indication is wrong, turns 
clockwise from 300? 






TR indication is wrong, turns 
clockwise from 180° 










TR indication is wrong, turns 
counterclockwise from 300° 









TR indication is wrong, turns 
counterclockwise from 60° 





Trouble 


Stator connections 


are correct, but 
rotor connec- 
tions are re- 
versed. 


Stator connections 


51 and Sg are 
reversed, and 
rotor connec- 
tions are re- 
versed. 


Stator connections 


Sg and 53 are 
reversed, and 
rotor connec- 
tions are re- 
versed. 


Stator connections 


51 


81 and S3 are 
reversed, and 
rotor connec- 
tions are re- 
versed. 


is connected to 
S2, S2 is con- 
nected to 83, S3 
is connected to 
Sl, and rotor 
connections are 
reversed, 

is connected to 
83, S2 is con- 
nected to Sł, 
Sg is connected 
to S2, and rotor 
connections are 
reversed. 


SERVOMECHANISMS indicator motors. The mechanical load may re- 

quire either high or low torque movement with 

In the operation of electrical and electronic variable speed and direction, 
equipment, it is often necessary to operate a It can be stated that a servomechanism is 
mechanical load that is remotely located from an electromechanical device that positions an 
its source of control. Examples of this are the object in accordance with a variable signal. The 
movement of heavy radar antennas or small Signal source may be capable of supplying only. 
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a small amount of power. А servomechanism 
operates to reduce difference (error) between 
two quantities, These quantities are usually the 
CONTROL DEVICE position and the LOAD po- 
sition. 

The essential components of a servomecha- 
nism system are the INPUT CONTROLLER and 
OUTPUT CONTROLLER. 

The input controller provides the means 
whereby the human operator may actuate or 
operate the remotely located load. This may be 
achieved either mechanically or electrically. 
Electrical means are most commonly used. 
Synchro systems and bridge circuits are most 
widely used for input controlof servomechanism 
systems. 

The output controller of a servomechanism 
system is the component or components in which 
power amplification and conversion occur. This 
power is usually amplified by vacuum-tube am- 
plifiers or magnetic amplifiers. In many applica- 
tions a combination of theseare used. The power 
from the amplifier is then converted by the ser- 
vomotor into mechanical motion of the direction 
required to produce the desired function, This 
sequence of functions is shown in figure 21-30. 
The figure shows a simplified block diagram of 
a simple servomechanism system. 


OPERATION OF BASIC 
SERVOMECHANISM 


The block diagram of figure 21-30, is shown 
schematically in figure 21-31. Its basic princi- 
ples of operation are as follows: 


OUTPUT CONTROLLER 


SERVO 
AMPLIFIER 





ELECRIC 
SERVO MOTOR 






INPUT CONTROLER 


BE. 428 
Figure 21-30.—Simplified block diagram 
of a servomechanism. 


The INPUT CONTROLLER, which consists of 
a synchro transmitter (TX) and a synchro con- 
troller transformer (CT), originates, or com- 
mands, the system movement. The TX's rotor 
is attached to а shaft, which is turned by hand 
or by acontrolling mechanical device. Movement 
of the TX rotor from its electrical zero will 
cause an unbalance of voltages inthe stator wind- 
ings 52, 51, and S3. (This was explained under the 
heading, Control Synchro Systems.) A voltage is 
induced in the rotor of the control transformer. 
Its MAGNITUDE depends on the AMOUNT of 
displacement of the TX rotor;its PHASE RELA- 
TIONSHIP depends on the DIRECTION of dis- 
placement from electrical zero. This voltage 
represents the ERROR voltage. Since a control 
transformer is not designed to furnish enough 
power to drive a load of any significant size, the 
error voltage must be amplified before it is 
powerful enough to drive the servomotor, and 
thus move the load. 

The servoamplifier, as stated before, may 
be an electronic type or magnetic type. In many 
cases, it is a combination of both, In the com- 
bination type, the electronic section amplifies 
the ERROR VOLTAGE, and the error voltage in 
turn controls a magnetic amplifier, The POWER 
amplification occurs in the magnetic amplifier. 
The various ways that a magnetic amplifier does 
this were explained in chapter 20, Magnetic 
Amplifiers. | 

Regardless of the type of amplifier used, the 
output of the power amplifier is connectedto the 
control field of the servomotor. In thisillustra- 
tion, a single-phase induction motor is used, The 
fixed field is energized at all times but cannot 
turn the motor shaft unaided. The control field 
is energized only when an error voltage appears 
at the control transformer whenthe controlfield 
is energized, the motor operates. 

The direction of rotation of the motor is de- 
termined by the phase relationshipofthe voltage 
applied to the fixed field to that of the control 
field. Varying phase relationships occur in the 
control field only, because its voltage (magnitude 
and phase relationship) is determined by the 
direction of displacement of the control trans- 
mitter rotor. 

Once the input controller in the system just 
discussed produces an error voltage, the servo- 
motor continues to turn until the rotor of the 
transmitter is again in its electrical zero (null) 
position. This is called an OPEN LOOP control 
System, because the servo output has no means 
of changing the input during operation. 
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SERVO — 
AMPLIFIER 


INPUT CONTROLLER 










FIXED 
FIELD 






OUTPUT 
SHAFT 





“= SERVOMOTOR 


OUTPUT CONTROLLER 


ВЕ.429 


Figure 21-31.—Schematic diagram of figure 21-30. 


Figure 21-32 shows the simplified block dia- 
gram of a servomechanism system that is much 
more widely used, It is the CLOSED-LOOP con- 
trol system. Note that it is similar to the open- 
loop system, except that it contains an additional 
followup signal stage between the servo output 
and the amplifier input. 

In the closed-loop control system, the servo- 
motor can be made to stop at any position, with- 
out returning the rotor of the transmitter to its 
electrical zero position. To accomplish this, 
an error voltage controlled by the servo is 
necessary, This error voltage is called a FOL- 
LOWUP voltage. 

To provide this followup voltage, there is 
usually a bridge element or a control trans- 
former driven by the servo's output shaft. The 
electrical connection is such that the bridge or 
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control transformer generates a voltage oppos- 
ing the error voltage of the input controller. 
Figure 21-33 shows a schematic diagram of the 
closed-loop control system. 

The followup controltransformer is basically 
the same in construction as those discussed 
earlier. Note that the stator is excited by the 
same a-c voltage as the rotor of the control 
transmitter, This voltage is connected only 
across two of the stator windings. The third 
stator winding is not used. With a voltage ap- 
plied across the two windings 120? apart, a re- 
sultant magnetic field appears midway (60? ) be- 
tween the two windings. If the rotor of the 
followup control transmitter is placed so that 
its axis is 90? from the field axis, the volt- 
age induced in the rotor from the two stator 
windings is zero, It can be seen that if the rotor 
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OUTPUT CONTROLLER 











CONTROL | 
TRANSFORMER 


INPUT CONTROLLER 


J 


NE 


BE.430 
Figure 21-32.—Closed-loop servomechanism. 
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INPUT CONTROLLER 


is moved from this zero-voltage position, a 
voltage will be induced into the rotor. The mag- 
nitude and phase-relationship of this voltage is 
dependent upon the amount of displacement, and 
the direction of rotation of the rotor from its 
zero position. 

When a followup control transformer is used 
in a servomechanism system, as illustrated in 
figure 21-33, the rotor is usually driven through 
a gear train by the servomotor's output shaft. 
The gear ratio will be such that the output shaft 
will turn many times before the rotor is turned 
any appreciable amount, Ratios of 1,500 tolare 


common, The servomotor output shaft may either 


be connected directly to its load, or geared up 
or down. 


FOLLOW-UP 
VOLTAGE 
RESISTOR 










SERVO— 
AMPLIFIER 


OUTPUT CONTROLLER 


Figure 21-33.—Closed-loop control system. 
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The principle of operation of the closed-loop 
Servosystem is as follows: 

At the static position (electrical zero) the 
output voltage of the INPUT CONTROLLER will 
be zero, andthe output voltage ofthe FOLLOWUP 
TRANSFORMER will also be zero. Thus, no 
error signal is sent to the amplifier, and the 
voltage to the control field of the servomotor 
is zero, 

When the input controller's shaft is rotated 
(either left or right) a voltage is induced into 
the rotor of the control transformer. This volt- 
age is connected through the followup resistor 
to the amplifier, where it is sent through the 
necessary stages of amplification, and drives 
the servomotor. The direction of rotation of the 
servomotor shaft is determined by the direction 
of the TX rotor displacement, which controls 
the phase relationship between the motor’s two 
fields. The variable control field will always 
lead or lag the fixed control field by 90°. As 
the servomotor shaft turns, it drives the load 
in the direction commanded. It also drives the 
gear train of the followup control transformer 
rotor. Driving the followup CT rotor from its 
electrical zero position causes a voltage to be 
induced into the rotor by the excited stator. This 
voltage will always be 180° OUT OF PHASE 
with the voltage generated by the INPUT CON- 
TROLLER. (This is done by the gear ar- 
rangement which drives the followup CT rotor). 
The followup voltage is developed across the 
same followup voltage resistor through which 
command signals are sent to the amplifier. As 
the servomotor rotates, the followup voltage 
increases. When the followup voltage becomes 
equal to the command voltage, being opposite, 
the error voltage sensed by the amplifier will 
be zero. The servomotor stops rotating. Note 
that it is unnecessary to reposition the trans- 
mitter’s rotor (input controller) to electri- 
cal zero in order to stop rotation of the servo- 
motor. The servomotor will rotate to move the 
load to whatever position is commanded by the 
control transmitter. 


WARD-LEONARD SYSTEM 


As previously stated, one of the basic re- 
quirements of a servomechanism is that the 
drive motor. has variable speed and reversible 
rotation capabilities. Since the ordinary single- 
phase or 3-phase a-c motor is inherently a 
constant-speed device, the direct current motor 
is commonly used for controlled drives. The 
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direction of rotation can be changed readily by 
reversing either the armature current or the 
field current, 

The speed can be controlled by the voltage 
on the armature. 

The circuit shown in figure 21-34, com- 
monly known as the Ward-Leonard, system, 
accomplishes this result. The d-c motor is this 
circuit is fed directly from a d-c generator 
which is operated at a constant speed. The 
d-c field supply to the generator is variable 
in both magnitude and polarity by means of a 
rheostat and reversing switch as shown. There- 
fore, the motor armature is supplied by a 
generator having smoothly varying voltage out- 
put from zero to full-load value. The motor field 
is supplied with a constant voltage from the 
Same source as that supplying the generator 
fields. The generator drive power could be 
from a single-phase or the 3-phase a-c motor, 
from an engine, or from any other constant 
speed source. In the same way the d-c field 
supply can be supplied from a rectifier, from 
an exciter on the end of the generator shaft, - 
or from any other suitable d-c source. 

The advantage of the Ward-Leonard system 
is that by means of the variation of a small 
field current, a smooth, flexible, yet stable 
control can be maintained over the speed and 
direction of rotation of a d-c motor. Such sys- 
tems are applicable to ship propulsion, hoists, 
and elevators, diesel electric equipment and to 
the rotation of gun turrets, radar antennas, 
and similar heavy equipment. The action of 
the system is very much like that of an am- 
plifier since a very small amount of power 
is used to control greatly increased power. 
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ROTATION 


SPEEO CONTROL 


RHEOSTAT 
0-С FIELD SUPPLY 
BE.432 


Figure 21-34,—Ward-Leonard drive. 
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A simple Ward-Leonard drive for a radar 
antenna is shown in figure 21-35. The 4-с 
generator in this system is driven by a 230-volt 
single-phase a-c motor. The same a-c line 
supplies a rectifier which furnishes field supply 
for both the d-c génerator and the d-c motor 
fields. However, the generator field is con- 
nected to a potentiometer in such a way that 
the niaghitüde | and polarity of the applied volt- 
age can be varied, By varying the setting of 
the potentiometer control knob, the antenna can 
be rotated in either direction ‘and at any speed 
from zero to full rate, 

The system shown is an open-loop type and 
is applicable to a ‘search type radar where the 
speed апа direction of the antenna rotation is 
under direct cóntrol of the operator. This sys- 
tem could be modified for use as a closed-loop 
system by providing feedback from the antenna 
drive mechanism to the speed and direction 
control potentiometer so that the voltage sup- 
plied to the field of the d-c generator would 


CONSTANT SPEED MOTOR- GENERATOR 







SPEED AND 
DIRECTION 
CONTROL 


be reduced to zero when the antenna position 
was in correspondence with the input order. 
One method of providing feedback for the 
system shown in figure 21-35 is by use ofa 
simple transmitter-receiver system and a 
mechanical differential, illustrated in figure 
21-36. 


AMPLIDYNES 


As has been stated earlier in this chapter, 
SYNCHROS are used for the transmission of 
angular motion without developing alarge amount 
of torque. 

DIFFERENTIAL SYNCHROS are used for 
combining, in the desired manner angular mo- 
tion from two different sources, again without 
developing a large amount of torque. 

SYNCHRO CONTROL TRANSFORMERS are 
used to produce an output voltage that is pro- 
portional to the angular difference between the 
input and output shafts of a servomechanism. 


ANTENNA 


ANTENNA DRIVE 


BE.433 


Figure 21-35.—Simple radar antenna drive. 
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discussed later in the text, The amplidyne drive 
motor is ordinarily a 3-рһаѕе a-c induction 


: motor. | 
230vac ра SSS Se ae Sa а с 
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AC 
SPEED AND 1 
DIRECTION MECHANICAL 
CONTROL DIFFERENTIAL 
HANDWHEEL 


BE.434 
Figure 21-36.—A feedback system for Ward- 
Leonard type servo control. 


The error voltage from the controltransformer 
is fed to à CONTROL AMPLIFIER (amplifies 
the output of the control transformer) which 
increases the amplitude of the error signal. In 
an amplidyne power drive the output ofthe control 
amplifier supplies the field coils of an ampli- 
dyne generator. A smallvariation inthe strength 
of the current in the field coils ofthe amplidyne 
generator causes a great variation in its output 
power. In this respect the amplidyne is a d-c 
amplifier. Thus, the signal developed in the 
control amplifier can cause the amplidyne gen- 
erator to supply enough output power to operate 
the d-c servomotor which has sufficient torque 
to move a heavy load, 

The amplidyne power drive, as commonly 
used, consists of an amplidyne generator, a 
driving motor, and a d-c servomotor, as shown 
in simplified form in figure 21-37. The ampli- 
dyne generator has two sets of brushes on the 
commutator. One set is short-circuited and the 
other set supplies the armature of the servo- 
motor. The field of the servomotor and the 
control field of the amplidyne are separately 
excited. The amplidyne control field has a split 
winding, one for each polarity of the applied 
signal. The series compensating winding is 






| TO 
| CONTROL 
! AMPLIFIER 


AMPLIDYNE 
GENERATOR 


AMPLIDYNE 


BE.435 
Figure 21-37.— Basic amplidyne drive. 


Operation 


The  amplidyne generator is а small 
separately excited direct-current generator 
having a control field that requires a low power 
input. The armature output voltage may be 100 
volts and the output load current 100 amperes, 
giving an output power of 10 kilowatts (kw.). The 
amplidyne is essentially a control device that 
is extremely sensitive. For example, an increase 
in control field power from zero to 1 watt can 
cause the generator output power to increase 
from zero to 10 kw. It is thusa power amplifier 
that increases the power by an amplification 
factor of 10,000. The following analysis shows 
how this high amplification is accomplished. 

In an ordinary 2-pole generator (fig. 21-38) 
the separately excited control field may take an 
input power of 100 watts in order to establish 
normal magnetism in the field poles and a 
normal armature voltage of 100 volts. When 
this voltage is impressed on a 1-ohm load the 
armature will deliver 100 amperes, or an output 
power of 10 kw. The circles with dots represent 
armature conductors carrying current toward 
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the observer; those with crosses represent 
electron flow away from the observer. The 
control field winding develops a north pole (N) 
on the left-hand field pole and a south pole (S) 
on the right-hand field pole. . 

The relative strength of the control field is 
represented by vector OA in figure 21-38 (B). 
The armature acting as an electromagnet es- 
tablishes a quadrature, orcross magnetomotive 
force having an axis that coincides with that of 
the brushes. The relative strength and position 
of this armature cross magnetizing force is 
indicated by vector OB in figure 21-38 (B). It 
has about the same length as the control field 
vector, OA, and is perpendicular to it, А 

If the strength of the control field in figure 
21-38 (A) is reduced to 1 percent of normal, the 
armature generated voltage will fallto 1 percent 
of normal, or to about 1 volt in this example. 
The output current from the armature will fall 
to 1 ampere through the 1-ohm load. 

Normal armature current may be restored 
by short-circuiting the brushes, as shown in 
figure 21-39 (A). One volt acting through an 
internal armature resistance of 0.01 ohm will 
circulate 100 amperes between the brushes. The 
control field strength is still 1 percent of its 
normal value (vector OA, fig. 21-39 (B)), but 
the armature crossfield mmf has been re- 
stored to its normal value, as indicated by 
vector OB. 

The armature crossfield is cut by the arma- 
ture conductors and may be regarded as being 
responsible for normal load voltage, which is 
obtained across an additional pair of brushes, 
as shown in figure 21-40 (A). The axis of these 
brushes is perpendicular to that of the shorted 
brushes. The load is connected in series with 
these new brushes and a compensating winding, 
shown schematically around the south field 
pole, S, 

Armature load current is toward the ob- 
server around the upper half of the armature 
windings and away from the observer around 
the lower half. The armature acts like an electro- 
magnet, which creates an mmf directly op- 
posed (in this case) to the control field mmf 
and in the same axis as that ofthe control field. 

The purpose of the compensating winding is 
to create an opposing mmf along this same axis 
to counterbalance the armature load current 
mmf. This counterbalance is made automatic 
for any degree of load by connecting the com- 
pensating winding in series withthe loadbrushes 
and the load. Vector OC (fig. 21-40 (B) rep- 


resents the relative magnitude and direction 
of the compensating winding mmf with respect 
to the control field mmf OA; the armature 
load current mmf OD; and the armature cross- 
field mmf OB. 

The main field poles are shown slottedalong 
the load-brush (horizontal) axis to indicate a 
method of achieving satisfactory commutation 
in the coils being shorted by these brushes. A 
restriction in the size of the amplidyne is the 
self-induced voltage in the coils being com- 
mutated and the resultant sparking at the 
commutator. 

Because any residual magnetism along the 
axis of the control field would have an appreci- 
able effect on the amplidyne output, it is neces- 
sary to demagnetize the core material when 
the control field winding is:deénergized. This 
demagnetization is accomplished by means of a 
small a-c magneto generator (mounted on the 
amplidyne frame) which supplies a suitably 
placed demagnetizing ' winding, known as a 
KILLER WINDING (fig. 21-40 (A)). 

The action of the amplidyne is summarized 
as follows: 

1. A very low power (1 watt) input to the 
control field creates an armature short-circuit 
current of 100 amperes, thus producing a 
relatively strong armature crossfield. This 
is responsible, in turn, for the generation:of a 
normal output voltage of 100 volts across the 
output load brushes. The output load of 1 ohm 
is supplied with a current of 100 amperes and 
an output power of 10,000 watts. 

2. In larger size amplidyne generators, a 
control field input power of 4 watts will develop 
an output voltage of 200 volts and an armature 
load current of 200 amperes, or 40,000 watts 
output, 

3. Because of the high power amplification, 
any residual magnetism in the poles would 
greatly interfere with the proportion between 
the input and output. Residual magnetism is re- 
moved by means of a small a-c magneto gen- 
erator which supplies a demagnetizing winding 
having the same axis as the control field 
winding. 

4. The laminated armature and stator cores 
are worked at a low flux density in order to 
maintain a straight-line proportion between input 
and output. 

5. Amplidyne genrators are driven at rel- 
atively high speeds (1,800 rpm to, 4,000 rpm 
in order that they may be of small size and light 
weight. 
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Figure 21-38. —Ordinary d-cgenerator. dE ; 
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Figure 21-39.— Generator with short-circuited brushes. 
6. The amplidyne generator has. a quick ANTIHUNT CONSIDERA TIONS 

response to changes in control field current. 
The lapse in time between a change in the One problem in the application of the servo- 
magnitude of the control field current and the system is that of hunting. Hunting refers to the 
load output response is about 0.1 second. tendency of a' mechanical system to oscillate 
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Figure 21-40.—A mplidyne generator. 
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about a normal position. Thus, in figure 21-41 
the steel ball, if depressed from its normal 
position and suddenly released, oscillates verti- 
cally because of its inertia and the forces ex- 
erted by the springs. In time, the oscillation is 
damped out by the frictional losses in the oscil- 
lating system. 
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BE.439 
Figure 21-41.—Mechanical demonstration of 
hunting. 


Although other factors are involved, a some- 
what similar effect is observed in radar fire 
control, and other equipments employing servo 
drive. Because the connection betweenthe hand- 
wheel or other device controlling the position 
of the equipment (antenna, gun, etc., tobe moved) 
and the equipment itself is somewhat elastic 
(because of the action of the electrical and 
magnetic circuits involved), the inertia of the 
equipment causes it to overtravel its required 
position. An error voltage is developed in the 
servosystem in the opposite direction and the 
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equipment reverses. Successive overtravels by’, 
the equipment would be less and less, and the 
mechanical oscillation would die out except for 
one factor: there may be a time lag inthe 
servosystem, which causes reinforced oscilla- 
tions, In such a case, the equipment would con- 
tinue to oscillate or HUNT about its normal 
position. This action would cause harmful me- 
chanical vibration of the entire rotating system. 

In order to eliminate hunting, an ANTIHUNT 
device or circuit is used. This device commonly 
consists of arrangements to slow up the drive 
motor as the equipment to be movedapproaches 
its final position. If the drive power is reduced 
soon enough, the inertia of the moving part 
causes it to coast into its final position without 
any overtravel. 

The antihunt circuit commonly connects the 
servo or followup motortothe controlamplifier. 
A feedback signal is supplied by means of this 
circuit to the controlamplifier wherethe hunting 
problem is handled electrically. 


SERVOMOTORS 


The output drive motor in a servosystem 
should have the required power, be easily re- 
versible, and be capable of speed control overa 
fairly wide range. The d-c motor has character- 
istics that make its use advantageous. However, 
under certain circumstances the a-c motor has 
distinct advantages. 


D-C Servomotor 


The d-c servomotor used with theamplidyne 
generator must have a constant magnetic field 
if its output is to be proportional to the voltage 
applied across its armature. This voltage is 
supplied by the controlled output of the ampli- 
dyne generator. A constant field can be produced 
by a field winding supplied by a constant-voltage 
d-c source, or supplied by means of a suitable 
rectifier and an a-c source. A simpler method 
is to use permanent magnets that are capable 
of establishing the necessary flux. These are 
restricted to  small-size, low-horsepower 
motors. 

A disadvantage in using permanent magnets 
is that they may become demagnetized by 
armature reaction. However, this condition may 
be counteracted by the use of a compensating 
winding. This winding is connected in series 
with the armature and so placed around the pole 
faces that the armature reaction effect is com- 
pletely eliminated. 
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А-С Servomotor 

- AS has been stated, the output drive motor 
in‘ a servosystem should be easily reversible 
and should be capable of speed control over a 
fairly wide range. Ordinarily, an a-c motor 
cannot fulfill the requirements of a servo drive 
motor as completely as a d-c motor because the 
range of speed control is less. However, the use 
of an a-c motor may provide a much simpler 
drive system, especially where a-c poweristhe 
only source available and where some sacrifice 
in range of speed control can be made. 

An a-c motor that can be adapted for servo- 
System use is the single-phase induction motor. 
This motor contains two stator windings, They 
are the starting and running windings and are 
displaced 90°. Their currents are displaced 
in time ‘phase to produce a revolving magnetic 
field. The rotor may be either a WOUND rotor 
or a CAGE rotor. The latter type is the most 
common, It consists of heavy conducting bars 
embedded in the armature slots and connected 
at the ends by conducting rings. The revolving 
magnetic field originating in the stator cuts 
the rotor windings when power is applied at 
start and induces voltages in them. The result- 
ing rotor currents react with the field to start 
the motor in the direction of the revolving field. 

The starting winding is frequently designed 
to operate continuously with a capacitor to 
increase the phase displacement between the 
currents at start and to improve the motor 
power factor when the motor comes upto speed. 
When this arrangement is used it is called a 
CAPACITOR MOTOR. In order to reduce the 
size of the phase-splitting capacitor required 
for induction motor applications (and to pro- 
duce essentially the same result), a high volt- 
age capacitor of smaller capacitance and a 
small autotransformer are used. The opera- 
tion of the capacitor motor and the method of 
employing the capacitor are explained in 
chapter 17. 

In order to give the necessary range of speed 
control and higher starting torque for certain 
applications, it is possible to modify the single- 
phase motor in other ways. These include in- 
creasing the resistance of the rotor bars and 
end rings and the use of a tapped autotrans- 
former, one arrangement of which is shown in 
figure 21-43, In this circuit the phase- splitting 
capacitor and autotransformer are placed in 
parallel with one coil, and the combination is 
placed in series with the second coil. The 


current through coil 1 is the vector sum of the 
lagging current through coil 2 and the leading 
current through the primary of the autotrans- 
former. Because the currentthroughthe capaci- 
tor is leading the current through coil 2, the 
total current through coil 1 leads that through 
coil 2, The capacitor is chosen to give approxi- 
mately a 90° phase shift between the currents 
in coils 1 and 2. Thus, the desired rotating 
magnetic field is produced. However, the ef- 
ficiency of this type of motor is relatively 
poor because of the high resistance rotor. 


T! 






SINGLE 

PHASE 

A.C. c 
BE.440 


Figure 21-42.—Single-phase capacitor motor 
with series stator coil connections. 


The DIRECTION of rotation of the capacitor 
motor is reversed either by reversing the con- 
nections to one stator coil or by shifting the 
capacitor from one coil to the other. The SPEED 
of the motor is varied over a limited range by 
changing the voltage applied to the motor. The 
voltage may be changed by placing a variable 
impedance in series with one or both phases. 
The effect of such an impedance is lower the 
voltage, and hence the current, input to the 
windings. This action weakens the field and 
lowers the induced voltage in the rotor bars, 
hence reduces the motor torque and speed. The 
basic requirements of this system are: (1) a 
means of using an error signal to vary the 
impedance in series with the motor in order to 
control the speed, and (2) a means of comparing 
the phase of the error signal with a reference 
voltage in order to control the direction of 
rotation of the motor. 

The block diagram of a servosystem in 
which a capacitor motor is used to provide the 
output power is shown infigure 21-43. A synchro 
control transformer is used to provide an error 
signal that is proportional to the difference 
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between the actual antenna position and the 
desired position, represented by the position 
of the handwheel. The rotor ofthe controltrans- 
former is geared to the load so that rotation 
of the load turns the rotor toward the position 
in which the error voltage is zero. The antenna 
is rotated by turning the handwheel connected 
to the rotor of the synchro transmitter. The 
turning of the rotor shifts the position of the 
stator field of the control transformer and thus 
causes an error voltage to be induced in its 
rotor. The error voltage is fed to the control 
amplifier where it is amplified and used to 
lower the impedance in series with the a-c 
motor in order to start the motor, and to 
control (within limits) the speed of rotation. 
The error voltage is simultaneously fed to 
another section of the amplifier where its 
phase is compared with the phase ofa reference 
voltage in order to control the direction of 
rotation. The output of this section of the 
amplifier is fed to a relay which selects 
the stator winding with which the phase- 
splitting capacitor is to be connected in 
series, 
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Figure 21-43.—Servosystem using capacitor 
motor. 


APPENDIX I 
GREEK ALPHABET 


Designates 


Angles. 

Angles, flux density. 

Conductivity. 

Variation of a quantity, increment. 

Base of natural logarithms (2.71828). 

Impedance, coefficients, coordinates. 

Hysteresis coefficient, efficiency, magnetizing force. 


Phase angle. 
Dielectric constant, coupling coefficient, susceptibility. 
Wavelength. 


Permeability, micro, amplification factor. 


Reluctivity. 

3.1416 

Resistivity. 

Time constant, time-phase displacement. 
Angles. magnetic flux. 


Dielectric flux, phase difference. 


Ohms (capital), angular velocity (2 r f). 
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APPENDIX 11 
COMMON ABBREVIATIONS AND LETTER SYMBOLS 


Abbreviation 
Term d or 
Symbol 


alternating current (пои)................................ а.с. 
alternating-current (adj.). . o o sac oos es e ee eee er o om o n ss 
amperes cs жузге дел Ле Ләис Te ser Лиси Жуда а еа Тер, Ie uS dei Wei > Ule ДЕ. Wu RE Oo, By o V Wie Te 
audiofrequency (noun) . . . . а.а. 
Capacitance: ш „зз x Wu эж уб oo Een. DI Soie ж nv ue. te б e Reo wel бү. а oe o ws e 
Capacitive reactanCe. . 4 4 4 79 WV sec» 09V ж ж o жож б Ce жож ж ee ere 4 але ә 
céntimeter. .. V. v o9 464 уй кол ss ce NEP IER wo wo e Iw leue e E S eee we 15 
condüctánce ле voces ж ёл mue mec ues e xs ур ДЕ lem ue TR TRECE, UN. RAO S NUNT SEN Ve ът Sn 
coulomb-.-.-4 063. v. ЖЖ eus ao ле е EIOS бё DVRs TR De га sal C IDEs Cor ce ДЕЛО жыла Ж ROO б жж ce 
counterelectromotive force. ..................,„»„ ә» ә у ө «э os ss 
current (4-с or rms value). . . . . . желк # жоюусу Же оз бе зу у жола жож ЛЫ 
current (instantaneous уаїшлте).............................. 
dielectric constant 4 Ж xe 08 odo 90S i9 om ажал e RED RSV Tow S Ue а ^а 
difference in potential (4-с or rms уа1їчлё)........................ 
difference in potential (instantaneous уаїше)...................... 
direct current (noun) X. XX. р vog. е eos Леле Uu aeter ete, E ceo оа. E TRIES RD a 
direct-current.(adj.) sss 2 1760008 А we 3. Qua Ж зе Дер да шы. ЖО PO Wh ROR WY WI vete 
electromotive force sus s оа 30 аса 9 O9 o9 е Ce Ее WU Ge uw Ce Ss e] VALOIR UN 
freqüency 4.6/5 5.9 Uy жю m Ie лж ЕЛЖ ж le déc ӨСӨ Tei eL al EU Te сы We cu. le ies елйз E Le UR 


TONEY. ч. а ы: Meh ie) иб ЕЛЕДЕ pel Te A dae e Жолы e Me es te ihe Лы rec ае До ЫАМ МЕ а ох 
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о 


= g Bo "dr 
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а. 0 ti AH OO OO о > р р 


8 
man 


N 


ROM Coe ne eg eae: ш оу Tate OE Sn BACB) м NUL ч TMS: dmt IS atq tege! е ende aie dee le Me 


horsepower o ss 0 4e жый See д ЙЕ oue Лы o3. 4 Cee Ew Viet msg dente) IUS de De, ee aed ла ә 
Impedance: „е Fo. bse ig ei: ЕЛЕ жила кылышы Gere ЭЗ ИС te Ge ӨӨ жер Мао ИЙ ж жо ДЕЕ а 
Inductancé, . u „бе зр 9 жоё o8 on Л. жою WC ves Жой ЖОЕ агайы eB) ds ek ЙЛЫ тєл? es 
inductive reactance’ s ... vo. v. юла ж-о menm we к Ёл кукла Rien эы ж а саме pc Ir 
kilovolt 121.05 Sle eGo ле M Сй Sed oe “oe UR lel эел Oe e Uer ЛҮМ te Sissy “oS Tw cow тла ЗА "ые 
kilovolt-ampere s > уат, ж. ж 9 Wed cay Та ЫЛ иле а ecu se. Be WIS оар ж. ЮЗЛИ ЫЙ Лэ i 
kilowatt: а лме 9 9e 9 E300 d^ DOES cer en 9) € ТЕ жож Ге Ж Гы pecie Ue Seite е. элей, а e AVI 18 
kilowatt-hour s 4. жуш ж жа os Lov. Uy ж э еә Фо же ёа ж ө э 09 Се а, wv KWhr 
magnetic field intensity. . . . . . эзе ee eee В 
magnetomotive Ёотсе........................ o o n n ] gn. n n n nn MMOL, 
nicroampete ... 4o. Se жшше жуз. б ov ow ЖЫ Saree ue ee emos бааа Жозе cv е s. we cavo M 
microfarad; sow 07 eun IRURE cus ah woe LEG NUR CI o an лора жй va eso den le oes E 
microhenfy. «e 4 e we soy 0. Velo]. ow o9 ce 9o 9$ к Жез 9 бо е wow Сө ж. v» i cul 9 сё v ces СИП 
niGrovolt о . lo б жиы ж bw ay эж L8 IE жыз UD у. Аё Ue we Pes Due c. RI TW 18 eee. HV. 
fticrowatt ... . 6 Wo. xe dro таб 9 Лез б 78-9 voe e vx ODE e 0s y cel ws жуш. X mov ШМ 
milliampere r . . о.о e e e 6 e жож. os o o э os 9 m 9 9 ov 9 9 оо s n 9 2 s 2. s s. ПА 
millihenry.«-s жоЛ 309-90 Gsm cce ж ЕИ se 9 ^ cw Set её “er vel “OG ce fecus есе ж жск жс Bh 
mIlIivolt o 2 o. x 9:396 877 NUS 9 жй a o Sum RUE Rt. DN WI жу Ce өз Лл е e cave xiv ue OTN 
milliwatt . £606 91936 99 аә ЖОЖ Qe RI WA CUN. REOR IX Veo a Se oe аа god do oos, MI 
mutual inductance: . . ... 4 а 2. 9 ж ovo eos жое жож б ж се без з аа лес же ow o. М 
plcofarad. kiy v2 ы e Ru жы лек US I use лык. op a ЖОЛЫ ато V e ce Tet Las woe Ono Te, Ceo nu oe, DE 
роет. 4v v5 жое жле ПУ жой Des чє V дерде wae сө einen hy БЕДЕ. СЕЗЛЕ 08 19 o9: 2 DISC e eto peres LP 
resistance. . . . ... et » e» e à » са оаа во ааа ао оаа оао аа оо вао о К 
revolutions: per minutes: . . f . . & 4 4 90 o9 9 $09 9 o8 9 Ж б V. V CS esc ж е rpm 
root mean square, . . e sos 6 2 5 e e e e ew we m o m n o с» оо о. TS 


SONS wom 
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EE 


time. caso. ovi oy ое лк сл moe sm e Жой Nude uy ж ule sal sm Wo oe ceo Ue dom >», ole E 
torque. . . « ee ^ ^ e. e c ж ж c t ж o. t t n, 9 |] 2: |] 59 2 9 |] 72 9 2 2 5 2] 5. ee n n n.n T 
Volte v lerem oes qose se aus ei pee, edis ma meer eevee sorum V en Qu Cr deo NV, 


volt-ampere-, i Lo c0. Шы шыу oe y T EUR IUe ele ke. EDU Ies vw ede e hae eoe ie МУЙ 
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For computing the current or the horsepower of a d-c motor, use the formula 
given for single phase, but omit the power factor. 


To find the value of an alternative current when voltage, power (in watts) and 
power factor are. known, use the formulas:  . j - 


amp = watts ‚ ог 


volts times Р.Р. 


watts 
amp = ————__Warre Cs 


volts times 1.73 times P.F. 


according to whether the equipment is single phase or three phase. 
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ELECTRICAL TERMS 


AGONIC.—An imaginary line of the earth’s sur- 
face passing through points where the mag- 
netic declination is 0°; that is, points where 
the compass points to true north. 

AMMETER.--An instrument for measuring the 
,amount of electron flow in amperes. 

AMPERE.—The basic unit of electrical current. 

AMPERE-TURN:—The magnetizing force pro- 
duced by à current of one ampere flowing 
through a coil of one turn. 

AMPLIDYNE.—A rotary magnetic or dynamo- 
electric amplifier used in servomechanism 
and control applications. . 

AMPLIFICATION.—The , process of increasing 
the strength (current, power, or voltage) of 
a signal. 

AMPLIFIER.—A device used to increáse the 
signal voltage, current, or power, generally 
composed of a vacuum tube and associated 
circuit called a stage. It may contain several 
stages in order to obtain a desired gain. 

AMPLITUDE.—The | maximum instantaneous 
value of an alternating voltage or current, 
measured in either the positive or negative 
direction. 

ARC.—A flash caused by an electric current 
ionizing a gas or vapor. 

ARMATURE.-The rotating part of an electric 
motor or generator. The moving part of a 
relay or vibrator. 

ATTENUATOR.—A network of resistors usedto 

reduce voltage, current, or power delivered 
to a load: 

AUTOTRANSFORMER. —A transformer in which 
the primary and secondary are connected to- 
gether in one winding. 


BATTERY.—Two or more primary or secondary 
cells connected together electrically. The 
term does not apply to a single celi. 

BREAKER POINTS.—Metal contacts that open 
and close a circuit at timed intervals. 
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BRIDGE CIRCUIT.—The electrical bridge cir- 
cuit is a term referring to апу one ofa 
variety of electric circuit networks, one 
branch of which, the ‘‘bridge’’ proper, con- 
nects two points of equal potential and hence 
carries no current when the circuit is 
properly adjusted or balanced. 

BRUSH.—The conducting material, usually a 
block of carbon, bearing against the com- 
mutator or sliprings through which the cur- 
rent flows in or out. 

BUS BAR.—A primary power distribution point 
connected to the main power source. 


CAPACITOR.— Two electrodes or sets of elec- 
trodes in the form of plates, separated from 
each other by an insulating material called 
the dielectric. 

CHOKE COIL.—A coil of low ohmic resistance 
and high impedance to alternating current, 

CIRCUIT.—'The complete path of an electric 
current. 

CIRCUIT BREAKER.—An electromagnetic or 
thermal device that opens a circuit when the 
current in the circuit exceeds a prede- 
termined amount. Circuit breakers can be 
reset. 

CIRCULAR MIL.—An area equal to that of a 
circle with a diameter of 0.001 inch. It is 
used for measuring the cross section of 
wires. 

COAXIAL CABLE.—A transmission line con- 
sisting of two conductors concentric with 
and insulated from each other. 

COMMUTATOR.—The copper segments on the 
armature of a motor or generator. It is 
cylindrical in shape and is used to pass 
power into or from the brushes. It is a 
switching device. А 

CONDUCTANCE.—The ability of a material to 
conduct or carry an electric current. It is 
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the reciprocal of the resistance of the mate- 
rial, and is expressed in mhos. 

CONDUCTIVITY.—The ease with which a sub- 
stance transmits electricity. 

CONDUCTOR. —Any material suitable for carry- 
ing electric current. 

CORE.—A magnetic material that affords an 
easy path for magnetic flux lines in a coil, 

COUNTER EMF.—Counter electromotive force; 
an emf induced in a coil or armature 
that opposes the applied voltage. 

CURRENT LIMITER.—A protective device simi- 
lar to a fuse, usually used in high amperage 
circuits, 

CYCLE.—One complete positive and one com- 
plete negative alternation of a current or 
voltage, 


DIELECTRIC.~An insulator; a term that refers 
to the insulating material between the plates 
of a capacitor. | 

DIODE.— Vacuum tube—a two element tube that 
contains a cathode and plate; semi- 
conductor—a material of either germanium 
or silicon that is manufactured to allow cur- 
rent to flow in only one direction, Diodes 
are used as rectifiers and detectors. 

DIRECT CURRENT.—An electric current that 
flows in one direction only. 


EDDY CURRENT.—Induced circulating currents 
in a conducting material that are caused by 
‘a varying magnetic field. : 

EFFICIENC Y.~The ratio of output power to in- 
put power, generally expressedasa percent- 
age. 

ELECTROLYTE.—A solution of a substance 
which is capable of conducting electricity. 
An electrolyte may be in the form of either 
a liquid or a paste. 

ELECTROMAGNET.—A magnet made by pass- 
ing current through a coil of wire wound on 
a soft iron core. 

ELECTROMOTIVE FORCE (emf).—The force 
that produces an electric current ina circuit, 

ELECTRON.—A negatively charged particle of 
matter. 

ENERGY.—~The ability or capacity to do work. 


FARAD,~—The unit of capacitance. 

FEEDBACK.—A transfer of energy from the 
output circuit of a device back to its input. 

FIELD.—The space containing electric or mag- 
netic lines of force. 
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FIELD WINDING. — The coil used to provide the 
magnetizing force in motors andgenerators. 

FLUX FIELD.—Al1l electric or magnetic lines 
of force in a given region. 

FREE  ELECTRONS,—Electrons which are 
loosely held and consequently tend to move 
at random among the atoms of the material. 

FREQUENCY.—The number of complete cycles 
per second existing in any form of wave 
motion; such as the number of cycles per 
second of an alternating current. 

FULL-WAVE RECTIFIER CIRCUIT.—A circuit 
which utilizes both the positive and the neg- 
ative alternations of an alternating current, 
to produce a direct current. 

FUSE.—A protective device inserted in series 
with a circuit. It contains a metal that will 
melt or break when current is increased 
beyond a specific value for a definite period 
of time. К 


GAIN.—The ratio of the output power, voltage, 
or current to the input power, voltage, or 
current, respectively. 

GALVANOMETER.—An instrument used to 
measure small 4-с currents. 

GENERATOR.—A machine that converts me- 
chanical energy into electrical energy. 

GROUND.—A metallic connection with the earth 
to establish ground potential. Also, a com- 
mon return to a point of zero potential. 


HERTZ.—A unit of frequency equal to one сусе 
рег ѕесопа, 
HENRY.- The basic unit of inductance. 
HORSEPOWER.—The English unit of power, 
equal to work done at the rate of 550 foot- 
pounds per second, Equal to 746 watts of 
electrical power. 
HYSTERESIS.—A lagging of the magnetic flux 
jn a magnetic material behind the magnetiz- 
ing force which is producing it. 


IMPEDANCE.—The total opposition offered to 
the flow of an alternating current. It may 
consist of any combination of resistance, 
inductive reactance, and capacitive react- 
ance. 

INDUCTANCE,.—The property of a circuit which 
tends to oppose a change in the existing. 
current, 

INDUCTION.— The act or process of producing 
voltage by the relative motion of a magnetic : 
field across a conductor. : 
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INDUCTIVE REACTANCE,—The opposition to 
the flow of alternating or pulsating current 
caused by the inductance of a circuit, It is 
measured in ohms. 

INPHASE.—Applied to the condition that exits 
when two waves of the same frequency pass 
through their maximum and minimum values 
of like polarity at the same instant. 

INVERSELY.—Inverted or reversed in position 
or relationship. 

ISOGONIC LINE.—An imaginary line drawn 
through points on the earth's surface where 
the magnetic variation is equal. 


JOULE.—A unit of energy or work. A joule of 
energy is liberated by one ampere flowing 
for one second through a resistance of one 
ohm. 


KILO.—A prefix meaning 1,000. 


LAG.—The amount one wave is behind another 
in time; expressed in electrical degrees, 

LAMINATED CORE.—A core built up from thin 
Sheets of metal and used in transformers 
and relays. 

LEAD.—The opposite of LAG. Also, a wire or 
connection. 

LINE OF FORCE.—A line in an electric or 
magnetic field that shows the direction of 
the force. 

LOAD.- The power that is being delivered by 
any power producing device. The equipment 
that uses the power fromthe power producing 
device. 


MAGNETIC AMPLIFIER.—A saturable reactor 
type device that is used in a circuit to 
amplify or control. 

MAGNETIC CIRCUIT.—The complete path of 
magnetic lines of force. 

MAGNETIC FIELD.—The space 
magnetic force exists. 

MAGNETIC FLUX.—The total number of lines 
of force issuing from a pole of a magnet, 

MAGNETIZE.—To convert a material into a 
magnet by causing the molecules to rear- 
range, 

MAGNETO.—A generator which produces alter- 
nating current and has a permanent magnet 
as its field. 

MEGGER.—A test instrument used to measure 
insulation resistance and other high resist- 
ances, It is a portable hand operated d-c 
generator used as an ohmmeter. 


in which a 
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MEGOHM.—A million ohms. 

MICRO.—A prefix meaning one- faillionth, 

MILLI.—A prefix meaning one-thousandth, 

MILLIAMMETER.—An ammeter that measures 
current in thousandths of an ampere. B 

MOTOR-GENERATOR.—A motor and a gener- 
ator with a common shaft used to convert 
line voltages to other voltages or frequencies. 

MUTUAL INDUCTANCE.—A circuit property 
existing when the relative position of two 
inductors causes the magnetic lines of force 
from one to link with the turns of the other. 


NEGATIVE CHARGE.—The electrical charge 
carried by a body which has an excess of 
electrons. 

NEUTRON.—A particle having the weight of a 
proton but carrying no electric charge. It is 
located in the nucleus of an atom. 

NUCLEUS.—The central part of an atom that is 
mainly comprised of protons and neutrons. 
It is the part of the atom that has the most 
mass, 

NULL.-Zero. 


OHM.-— The unit of electrical resistance. 

OHMMETER.—An instrument for directly 
measuring resistance in ohms. 

OVERLOAD.—A load greater than the rated 
load of an electrical device. 


PERMALLOY.—An alloy of nickel and ironhav- 
ing an abnormally high magnetic perme- 
ability. 

PERMEABILITY.—A measure of the ease with 
which magnetic lines of force can flow 
through a material as compared to air. ` 

PHASE DIFFERENCE.—The time in electrica) 
degree by which one wave leads or lags 
another. 

POLARITY.—The character of having magnetic 
poles, or electric charges. 

POLE.—The section of a magnet where the flux 
lines are concentrated; also where they enter 
and leave the magnet, Án electrode of a 
battery. 

POLYPHASE.—A circuit that utilizes more than 
one phase of alternating current. 

POSITIVE CHARGE.—The electrical charge 
carried by a body which has become de- 
ficient in electrons. 

POTENTIAL.—The amount of charge held by a 
body as compared to another pont or body. 
Usually measured in volts. 
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POTENTIOMETER.—A variable voltage divider; 


a resistor which has a variable contact arm 
So.that any portion of the potential applied 
.^ between its ends may be selected. 
POWER.—The rate of doing work or the rate of 
;expending energy. The unit of electrical 
„power is the watt. 

POWER FACTOR.—The ratio of the actual 
power of an alternating or pulsating current, 
as measured by a wattmeter, to the apparent 
power, as indicated by ammeter and volt- 

.meter readings. The power factor of an 
inductor, capacitor, or insulator is an ex- 
pression of their losses. 

PRIME MOVER.—The source of mechanical 

' power used to drive the rotor ofa generator. 

PROTON.—A positively charged particle in the 
nucleus of an atom. 


RATIO.—The value obtained by dividing one 
- number by another, indicating their relative 
proportions. 

REACTANCE. —The opposition offered to the 
flow of an alternating current by the induct- 
ance, capacitance, or both, in any circuit. 

RECTIFIERS.—Devices used to change alter- 
-nating current to unidirectional current. 
These may be vacuum tubes, semiconductors 

- such as germanium and silicon, and dry- 
disk rectifiers such as selenium and copper- 
oxide. 

RELAY.—An electromechanical switching de- 

. vice that can be used as a remote control. 

RELUCTANCE.—A measure of the opposition 
, that a material offers to magnetic lines of 
` force. 

RESISTANCE.—The opposition to the flow of 
current caused by the nature and physical 
dimensions of a conductor. . 

RESISTOR.—A circuit element whose chief char- 
acteristic is resistance; used to oppose the 
flow of current. 

RETENTIVITY.—The measure of the ability of 
a material to hold its magnetism. 

RHEOSTAT.—A variable resistor. 


SATURABLE REACTOR.—A control device that 
uses a small d-c current to controla large 
a-c current by controlling core flux density. 

SATURATION.—The condition existing in any 
circuit when an increase in the driving 

. Signal produces no further change in the 
resultant effect. 
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SELF-INDUCTION.—The process by which .a 
circuit induces an e.m.f. into itself by its 
own magnetic field. 

SERIES-WOUND.—A motor or generator in 
which the armature is wired in series with 
the field winding. 

SERVO.—A device used to convert a small 
movement into one of. greater movement 
or force. 

SERVOMECHANISM. —A  closed-loop system 
that produces a force to position an object in 
accordance with the information that origi- 
nates at the input. 

SOLENOID.—An electromagnetic coil that con- 
tains a movable plunger. 

SPACE CHARGE.-—The cloud of electrons ex- 
isting in the space between the cathode and 
plate in a vacuum tube, formed by the 
electrons emitted from the cathode in ex- 
cess of those immediately attracted to the 
plate. 

SPECIFIC GRAVITY.—The ratio between the 
density of a substance and.that of pure 
.water ata given temperature. 

SYNCHRÓSCOPE.—An instrument used to in- 
dicate a difference in frequency between two 
a-c sources. 

SYNCHRO SYSTEM.-—An electrical system that 
gives remote indications or controlby means 
of self- synchronizing motors. 


TACHOMETER.—An instrument for indicating 

revolutions per minute. 

TERTIARY WINDING.—A third winding on a 
transformer or magnetic amplifier that is 
used as a second control winding. 

THERMISTOR.—A resistor that is used to 
compensate for temperature variations in a 
circuit, 

THERMOCOUPLE.—A junction of two dis- 
similar metals that produces a voltage wien 
heated. 

TORQUE.—The turning effort or twist which a 
shaft sustains when transmitting power. . 

TRANSFORMER.—A device composed of. two 
or more coils, linked by magnetic lines of 
force, used to transfer energy from one 
circuit to another. 

TRANSMISSION LINES.—Any conductor or 
system of conductors usedto carry electrical 
energy from its source to a load. 


VARS.—Abbreviation for volt-ampere, reactive. 
VECTOR.—A line used to represent both direc- 
tion and magnitude. 


BASIC ELECTRICTY 





VOLT.-— The unit of electrical potential. WATT.—The unit of electrical power. 
VOLTMETER.—An instrument designed to WATTMETER.—An instrument for measuring 
measure a difference in electrical potential, electrical power in watts. 


in volts. 
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APPENDIX IV 


COMPONENT COLOR CODE 


DIRECTION OF 
READING DOTS —— ee ee m 


1ST DIGIT 2ND OIGIT 


vA 


> > t | 


oe 


Black 
Brown 10 


Red 100 


Orange 1,000 


Yellow 10,000 
Green 100,000 
Blue 1,000,000 
Violet 10,000,000 


White 1,000,000 ‚000 
CHARACTERISTIC 


OR CLASS 





Gold 


Silver 
TOLERANCE MULTIPLIER 


No color 


(А) 





@ TOLERANCE (PERCENT) 
@ 1ST DIGIT 
“APPLIES TO 
@ MULTIPLIER 
10 TEMPERATURE 
(2) 2ND DIGIT . 
100 COEFFICIENT 
1,000 OR METHODS 
10,000 ОР TESTING 

100,000 


BLUE 1,000,000 


@ 1ST DIGIT 


VIOLET 10,000,000 
(2) 2ND DIGIT 
GRAY 100,000,000 
(3) MULTIPLIER | . 
ЕТА, MICA 1,000,000,000 


‚1 


@ TOLERANCE (PERCENT) 


MOLDED PAPER | 5! .01 





„Жеа1асог, color code. 6-Dot color code for mica and molded paper capacitors. 
‚ 
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BASIC ELECTRICITY 


1ST DIGIT 2ND DIGIT 









MULTIPLIER 


CAPACITANCE TOLERANCE 


VOLTAGE 


1ST DIGIT 


2ND DIGIT 


CAPACITANCE VOLTAGE RATING 


1ST DIGIT 2ND DIGIT MULTIPLIER CRESCENT) 


'6-Band color code for tubular paper dielectric capacitors. 
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Appendix IV — COMPONENT COLOR CODE 


В - А - TEMPERATURE COEFFICIENT A В С DE 


w 
' 


1ST DIGIT 


2ND DIGIT 


о 
' 





D - MULTIPLIER 


E - TOLERANCE RADIAL LEAD CERAMICS 


A 
D 
B 
с B 
D 3 DoT с 
Е 


CERAMIC DISC CAPACITOR MARKING 
















Z 
2 





ШШ 


AXIAL LEAD CERAMTC 5 DOT 


Э 


hs 


А MORE THAN 
1ST 2ND 10 pf TEMPERATURE 
DIGIT DIGIT MULTIPLIER | (IN PERCENT) COEFFICIENT * 


RED 

ORANGE 

YELLOW 

GREEN 

BLUE 

VIOLET 

GRAY 
+120 TO -750 (ЕТА) 
+500 TO -330 (JAN) 

SILVER +100 (JAN) 


GOLD BYPASS OR COUPLING 
(EIA) 


*PARTS PER MILLION PER DEGREE CENTIGRADE. 
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BASIC ELECTRICITY 






» IST DIGIT 
VOLTAGE RATING No coLoR : 2ND DIGIT 






MULTIPLIER 












` MULTIPLIER 
2ND DIGIT 







TOLERANCE 
















































NO COLOR 

! | ISTDIGIT - VOLTAGE RATING 

BLACK o О 1.0 | 

BROWN | i 10 + | 

RED 2 2 100 +2 

ORANGE 3 3 1,000 t3 

YELLOW 4 4 10,000 ta 

GREEN 5 5 100,000 t5 

BLUE 6 6 1,000,000 te 

VIOLET 7 7 10,000,000 t7 

GRAY 8 8 100,000,000 tg 

WHITE 9 9 1000,000,000 t 

GOLD | 

SILVER Ol tio 

BODY #20 





_ Ж WHERE NO COLOR IS INDICATED,THE VOLTAGE RATING MAY BE AS LOWAS 300 VOLIS. 
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L9F$ 


BLUE | GREEN 


PLATE 


Bt 









PRIMARY 






"DESIGN 
_ FINISH 


/ UNTAPPED 


BLACK & REO' 


50/50 STRIPEO DESIGN 


IF PRIMARY 
.USES TAP 


BLACK IF' 


GRID 





RED АУС 


OR 
| GROUND 
| F TRANSFORMERS. 


RECTIFIER 
FILAMENT 


RECTIFIER 
PLATE 









GREEN & YELLOW AMPLIFIER FILAMENT 
50/50 STRIPED DESIGN WINODING.NO.! 


BROWN YELLOW AMPLIFIER FILAMENT 
50/7 D DESIGN WINDING NO2 







^T YELLOW AMPLIFIER FILAMENT 
50/50 STRIPED. OESIGN _WINDINGNO.3 | 


POWER E 


ЧЕ 


PLATE GRID 


CATHODE 
RETURN 


GRID OR 
CATHODE 


GREEN & BLACK эге pns 





B+ RED 
RETURN 


INTERSTAGE AUDIO 
TRANSFORMERS 


STANDARD COLORS USED IN CHASSIS WIRING FOR THE 
PURPOSE OF CIRCUIT IDENTIFICATION OF THE EQUIPMENT 


ARE AS FOLLOWS: 


CIRCUIT COLOR 

GROUNDS, GROUNDED ELEMENTS 

AND RETURNS.. BLACK 
HEATERS OR FILAMENTS, “OFF. 

GROUND... wis - . BROWN 
POWER SUPPLY B PLUS... esses “RED. 
SCREEN –ВІО$...................................... AORANGE. 
CATHODES..........se Re YELLOW. 
CONTROL GRIDS.. авео “GREEN, 
PLATES... : аламаннан. BLUE 
POWER SUPPLY, ‘MINUS... СО VIOLET 

(PURPLE). 
А С POWER LINES... as GRAY. 
MISCELLANEOUS, ABOVE OR BELOW. 
GROUND RETURNS, A У.С,ЕТС... WHITE. 


FOR OTHER ELECTRICAL ANÐ ELECTRONIC SYMBOLS 
REFER ТО MILITARY STANDARD, MIL- STD-15-1A: ; 
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APPENDIX V 


CABLE TYPE AND SIZE DESIGNATIONS | 


All cables described herein are identifiedby 
NAVY CABLE TYPE ANDSIZE DESIGNATIONS, 
which consists of a letter followed by numerals. 


The TYPE DESIGNATION indicates the 
type or construction of the cable and 
and consists of the first letters of the 
words used in describing the cable: 
Example: Type SHFA-Single, Heat 
and Flame-resistance, 
Armored. 
II. The SIZE DESIGNATION relates to the 
copper conductors. No set rule hasbeen 
established for application of SIZE 
DESIGNATIONS since the numerals used 
may indicate one or more of the fol- 
lowing: 
(1) Size of copper conductor. 
(2) Stranding of conductors. 
(3) Number of copper conductors. 
(4) Number of twisted pairs. 


1. 


Examples of the most common uses of 

SIZE DESIGNATIONS are given below: 

(1) To indicate approximate cross-sectional 
area of the conductor expressed inthousands 
of circular mils (abbreviated C.M.). 
Example: The conductor area of SHFA-3 is 

approximately 3000 C.M. (exactly 
| 2828 С.М.) 

(2) To indicate approximate cross-sectional 
area with stranding shown in parentheses. 
Example: The conductor area of SRI-2-1/2 

(26) is approximately 2500 C.M. 
(exactly 2613 C.M.), and consists 
of 26 individual wire strands. 
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(3) To indicate number of conductors.’ 
Example: MCOP-" is а, cable comprised of 
seven conductors. 


(4) To indicate number of twisted pairs. 
Example: TTOP-10 is a 20-conductor cable 
comprised of 10 twisted pairs. 


The following are typical.examples of type 
designations and constructions: 


FLA—Four conductor, Lighting, Ar- 
mored, Varnished cambric or rub- 
ber insulation, rubber hose jacket, 
armored. 

MCMB-Multiple Conductor, Marker-Buoy. 
Rubber insulated identifying colors, 
steel supporting cable, tape over 
assembly, tough rubber sheath. 

SHFA —Single conductor, Heat and Flame- 
resistant, Armored, Asbestos-var- 
nished cambric-asbestos insula- 
tion, impervious sheath, armored. 

THFR- Triple conductor, Heat and Flame- 
resistant, Radio. Synthetic resin- 
varnished cambric and felted as- 
bestos insulation, asbestos belt, 
impervious sheath, armored. 


TTHFA- Twisted pairs, Telephone, Heat and 
Flame-resistant, Armored. Solid 
conductor, textile wrap or synthetic 
resin insulation, twisted pair, felted 
asbestos belt, impervious sheath, 
armored. 


APPENDIX VI 


CURRENT-CARRYING CAPACITIES OF CONDUCTORS 


Based on the National Electrical Code, 1951 


Current Capacity in Amperes 





Size AWG or 
Thousand Rubber or Thermo- Paper or Varnished Impregnated 
plastic Insulation Cambric Insulation Asbestos Insulation 


Notes: 1. The ratings are for not more than three conductors in a cable or 
raceway, with a room temperature of 30? C or 86? F. 
2. The above tables are for copper wires. The ratings for aluminum 
wires are 84 percent of these values. 
3, Consult the National Electrical Code for more information. For 
example, higher ratings are allowed for single conductors in free air. 


469 


OLE 







APPENDIX VII 
FULL LOAD CURRENTS OF MOTORS 


“Тһе following data are approximate full 


-load currents for motors of various types, 
values for. representative motors of their res 


pective classes. -Variations of 10 percent 






n may be expected.) 
| < Amperes— Full-load current 
Alternating-current motors 
Direct-current Dael CU E ET me n E А е 
Single- Squirrel-cage induction motors Slip-ring induction motors 
Hp. of motor motors h Oe 





_Е_Р _Е2 
REP 
E-IR-I- PR 

2 

-m-E -12 

P-r-P -= 128 


Resistors in Series 

Rr = в, + Ro + 
Resistors in Parallel 

Two resistors 

Е R RE 
т^ R,+R, 

More than two 
y0 nM ge cum 
R3 


RL Circuit Time Constant 


L (in henrys) - 
Lnd = t (in seconds), or 


L (in microhenrys) _ , ү, F 
LX MR ohms) - = t (in microseconds) Га 


APPENDIX VIII 
FORMULAS 


Capacitors in Series 


‘Two capacitors 


it P _ сС,Сә 
т Ci * C3 


More than two 


Capacitors in Parallel: CT = С, + Co + 


"xs E = 1 
Capacitive Reactance: Xo = С 


Impedance in an RC Circuit (Series) 
Z = VR? + (Xo )2 


Inductors in Series 


Lp L, + 15+... (No coupling between 
coils) 


Inductors in Parallel 
Two inductors 


1:112 


т” Db. (No coupling between 
1 


coils) 


L 


More than two 


ly 2 н As coupling 


L LU D B. 
RC Circuit Time Constant S 1 2 3 between coils) 
R (ohms) x С (farads) = t (seconds) Inductive Reactance 
R (megohms) x C (microfarads) = t (seconds) Хү, = 2nfL 
R (ohms) x C (microfarads) = = t (micro- Q of a Coil 
E X 

L 

R (megohms) x C (micromicrofarads) - Q - E 


(microseconds) 
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: BASIC. ELECTRICITY 
Impedance of an RL Circuit (Series) 


Transformers 3 wd eee dip SAM 
z= Мв 4 (ху) Voltage relationship 
Е. М, ~ No = 
Impedance with R, C, and L in Series E N Eg = Ep X Ny dá 
- VR - Xx co 
2 R"* (Xi - Xç) Current relationship 8t. 6 
Parallel Circuit Impedance I, N WEGE. Uu \ 
= а У еж ан, = 
92885 Е: \ 
21 + 22 Induced voltage 
à б gat G7 07 A o | 
Sine-Wave Voltage Relationships г. EE E, tt = 4.44 x BAÍN x 1078... - 
Average value 
2 '" 7; * Turns ratio 
Eve =7x E max 0,65 E ax s Е 
Effective ог г. т. 5. value r = zi 
E E 8 S - 
=—ШаХ „ -màX. о тоте [ 
е vài 1.414 тах Secondary current 
= 1. 1l1E Я 
ауе F I, = I, x n: 
Maximum value · . - я FN 
E ax V2 (E cp = 1. 4ME «t Secondary voltage 
= 1. 57E ve cse 
; S p N, ' i 
Voltage in an a-c circuit MM 
: Three-Phase Voltage and Current Relation- 
E = IZ = — È ships 
Ix P.F. р 
Current in an a-c circuit With wye connected windings 
.E. P E - (E. 1) = 1.732Е . 
І Z^ Ex Boe. line vi coil coil 
Power in A-C Circuit bine Е соі 
Apparent power: Р = EI With delta connected windings 
True power: P = EI cos 0 = EIxP.F. 
Power Factor Eline 5 Е oil 
P.F. - 2 созд 
ЕІ L 
_ . true power pies 7321. oil 
соз Ө = ——————— 
apparent power 
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Appendix VIII 


With wye or delta connected winding 


\ 


Р coil Е Е coillcoil 
Р, Е SP oil 
Р, = 1. 732E ineine 


(To convert to true power multiply by 
cos 0 ) 


— FORMULAS 


Synchronous Speed of Motor . 


_ 120 x frequency 


r. P. m- = number of poles . 


Comparison of Units in Electric and Magnetic Circuits 











Electric circuit 






Magnetic circuit 









Force... 2 ees Volt, E, or e. m. f. Gilberts, F, or m. m. f. 
Flow eia REPE ew Ampere, I Flux, Ф, in maxwells 
Opposition.......... Ohms, R Reluctance, R 

LáWos ses РЕ Ohm's law, І = р- Rowland's law, Ф = T 
Intensity of force ..... Volts per cm. of Н= LENIN gilberts 






length. 


Current density— 
for example, 
amperes per cm^. 


per centimeter of length. 


Flux density —for example, 


lines per cm.2 , or gausses. 
2 > 
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APPENDIX IX 


TRIGONOMETRIC FUNCTIONS 


. In a right triangle, there are several re- 
lationships which always hold true. These re- 
lationships pertain to the length of the sides of 
a right triangle, and the way the lengths are 
affected by the angles between them. An under- 
standing of these relationships, called trigo- 
nometricfunctions, is essential for solving many 
problems in a-c circuits such as power factor, 
impedance, voltage drops, and so forth. 

To be a RIGHT triangle, atriangle must have 
a ‘‘square’’ corner; one in which there is ex- 
actly 90° between two of the sides. Trigono- 
metric functions do not apply to any other type 
of triangle. This type of triangle is shown in 
figure IX-1, 

By use of the trigonometric functions, it is 


possible to determine the UNKNOWN length of 


one or more sides of a triangle, or the number 
of degrees in UNKNOWN angles, depending 
on what is presently known about the triangle. 
For instance, if the lengths of any two sides 
are known, the third side and both angles 0 
(theta) and Ф (phi) may be determined. The 
triangle may also be solved if the length of 
any one side and опе of the angles (0 огФіп 
fig. IX-1) are known. 

The first basic fact to accept, regarding 
triangles, is that IN ANY TRIANGLE, THE 
SUM OF THE THREE ANGLES FORMED IN- 
SIDE THE TRIANGLE MUST ALWAYS EQUAL 
180°. If one angle is always 90° (a right 
angle) then the sum of the other two angles 
must always be 90°. 


6+0 = 90° 
and 90° +0 + Ф = 180° 
or 90° + 90° = 180° 


thus, if angle 6 
determined, 


is known, ® may be quickly 
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ж“ 


Й 


For instance, if 0 is 30°, what’ is ® ? 
90° + 30° + Ф = 180° . i 
Transposing Ф = 180° - 90° - 30° 


$- 60° 

Also, if ® is known, 
in the same manner. ` | 

The second basic fact you must understand is 
that FOR EVERY DIFFERENT COMBINATION 
OF ANGLES ÍN A TRIANGLE, THERE IS A DEF- 
INITE RATIO BETWEEN THE LENGTHS OF 
THE THREE SIDES. Consider the trianglein 
figure IX-2, consisting of the base, side B; 
the altitude, side A; and the hypotenuse, side 
C. (The hypotenuse is always the longest side, 
and is always opposite the 90? angle.) If angle 
0 is 30°, Ф must be 60°. With 8 equal to 30°, 
the ratio of the length of side B to side C is 
0.866 to 1. That is, if the hypotenuse ‘is 1 
inch .long, the side adjacent to 0, side B, is 
0.866 inch long. Also, with 0 equal to 30°, 
the ratio of side А to side C is 0.5 to 1. That’ 
is. with the hypotenuse 1 inch long, the side 
opposite to 0 (side A) is 0.5 inch long. With 
6 still at 30°, side A is 0.5774 of the length 
of B. With the combination of angles given 
(30° - 60°. - 90°) these are the ONLY ratios 
of lengths that will ''fit" to form a right 
triangle. ree 


@ may be determined 


Note that three ratios are shown to exist: 
for the given value of @ : the ratio & which is 
always referred to as the COSINE ratio of 5, , 
the ratio a, which is always the SINE ratio of 
0, and the ratio м which is always the TAN- 
GENT ratio of 0. If changes, all three ratios 
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8 * d: 90? 
.| 909 8+ Фф: 180° 





Figure IX-1.—A right triangle. 


> 


0.5 INCH 





0.866 INCH 
B 


Figure IX-2.—A 30° -60° -90° triangle. 
change, because the lengths of the sides (base 
and altitude) change. There is a set of ratios 
for every increment between 0° and 90°. These 
angular ratios, or sine, cosine, and tangent 
functions, are listed for each degree and tenth: 
of degree in a table at the end of this appendix; 
In this table, the length of the hypotenuse of a 
triangle is considered fixed. Thus, the ratios 
of length given refer to the manner in which 
sides A and B vary with relation to each other 
and in relation to side C, as angle @ is varied 
from 0° to 90°. 

The solution of problems in trigonometry 
(solution of triangles) is much simpler when the 
table of trigonometric functions is used properly. 
The most common ways in which it is used will 
be shown by solving a series of exemplary 
problems, 

Provlem 1: If the hypotenuse of the triangle 
(side C) in figure IX-3:(A) is 10 inches long, and 
angle 6 is 33°, how long are sides B and A? 


Solution: The ratio В is the cosine function. By 


checking the table of functions, you willfindthat 
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o` A=? 
B-? 
А 
OS 
S, As ? 
74.2 FEET 
8 
o 
E 
zA 
q, 2 
^, t+ 


3 UNITS 
B 


Figure IX-3. — Trigonometric problems. 


the cosine of 33? is 0.8387. This means that the 
length of B is 0.8387 the length of side C. If side 
C is 10 inches long, then side B must be 
10 x 0.8387, or 8.387 inches in length. To de- 
termine the length of side A, use the sine func- 


tion, the ratio e Again consulting the table of 


functions, you will find that the sine of 33° is 
0.5446. Thus, side A must be 10 x 0.5446, or 
5.446 inches in length. 


BASIC ELECTRICITY 


Problem 2: The triangle in figure IX-3 (B) 
has a base 74.2 feet long, and hypotenuse 100 
feet long. What is 0, and how long is side A? 
Solution; When no angles are given, you must 
always solve for a known angle first. The ratio 


B is е cosine of the unknown angle 6; there- 
fore 12 ‚ or 0,742, is the cosine of the unknown 


angle. Locating 0.742 as a cosine value in the 
table, you find that it isthe cosine of 42.1°. That 
is, 8 = 42.1°, With 0 known, side A is solved 
for by use of the sine ratio®. The sine of 42.1^, 
according to the table, is 0.6704, . Therefore, 
side A is 100 x 0.6704, or 67.04 feet long. 


Problem 3: In the triangle in figure IX-3 (C), 
the base is 3 units long, and the altitude is 4 
units, What is 0, and how longis the hypotenuse? 
Solution: With the information given, thetangent 

A 


of @ may be determined. Tan6 -&-4 = 1,33 


Locating the value 1.33 as а tangent value in the 
table of functions, you find it to be the tangent 
of 53.1°. Therefore, 6 = 53.1°. Once 8 is known, 
either the sine or cosine ratio may be used to 
determine the length of the hypotenuse. The 
cosine of 53.1? is 0.6004. This indicates thatthe 
base of 3 units is 0.6004, the length of the hypot- 


enuse. Therefore, the hypotenuse is 
5 units in length. 
hypotenuse is iD or 5 units in length. 


3 
0.6004 ° 01 
Using the sine ratio, the 


In the foregoing explanations and problems, 
the sides of triangles were given ininches, feet, 
and units. In applying trigonometry to a-c cir- 
cuit problems, these units of measure will be 
replaced by such measurements as ohms, am- 
pres, volts, and watts. Angle @ will often be 
referred to as the phase angle. However, the 
solution of these a-c problems is accomplished 
in exactly the same manner as the foregoing 
problems. Only the units and some terminology 
are changed. 
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0°-14.9° 

















NATURAL Sings, CosiNEa, AND TANGENTS 
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Degs. | Function 


N $55 Qt 25 5 =з 5 25 ec -go [3177 (т шко] 
© op т a= г. а Фф —- an BS - бс 
ВЕН 293 352 БЕВ SEO ga БЕН 323 Баз БББ БИБ HER SES SFE |. 
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Degs. 


Degs.| Function 


sin 
сов 
tan 
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oo 
сов ' 
tan 


16 


sin 
cos 
tan 


17 


18 


19 


20 


21 


22 


23 


сов 
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Dbegs.| Function 


BASIC ELECTRICITY 





NATURAL Sines, CosiNES, AND TANGENTS 

















15*-29.9? 
6.0 | о1° | 02° | 0.3° | 0.4° | 0.5° | 0.6* | олт | о.в° | 0.9° 
о 2588| 0.2605] 0.2622 0 2639] 0 2656] 0.2672| о 2689| 0 2706| 0 2723| 0 2740 
0 9659 0.9655| 0.9650] 0 9646| 0 9641 0 9636 0 9632| 0.9627, 0 9622, 0 9617 
0.2679] 0 2698| 0.2717) 0 2736, 0 2754] 0.2773| 0 2792) 0 2811| 0 2530| 0 249 
0 2756 0.2807| 0.2823| 0.2840] 0 2857, 0 2574 à 2900) 0 2007 
0 9613 0 9598| 0.9593] 0.9588| 0 9583 € 957s) 0 9574! 0 9508 
0 2507 0.2024] 0.2943| 0.29621 0 2981 0 3000| 0 3019| о 303^ 
0 2024 0.2974] 0 2990| 0.3007| о 3024! 0.3040| о 3057| 0 3074 
0 9563 0 9548| 0.9542} 0 9537| 0 9532) 0 9527 0 9521| 0 $516 
0 3057 0 3119) 0.3134] 0 3153| 0 3172| 0 3191| 0 3211] 0 3230 
0 3090 о 3140| 0 3156] 0 3173| 0.3190| 0 3206| 0 3223| 0 3239 
0 9511 0 9494| 0.9489] О 9483] 0 9478| 0 9472| 0 94665] 0 94n1 
0 3249 0 3307| 0.3327] 0 3346| 0.3365] 0 3385| 0 3404| 0 3424 
0:3256 0 3305| 0.3322] 0 3338| 0 3355] 0 3371] 0 3357| 0 3404 
0 9455 0 9438) 0 9432| 0 9426 0 9421| 0 9415| 0 9409| 0 0403 
0 3443 0 3502| 0.3522) 0.3541| 0 3561) 0 3581) 0 3600) 0 36 
0 3420 0.3469| 0 346] 0 3502| 0 3515| 0 3535| 0 3551| 0 3567 
0.9397 0 9379| 0 9373] 0 9307 0 0301 0 0354 00345] 0 9342 
0 3640 0.3690] 0.3719] 0 3739 0 3759] 0 3779) 0 3799| 0 3819 
0 354 0.3633| 0 3649] 0 3065| 0 3681) 0 3697] 0 3714| 0 3730 
0.9338 0.9317| 0 9311] 0 9304 0 9205 ü 0241, 0 9285| 0 9278 
0.3839 0.3899| 0.3019] 0.3039| 0 3959! 0 14751 0 4000| 0 4020 
0.3746 0.3795| 0 3811] 0.3827| 0.3843| 0 3859| 0 3475| 0 3891 
0 9272 0.9282| 0 9245| 0.9239| 0 9232, 0 9225| 0 9219) 0 9212 
0 4040 0.4101| 0 4122| 0.4142] 0 4163] 0 4183| 0 4204] 0 4224 
0 3907 о 3955| 0 3071 0 3987| 0.4003, 0 4019] 0 4035] 0 4051 
0 9205 0 9184| 0.9178| O 0171| 0 9104| 0 9157| 0 9150] 0 9143 
0.445 0.4307] 0 4327| 0 4348| 0.4369] 0 4390| 0 4411| 0 4431 
0.4067 о 4115| 0 4131| 0.4147] 0 4163] 0 4179] 0 4195; 0 4210 
0 9135| 0 9128 0.9114| 0 9107| 0 9100| 0.9092 0.9085] 0 9078| 0 9070 
0.452 04) 0.4515] 0.4536] 0.4557] 0.4578) 0.4590] 0 4621| 0 464 
0 4228 0 4274| 0 4280) 0.4305] 0.4321] 0 4337| 0 4362) 0 4368 
0.9063 0.9041| 0 9033| 0.9028] 0 9018| 0 9011! 0 9003| 0 8996 
0 4663 0.4727| 0 4748| 0 4770 0 4791| 0.4813| 0.4834| 0 4856 
0 4384 0.4431] 0 4448] 0 4462| 0 4475| 0 4493] 0 4500] 0 4524 
0 8988 0.8965] 0.8957] 0 8949| 0.5042] 0.8934] 0 8926| 0 8918 
0.4577 0.4942| 0.4964] 0.4988) 0.5008| 0.5029] 0 5051] 0 5073 
0 4540 0.4586] 0 4602| 0.4617| о 4633] о 4648| о 4664| 0 4679 
0.8910 0 8886| 0 8878| 0.8870) 0 8862| 0 R454| O 8846] O 8835 
0.5095 0.5161] 0.5184| 0.5206] о. 5228] 0 5250| 0 5272) 0 529 
0 4095 0 4741] 0 4756] 0.4772) 0 4787] ¢ 4802) 0 4818| © 4833 
0 8829 0 8305| 0 8796| 0.8788| 0 8730| 0 8771| 0 5763| 0 87 
0.5317 0.5384] 0 5407| 0.5430| 0 5452| 0 5475| 0 5408] 0 5520 
0 4848 о 4804] 0 4909 | 0.4924] 0 4939| 0 4955| 0 4970| 0 4985 
0 8746 0 8721] 0 8712] 0.8704] 0 8605] 0 8686] 0 8678| 0 8669 
0 5543 0.5612| 0.5635| 0.5658| 0.568 0.5704| 0 5727| 0 5750 
o i£ | w | sw | se | av | am | w 
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Appendix IX — TRIGONOMETRIC FUNCTIONS 





NATURAL Sines, Cosines, AND TANGENTS 
30°-44.9° 


Degs.| Function | 0.0? | 0.1° | 0.3? | 0.3° | 0.4° | 0.8° | 0.6° | 0.7° | 0.8° | 0.9° 


















































sin o 5000| 0 5015 0 5045 0 5075| 0 5090] 0 5105| о 5120! 0 513 
30 cos |0 8660| 0 8852 0 8634 0 8616| 0 8607| 0.8599| 0 8590! 0 8581 
tan 0 5774| 0 5797 0 5844 0 5890} 0.5914} 0 5936| 0 5961; 0 598 
sin 0 5150| о 5165 0 5195 © 5225! 0.5240| 0 5255| 0 5270| 0 5284 
31 cos |0 8572| 0 8563 0 8545 о 8526| 0 8517| 0 8505| 0 8499| 0 8490 
tan 0 6009| 0 6032 0 6080 0.6126, 0 6152] 0.6176| 0 6200| 0 6224 
sin 0 5299| 0 5314 0.5344, о 5373| о 5366| о 5402| 0 5417| о 5432 
32 cos 0 8480] 0 5471 0 8453 © 8434| 0 8425| 0.8415! 0 £406) 
tan 0 6249| 0 6273 0.6322 0.6371| 0.6395] 0 6420) 0.6445| 0 6460 
sin 0 5446] 0 5461 0.5490 0.5519| о 5534| о 5546| 0.5563| 0 55 
33 сов 0 8367| 0 8377 0 8358 0 8339} 0.8329| 0.8320| 0 &310| 0 5300 
tan 0.6494| 0.6519| 0. 0 6569 0.6619| 0.6644| 0 66гө 0 6694| 0.6720 
sin 0.5592| 0 5606 0.5635. 0 5664] 0.5678, 0.5693] 0 5707] 0 5721 
34 cos 0 8290| 0 6261 0 6261 0 8241| 0 6231| Ò 8221| 0 8211| 0 820 
tan 0 6745| 0 6771 à 0.6873| 0 0699| 0 0924, 0 6950| 0 6976 
sin 0 5736| 0 5750 о 5807| 0 5821| 0 5835| 0 5850| 0.586 
35 сов 0 8192| 0 6161 0 5141 0 8131| 0.6121} 0 6111; 0 8100 
tan 0.7002| 0 7026 0 7133| 0.7149] 0 пе 0 7212| 0 7239 
sin 0 5876| 0 5892 0.5946| 0.5962| э 5976! 0.5990| 0 600 
36 cos 0 8090| 0.8080 0 8039) 0 8028) 0.8018! 0 8007| 0 799 
tan 0.7265| 0 7292 0.7400| 0 7427| 0.7454| 0.7461| 0 7508] 
sin 0 6016| 0 6032 © 6088, 0 6101| 0 6115| 0.6129| 0 6143 
37 cos 0 7986| 0 7976 0.7934] 0 7923) © 7912] 0.7902| 0 7891 
tan 0.7536| 0 7563 0.7673| 0.7701| 0 7729| 0 7757) 0 778 
sin 0 6157| 0.6170 0 6225| 0 6239| 0.6252| 0 6266| 0 6280 
38 cos 0 7880| 0 7669 0 7826| 0 7«15| 0 7804, 0 7793, 0 7782 
tan 0.7613| 0.7841 0 7954| 0.7983 0 8012| 0 8040| © 8069) 
sin |о 6293, 0 6307 о 6361| 0.6374| 0 6388| 0 6401| 0 6414 
39 cos 0 7771| 0 7760 0 7716| 0 7705| 0.7694| 0 7683| 0 76; 
tan 0 8098| 0 8127 0 8243| 0.6273| 0 8302, 0.8332| 0 8361 
sin 0 6428) 0 6441 0.6494| 0.6508 0 6521| 0 6534| о 654 
40 cos 0 7680| 0 7649 0.7604| 0.7593| 0 7581| 0.7570) 0 7559 
tan 0.8391! 0.8421 0 8541| 0.8571) 0.8601| 0.8632! 0 6662] 
sin 0 6561| 0.6574 о 6626| о 6639| 0 6652) 0 6665| о 6678] 
41 cos 0.7547] 0 7536 о 7490| 0.7476| 0 7466! 0 7455| 0 7443 
tan 0.8693| 0.6724 0.8847| 0 8876| 0 8910| 0 8941| 0 897 
sin 0 6691| 0 6704 0.6756| 0 6769| 0 6782| 0 6794| 0 680 
42 cos 0.7431! 0 7420 0 7373| 0 7361] 0 7349| 0.7337] 0 
tan 0.9004] 0.9036 © 9163| 0 9195| 0.9226| 0.9260! 0 9293 
sin 0 6820| 0 6833 о 6884} 0 6696| о 6909| 0 6921| о 6934 
43 cos 0 7314| 0 7302 © 7254, 0 7242| 0 7230| 0 7216! 0 7206 
tan 0 9325| 0 9358 0.9490| 0.9523| 0 9556j 0 9590| 0 9623 
sia 0 6947| 0 6959 о 7000] 0 7022| © 7034| о 7046| о 7059 
44 cos 0 7193| 0.7161 0.7133| 0 7120| 0 7108| 0 7096] 0 7083 
tan 0 9657| 0.9691 0.9527] 0.9861] 0 9896| 0 9930] 0 9965 
Dega.| Function | 0 e зо” $c’ 42’ 48' 64’ 
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BASIC ELECTRICITY 


NaTUBAL Sines, CosiNES, AND TANGENTS 


46-59.9* 


0.8* | 6.9? 
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Degs.| Function | 0.0" 
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TRIGONOMETRIC FUNCTIONS 


Appendix IX — 


NATURAL Sines, CosiNES, AND TANGENTS 


60°~74.9° 
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Degs.| Function | 0.0? 
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BASIC ELECTRICITY 





NATURAL Sings, CosiNEs, AND TANGENTS. 
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75°-89.9° 
0.0° | ол° | оз° | 0.3° 0.6° | 0.7° | 0.8° | 0.99 
0 9659| 0.9664| 0. 0 9673 0.9681| 0.9688| 0.9690} 0 9694| 0.0699 
0 2553| 0 25711 0 0 2538| O 2504| 0.2487) 0.2470! 0 2453| 0 2436 
3.7321| 3 7883} 3. 3.8118 3.8667) 3.8947) 3.9232) 3.9520] 3 9812 
0 9703) 0 9707] 0 0 9715 0.9724| 0.9728) 0 0732) 0.9736] 0 0740 
0 2419] 0.2402 0. 0 2368 0.2334| 0.2317| 0 2300| 0.2284| 0 226 
4 0108| 4.0408| 4. 4.1022 4 1653| 4.1976| 4.2303| 4 2635| 4 2972) 
0.9744| 0 9748| 0 0 9755 0 9763 | 0.9767} 0.9770) 0 9774| 0 9778 
0 2250| 0.2232) 0: 0 2198 0.2164) 0 2147| 0 2130| 0 2113] 0 20 
4 3315| 4.3062] 4. 4.4374 4 5107| 4 5483| 4.5864) 4 6252| 4 0646 
0.9781| 0 9785) 0.9789] 0 9792 0.9799] 0.9803} 0.9806| 0 9810! 0 9513 
0.2079) 0 2062| 0.2045] 0 2228 0.1994| 0 1977) 0.1959| О 1942] 0 19 
4.7046| 4.7453| 4.7867] 4.8288 4.0152| 4.9594) 5 0045| 5 0504| 5.097 
0 9816) 0.9820) 0.9823) 0.9826 0 9833) 0.9836) 0.9839} 0 9842! 0 94: 
0 1903] 0.1891) 0 1874] 0. 1857 0.1522] 0 1805] 0.175к| 0 1771! 0 1754 
5.1446} 5.1920] 5.2422! 5.2924 5.3955] 5.4486) 5.5026] 5 5578] 5 01 
0.9848] 0 9851| 0 9854| O 9857 0 9863| 0.0866] 0 98691 O 9871 О «74 
0 1736] 0.1719] 0 1702| 0 1685 0 1650] 0.1633] 0 10616] 0 1590| 0) 1552 
5 6713| 5.7297| 5.7894, 5 8502 5 9758| 6 0405] 6 1066; 6 1742| 0 2432 
0 9877} 0 9880| 0.9882] 0 9885 0 9890; 0 9893| O 1895; 0 9кчх] O 9900 
0 1564| O 1547| 0.1530] 0 1513 0 147s] о 1451] 0 1444| O 1426] 0 1409 
6 3138| 6.3859) 6.4596| 0.5350 6 6912| 6 7720) 6 | 5 wt 7 0204 
0 9903! 0 9905| 0 9907! 0 9910) O 9914) 0 9917) 0 9414) о 9921, 0 9923 
0 1392! 0 1774 0.1357| 0 1340| 0 1305] 0 1288) О 1271| 0 1253) 0 1231 
7 1154) 7 2066| 7.3002| 7 3062 7 5958| 7.6996| 7 ^062| 7.9155| 5 Uzs5| 
0 9925| 0 9925! 0 9930| O 9932 0 9936} 0.9938| О 9940: 0 9942| О 9943 
0 1219) 0 12011 0 1154 0 1167 0 1132] 0 ttr 0 1097) О 1050 0 1003 
8 че 8 2636 8.3863] 5 5126 8 7769} 8.9182, 9 0579 9 2052, 9 3572 
O 9945! 0.9947| 0.9949! 0 9951| 0 9952] 0 9954| O 9956| 0 9957; 0 9959| О 9960 
O 1045| 0 1028| 0 1011| 0 0993 76| 0 058| 0 0341) 0 0924| O Озо) O Obst) 
© $144) 9.6768| 9.8448|10.02 10 39 [10.583 ,10.78 [1099 [1120 
© 9962| 0 9963| 0 9965| 0 9905| Оба] 0 9969| 0 9971| 0 4972] a 95:3, 0 «914 
0'0572| 0 0854! 0 0837| O 0519] 0 0*02j| 0 0785| 0 0767, 0 0750! 0 0732| 0 071 
11 43 [11.6 [11.91 [12 16 [12.44 ]12.71 [13.00 |13 30 [1362 |13.95 
O 9976! 0 9977] 0 9978| 0.9979| 0 9980| О 0981| O 9952| 0 9933, 0 9984; 0 оок 
O обону 0 0680| 0 0663) O 0645| 0 Oo25| 0 0610) 0 0593| 0 0570; 0 0555! 0 0541 
1430 [14.67 115.06 [15.46 [1589 [1635 [16.83 ]17 34 п? s9 н 46 
о 9986} 0 9987| 0 9995, 0 9959| 0 9990] 0 9990| O 9991; 0 99921 0 9993| U 9993 
0 0523) 0 0506| 0 04581 O 0471| 0 0454] О 0436, 0 0419, 0 0401) U 034 O 0366 
19 05 1974 |2045 |21 20 |22 02 22.90 123.86 [240 [2603 [27.27 
0 9994) 0 9995| 0 9995| 0 9996| О 9996! 0 9997| 0 9997| O 9957] 0 0998| O 099: 
0 0349 © 0332| 0 0314| O 0297| О 0279] 0 0262: О 0244| О 0227| 0 0209| 0 0192 
8.64 :20 14 |31.82 /33.69 |35 EO [8 19 [40.92 ]44.07 [47.74 |52 08 
о 9995; 0 0999| O 9999] 0 9999| © 9999| 1 000 | 1 000 | 1 000 | 1 000 | 1.000 
0 0175| 0.0157| О 0140| 0 0122| 0 0105| 0 0087| О 0070| 0.0052] 0 003.| 0 0017 
7.29 163.06 171.62 |81 85 |9549 [114.6 |1432 [1910 |2865 [5730 
o v 13’ 16’ 34’ зо” 36' 42' aa’ w 
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APPENDIX X 


SQUARE AND SQUARE ROOTS 


9.0000 
9.0554 

9.1104 

9.1652 

9.2195 

9.2736 

9.3274 

9.3808 

9.4340 

9.4868 

9.5394 

9.5917 

9.6437 

9.6954 

7.4162 9.7468 

7.4833 9.7980 

7.5498 9.8489 

7.6158 9.8995 

7.6811 9.9499 

4.4721 7.7460 10.0000 
4.5826 7.8102 10.0499 
4.6904 7.8740 10.0995 
4.7958 7.9373 03, 10.1489 
4.8990 8.0000 10.1980 
5.0000 8.0623 10.2470 
5.0990 8.1240 10.2956 
5.1962 8.1854 10.3441 
5.2915 8.2462 10.3923 
5.3852 8.3066 10.4403 
5.4772 8.3666 10.4881 
5.5678 8.4261 10.5357 
5.6569 8.4853 10.5830 
5.7447 8.5440 10.6301 
5.8310 8.6023 10.6771 
5.9161 8.6603 10.7238 
6.0000 8.7178 10.7703 
6.0828 8.7750 10.8167 
6.1644 8.8318 10.8628 
6.2450 8.8882 10.9087 
6.3246 8.9443 10.9545 





For numbers up to 120. For larger numbers divide into factors smaller than 120. 
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APPENDIX XI 


LAWS OF EXPONENTS 


The International Symbols Committee has 
adopted prefixes for denoting decimal multi- 
ples of units, The National Bureau of Stand- 
ards has followed the recommendations of 
this committee, and has adopted the following 
list of prefixes: 





Numbers 















1, 000, 000, 000, 000 
1, 000, 000, 000 

1, 000, 000 

1, 000 

100 

10 

.1 

. 01 

‚001 

. 000001 

. 000000001 

. 000000000001 

. 000000000000001 

. 000000000000000001 


ААУ 





To multiply like (with same base) expo- 
nential quantities, add the exponents. In the 
language of alegebra the rule is a™ x an = 


sam 4 2 42 6 
10* x 10? = 104*? = 10 


0.003 x 825.2 = 3 x 107 x 8. 252 x 102 


= 24.756 x 107! = 2.4156 


P То divide exponential quantities, subtract 
the exponents. In the language of DEUM the 
rule is 


m 

a = am-n or 
n 

a 


108> 102 = 106 





3, 000 + 0.015 = (3 x 103) + (1.5 x 10-2) 
- 2 x 10? - 200, 000 
To raise an exponential quantity to a power, 
multiply the exponents, In the languague of 
algebra (x™)n = x mn, 
(103)4 = 103X4 - 1012 
2,500? = (2.5 x 103)2 = 6,25 x 108 = 6, 250, 000 


Any number (except zero) raised to the zero 
power is one. In the language of algebra x0=1 


x9 + x3 = 
104 + 104 = 


Any base with a negative exponent is equal 
to 1 divided by the base with an equal positive 
exponent. In the language of algebra ха-1 


10-2-  - L 


102 100 


- 5 

Ба 3 = a3 
-1.1 
(ба) = 6a 


To raise a product to a power, raise each 
factor of the product to that power. 
(2 x 10)2 = 22 x 102 
3, 0003 - (3 x 103)3 - 27 x 109 


To find the nth root of an exponential quantity, 
divide the exponent by the index of the root.. 
Thus, the nth root of am - am/n, 


Ax6 = x6/2 = x3 


3 4 
V64 x 103 - 4 x 10 =40 
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А-с bridges, 279 
Acid burns, treatment of, 49 
Alternating-current instruments, 269 
Ammeter, 254 
Ampere-turn, 308 
Amplidynes, 446 
antihunt, 450 
armature crossfield, 448 
killer winding, 448 
operation, 447 © 
Amplifiers, magnetic, 393 
Armature: 
characteristics, 300 
losses: 
copper, 348-349 
eddy-current, 349-350 
hysteresis, 350 
reactance, 300 
reaction, 350-352, 374 
compensation for, 351-352 
resistance, 300 
windings; 
drum, 343-345 
effects of more coils, 342 
Gramme-ring, 343 
simple coil armature, 342 
simplex lap, 345-347 . 
simplex wave, 347 
Atom, 12 


Basic formulas, 66 
Batteries: 
cell, 34 
electrodes, 34 
electrolyte, 34 
primary cell, 34 
secondary eon 34 
Battery: 
capacity, 49 
cells, 34 
charging: 
equalizing charge, 51 
fast charge, 51 
floating charge, 51 
gassing, 52 


INDEX 
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Battery Charging— Continued: 
initial charge, 51 
normal charge, 51 

, rate of charge, 51 
time of charge, 51, 52 

chemistry, 34-36 

local action, 36 

polarization, 36 

rating, 49 

Safety precautions, 4 

test discharge, 49, 50 

types of, 37 

types of charges, 51 
Blown-fuse indicators, 239 
Bridge circuits, 114-116 

resistance bridge, 114 

Wheatstone bridge, 116 
Brushes, generator, 340 
Burns and wounds, 8 


Capacitance bridge, 280 
Capacitive reactance, 211 
Capacitor: 

charging, 192 

color codes, 204 

losses, 201 
Capacitors: 

fixed, 202 

general, 188 

variable, 204 
Carbon-pile type regulator, 363-364 
Care of magnets, 27 
Cartridge fuses, 239 
CEMF: 

magnitude of, 174, 175 

measurement of, 176-179 
Chemicals, precautions with, 4 
Chemistry of a battery, 34-36 
Circuit: 

analysis, 73 

breakers, 242 

protective devices, 238 
Circuits: 

Series aiding, 78 

Series opposing, 78 
Color codes, 204 
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Commutation: Delayed action, fuses, 239 


advancing the brushes, 352, 353 Diamagnetic, 26 , ° 
commutating poles, 353, 376 Dielectric materials, 190 
Commutation, 375 Diréct-current instruments, 250 
Commutator, generator, 340 Distribution circuits, 119-120 
Conductors, semiconductors, and insulators, 13 two-wire, 119 . 
Compound: _ three-wire, 120 
generator, 357-358 Domain theory, 20 
effects of series field, 357 Drum armature, 343-345 
external voltage characteristics, 358 Dry cell battery: 
motors, 382 construction of, 37-39 
Conductance, 33 rating of, 39 
Conductor protection: 
fibrous braid, 134 Eddy currents, 305, 349, 350 
lead sheath; 135 . Education, safety, 9 
metallic armor, 135 : Effective resistance of: 
Confined spaces, 5 capacitors, 236 
Construction, generator: conductors, 235 
armature, 340 inductors, 236 
brushes and holders, 340 Effects of electric shock, 1 
commutator, 340 Electric: 
field windings, 338-340 current, 31 
frame, 338 feedback, 413 
. pole pieces, 340 fields, 16, | 
Control devices, 244 Shock, effects of, 1 
Control synchro systems, 430 Electrical: 
Control transformer, 431 ` conductors, 123 
Copper loss, 309 fires, prevention, 5 
Core, three-1egged, 405 hazards, 7 
Corona loss, 237 . indicating instruments, 250 
Coulomb's law, 15 safety precautions, 1, 8 
Counter ЕМЕ, 373 tools, safety precautions, 6 
Cross-coil power-factor meter, 284 Electricity, static, 15 
Current; Electrodynamometers, 260 
carrying capacities, conductors, 129 Electrolytes: 
RL series circuit, 178 | mixing of, 48, 49 
transformers, 277 treating acid burns, 49 
vectors, 216-218, 223-224, 230 Electromagnetism, 149 
. Electromagnets, 156 
D'Arsonval meter, 250 Electrons, 12 
D-c generator: Element, 12 
armature losses, 348-350 Equipment, grounding of, 3 
armature reaction, 350-352 Exciting current, 324 
characteristics, 354-358 Explosive vapors, 4 
compound generator, 357 
external voltage, 357 Farads, 191 
field characteristics curves, 354, 355 Feedback: 
methods of connecting, 354 electric, 413 
Shunt generator, 355-357 magnetic, 412 
commutation, 352, 353 Ferromagnetic, 26 
construction, 338-348 Fibrillation, ventricular, 2 
motor reaction, 353, 354 ` Field characteristics curve, 354-355 
parallel operation, 364-366 Fields, electric, 16 
regulators, 362-364 Field windings, 338-340 
voltage regulation, 358-362 Firefighting, 6 
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Fire, preventing electrical, 5 ` 
Flux density, 153, 307. 
Flux, solder, 138 | 
Formula, capacitive reactance, 212 
Frame, generator, 338 i 
Frequency, 161, 299 
formula, 299 
Frequency meter, 281 
Fuses, 67 | 
cartridge, 239 
delayed action, 239 
plug, 239 
Fusestat, 239 
Fusetron, 239 


Galvanometer, 251 
General safety precautions, 2, 8 
Generators: 
A-C: 
classes, 289 
parallel operation, 302 
rating, 288 
synchronizing, 303 
types: 
revolving armature, 287 
revolving field, 287 
D-C: | 
armature, 340 
.commutator,340 
commutator, 340 
field windings, 338-340 
frame, 338 
parallel operation, 364-366 
pole pieces, 340 
Gilberts, 152 
Gramme-ring, 343 
Graphic analysis, 60 
Ground, 80 
Grounding of equipment, 3 


Hazards, electrical, 7 

Henry, 171-172 

High voltage safety precautions, 2 
Hook-on type voltammeter, 279 
Horsepower, 372 

Hydrometer, 47, 48 

Hysteresis, 305, 409 


Impedance, 209 
bridge, 281 

Inclined-coil iron-vane meter, 267 

Induced voltage and current, relation between, 
184 

Inductance bridge, 280 


Inductance, 171-187, 394 
effects of in an a-c circuit, 183-184 
measurements of, 175-176 

Induction motor, 319-324 
efficiency, 324 
losses, 324 
slip, 324 
Speed, 324 

Inductive: 
power, 207 
reactance, 206 

Inductors: 
low-loss, 219-221 
parallel, 182 
reaction of to flux change, 183 
Series, 182 

Insulation, 130 
asbestos, 131 
enamel, 134 
paper, 132 
plastics, 131 
rubber, 131 . 

Silk and cotton, 133 
varnished cambric, 131 


Insulators, conductors, semiconductors, and, 13 


Instrument transformers, 275 
Internal shunts, 256 


Kick, inductive, 184-187 
Kirchoffs’ Law, 76 


L and R in parallel, 216-222 
Law, Coulomb’s, 15 
Lead-acid battery: 
construction, 43-45 
operation, 45-47 
specific gravity, 47 
Lenz’s Law, 174-175 
Load current, 273 
Losses: 
copper, 309 
hysteresis, 305 


Low-loss capacitor, equivalent circuit, 


Magnetic: 
amplifiers, 393 ' 
circuits, 152 
feedback, 412 
field around a conductor, 149 
field of a coil, 150 
shielding, 25 
Magnetism, 17, 19, 23 
Machinery, shop, 7 
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Magnets: 
artificial, 18 
core of, 27 
electro, 18 
natural, 17-18 
permanent, 18 
temporary, 19 
Manually operated switches, 244 
Maximum power transfer theorem, 83 
Maxwells, 152 
Mechanically operated switches, 245 
Megger, 264 
Mercury cell battery, 39-41 
Metallic rectifiers, 270 
Microammeter, 253 
Micro switch, 245 
Mil, 123 
circular mil, 123 
circular-mil-foot, 124 
square mil, 123 
Miliammeter, 254 
Molecule, 11 
Motor reaction, 353, 354 
Motors: 
capacitor, 333 
d-c, 367 
repulsion-start, 335 
shaded-pole, 333 
single-phase, 331 
split-phase, 332 
universal, 337 
Motor starters: 
a-c, 330 
across-the-line, 320 
compensator, 320 
primary resistor, 320 
secondary resistor, 320 
Moving-disk frequency meter, 282 
Moving iron-vane meter, 267 
Moving iron-vane power-factor meter, 285 
Multimeter, 264 
Mutual inductance, factorsaffecting, 181-182 


Nature of magnetism, 19 
Network analysis: 
loop, 106 
Norton's theorem, 113 
Therenin's theorem, 109 
Neutrons, 12 
Nickel-cadmium batteries, 52-54 
Nucleus, 12 


Ohmmeter, 262 
Ohm’s law, 57 


488 


Open circuit, 81 
Overload device, 243 


Parallel: 
capacitors, 199 
circuits, 216-230 
C and R, 222-226 
R and L, 216-222 
d-c circuits, 85-93 
conductance, 91 
current characteristics, 86 
resistance, 89 
typical problems, 93 
voltage characteristics, 85 
inductors, 182 | 
operation of generators, 364-366 
Paramagnetic, 26 
Permeability, 19, 152 
Permeance, 153 
Plug fuses, 239 
Polarity, 76 
marking, 278, 315 
of an electromagnetic coil, 151 
Polarization, battery, 36 
Poles, commutating, 353 
Pole pieces, 340 
Polyphase induction motor, 319 
Portable power tools, 7 
Potential transformers, 276 
Power, 63, 72 
loss, 288 
measurement, 298 
tools, portable, 7 
Power factor, 218, 224, 231 
corrections, 232 
Precautions: 
battery safety, 4 
chemical, 4 
electrical safety, 1, 8 
electrical tools, 6 
general safety, 2 
high voltage safety, 2 
portable power tools, 7 
shop machinery, 7 
Preventing electrical fires, 5 
Prime mover, 288 
Principles of d-c motors, 369 
Principles, transformer, 400 
Properties of magnetic materials, 154 
hysteresis, 154 
permeability, 154 
Protective devices, 238 
Protons, 12 
Pull-out point, 324 
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Radiation loss, 237 зе гс — Servomotors, 452 
Rating, battery, 49 5 ‚ а-с, 452 
RC time constant, 196 d-c, 453 
Reactor, 396, 398 Servosystems, 413 
Reactor starter, 321 i e Shielding, magnetic, 25 
Rectifiers, 270 i | Shock, effects of electric, 1, 7 
Rectifier type a-c instruments, 270 д. EG Shop machinery, 7 ' 
Regulators, voltage: — ",- Short circuit, 81' : ) 
carbon-pile, 363, 364 ` "^ | Shunt generator, 355-357 ‘ 
rocking-disk, 360-362 `` ‘ MEN Shunt motors, 377 
tilted plate,. 360 MS NUN due 12 Silver-cadmium batteries, 56 
vibrator-type, 362, 363, Д Silver-zinc batteries, 54-56 
Relays, 247 : i characteristics, 55 
_ Resistance, 33, 261 ^ ` К. Teo CES MEO чё charging, 5 
measuring,261 ^" "" operation, 55, 56 
Resistivity, 125, а Simple coil armature, 342 
Right-hand motor rule, 252^ ` : Simplex: 
RL series circuit, 178-179 D lap and wave winding, 345-347 
RLC series circuits, 215,216 ` | Sine wave, analysis of a, 163 
Resistors, 66 "P Single-phase: 
Rocking disk regulator, 360-362 generator, 201 
Rotating field, 317 А І induction motors, 275 
Rotor: 7 | power-factor meter, 284 : 
саве, 321° ^ ^" . ч | Slip, 323 
form- wound, 321 . Slo-blo, 239 
d Solder, 138 
Safety precautions: | ` Soldering tools, 139 
battery, 4 gun, 139 
chemical. 4 M MAC i iron, 139 
education, 9 | RD. pencil iron, 140 
electrical, 1, 8 resistance, 140 
electrical tools, 6 - soldering aids, 141 
general, 2 i ` Solderless connectors, 144-145 
high voltage, 2 2 crimp-on, 145 | 
portable power tools, 7. = =~ | Split-sleeve, 145 
shop machinery, 7 ў Solder splicers, 143 
Self-inductance, 172-174 E terminal lugs, 143 : 
factors affecting, 173-174 `` | Source resistance, 98 
Semiconductors, insulators, and conductors, 13 Spaces, confined, 5 ` 
Sensitivity, 259 І | Specific gravity: 
Series: M | adjusting of, 48 
capacitors, 198 M M hydrometer, 47 
circuits, 68 | А Splices and terminals, 135 
L and R, 218- 219 ` fixture joint, 137 
RLC, 215 | 2. knotted tap joint, 138 
current-limiter starter, 388 | ` rattail joint, 137 
field, effects of, 357, "OE l staggered, 137 
inductors, 182 . . TES Western Union, 136 
motors, 379. Starters: 
Series- -parállel circuits, | 94 i automatic, 386 
typical problems, 104 C ` manual, 383 
Servomechanisms, 441 И. Static electricity, 15 
Servomechanism operation, 442 "D Strength of ап electromagnetic field, 151 
closed loop, 443 vs А і Switches, 244-245 
open loop, 442 иН manually operated, 244 
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“Swit ches—Continued: 
mechanically operated, 245 
micro, 245 
toggle, 245 

Synchronous motor, 326 
effects of field strength, 329 
' effects of load, 329 
principles of operation, 327 
starting, 328 
Starting torque, 328 
Synchronous speed, 319 
Synchros: 
construction, 415 
reversing, 424 
rotor, 415 
rotor current, 425 
stator, 417 
stator, current, 424 
theory of operation, 418 


Tape, 146-148 

friction, 147 

plastic, 148 

rubber, 147 
Temperature, coefficient of conductors, 130 
Test, branch circuit, 240 
Theory, domain, 20 
Thermal protectors, 242 
Thermocouple type meter, 268 
Three-legged core, 405 
Three-phase generator, 293-296 

delta connected, 296 


wye connected, 293 ` 


Tilted plate regulator, 360 
-Time constant, L/R, 179-180 
Toggle switch, 245 
Tools, portable power, 7 
Torque, 322, 372 i 
Toxic vapors, 5 | 
Torque differential synchros, 427 
Transformer connections: 
closed-delta, 313 
delta-wye, 315 
open-delta, 313 
wye-delta, 315 
wye-wye, 315 
Transformers: 
construction, 305 
efficiency, 309 
description, 304 
principles, 400 
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Transformers—Continued: 
single-phase connection, 310 
three-phase connection, 310 
types, 305 

Two-phase generator, 292 

Unit of capacitance, 190 

Universal time constant chart, 196 


Vapors, explosive, 4 
toxic, 5 
Variable capacitors, 204 
Vectors, 163 
analysis, 295 
current, 216-218 
Ventricular fibrillation, 2 
Vibrating-reed frequency meter, 281 
Vibrating regulator, 360 
Vibrator type regulator, 362, 363 
Voltage: 
dividers, 106 
produced by: 
chemical action, 30 
friction, 28 
heat, 29 
light, 29 
magnetism, 31 
pressure, 28 
reduction: 
inductance, 234 
resistance, 233 
reference point, 79 
regulation: 
automatic operation, 359 
manual operation, 359 
regulators: 
carbon-pile, 363-364 
rocking disk, 360-362 
tilted plate, 360 
vibrator-type, 362-363 
Voltmeter, 257 \ 


Ward-Leonard system, 392, 445 

Watt, 63 

Watt- hour meter, 273 

Wattmeter, 272 

Weston ammeter, 255 

Wire measure, 126 

Wire size, factors governing selection, 128 
Wounds, burns and, 8 


Zero potential, 80: 
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